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PREFACE 

My  chief  excuse  for  writing  a  book  on  the  Properties  of  Steam  is 
that  the  greater  pctrt  of  my  life  has  been  devoted  to  experimental 
and  theoretical  researches  directly  bearing  on  the  subject,  and  to 
the  training  of  rising  engineers  in  physics  and  thermodynamics. 
The  investigation  of  the  properties  of  matter  is  the  province  of 
the  physicist  rather  than  of  the  engineer,  and  it  is  appropriate  that 
the  physicist  should  occasionally  take  a  hand  in  discussing  the 
application  of  the  results  to  engineering  problems.  The  discussion 
has  been  restricted  to  problems  depending  primarily  on  the  pro- 
perties of  the  working  fluid,  which  are  of  fundamental  importance, 
but  are  necessarily  relegated  to  a  secondary  place  in  works  dealing 
with  the  details  of  construction  of  machines.  I  hope  for  this  reason 
that  the  present  work  may  prove  a  useful  supplement  to  treatises 
on  Steam  Power  written  from  the  engineering  standpoint* 

In  the  twenty  years  which  have  elapsed  since  the  first  publica- 
tion of  my  equations  for  steam,  the  importance  of  the  thermo- 
dynamical  aspect  of  the  problem  has  been  more  widely  recognised. 
The  extensive  adoption  of  the  turbine  has  raised  a  niunber  of  new 
problems,  and  many  important  researches  have  been  published 
on  the  physical  side.  It  was  frequently  suggested  that  my  tables 
were  becoming  out  of  date  and  inaccurate  in  the  light  of  subsequent 
knowledge,  and  already  required  serious  alteration  and  revision. 
The  original  papers  explaining  the  theory  appeared  in  a  variety 
of  publications,  some  of  which  were  diflicult  of  access  and  were 
frequently  misquoted.  This  gave  rise  to  a  niunber  of  misappre- 
hensions which  it  was  importcm);  to  remove.  I  felt  that  I  owed  a 
duty  to  those  who  had  done  me  the  honour  to  adopt  my  system,  to 
write  a  connected  account  of  the  theory  and  experiments  on  which 
it  was  based,  to  show  how  well  it  fitted  with  subsequent  work,  and 
how  the  equations  and  tables  might  best  be  applied  to  more  recent 
developments.  The  defence  of  my  work  against  common  mis- 
apprehensions necessarily  gives  the  book  a  personal  character, 
which  may  be  distasteful  to  some  readers.  In  view  of  the  circum- 
stances, this  was  unavoidable,  but  it  is  less  to  be  regretted  because 
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most  of  the  objections  raised  afford  good  illustrations  of  thermo- 
dynamical  principles  and  methods,  which  might  otherwise  appear 
devoid  of  practical  interest. 

I  have  been  blamed  in  some  quarters  for  delay  in  answering 
objections,  which  have  sometimes  been  accepted  as  sound  on 
account  of  my  silence.  This  book  was  to  have  appeared  in  1915  at 
the  same  time  as  the  Steam  Tables,  but  owing  to  the  occupation  of 
our  buildings  and  equipment  by  Research  Departments  of  the 
War  Office,  etc.,  my  own  time  was  entirely  devoted  to  the  work 
of  national  defence,  and  the  absence  of  the  jimior  staff  on  war 
service  made  it  very  difficult  for  me  to  obtain  any  assistance  in  the 
exacting  work  of  revising  the  figures  and  calculations.  The  Table 
of  Heat-Drop,  VIII,  in  Appendix  III,  was  calculated  by  my  son 
G.  S.  Callendar,  Sub.-Lieut.,  R.N.V.R.  (now  a  first  year  student 
of  the  Imperial  College).  I  have  also  to  thank  Miss  M.  Reeks, 
Technical  Artist  of  the  Imperial  College,  for  valuable  assistance 
in  preparing  some  of  the  figures  and  diagrams.  With  these  excep- 
tions I  am  solely  responsible  for  any  mistakes  or  imperfections  in 
the  work,  which  I  trust  may  be  pardoned  on  account  of  the  troublous 
conditions  under  which  it  was  completed. 

In  the  latter  portion  of  the  book,  dealing  with  the  Thermo- 
dynamical  Theory  of  Turbines,  some  new  methods  have  been 
introduced  which  I  hope  may  prove  useful  to  engineers.  These  are 
necessarily  of  a  somewhat  tentative  character  on  account  of  the 
scarcity  of  suitable  experimental  data,  but  the  results  seem  to 
correspond  with  practice  so  far  as  they  can  be  tested,  and  it  appears 
possible  that  they  may  have  a  wider  application.  An  attempt  has 
also  been  made  to  calculate  the  effects  of  superheat  and  super- 
saturation  in  a  consistent  manner.  The  latter  have  already  been 
recognised  by  engineers,  notably  by  Mr  H.  M.  Martin  in  his  New 
Theory  of  the  Steam  Turbine ,  but  they  appear  to  be  more  amenable 
to  calculation  than  is  usually  supposed  and  to  afford  a  promising 
field  for  experimental  investigation. 

H.  L.  CALLENDAR. 
Oct.  1920. 
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CHAPTER  I 

INTRODUCTORY 

NOTATION,  UNITS  AND  CONSTANTS 

I.  International  Notation,  The  symbolic  notation  adopted 

in  this  work  is  based  as  far  as  possible  on  the  recommendations  of 
the  International  Commission  for  the  Unification  of  Physico- 
Chemical  Symbols  made  at  the  meeting  in  Brussels  in  Sept.  1913. 
The  list  given  in  their  report  has  been  supplemented  and  extended 
along  consistent  lines  by  a  special  Committee  of  the  Physical 
Society  of  London  {Proc.  Phys.  Soc.  27,  p.  205,  1915).  The  list  is 
fairly  complete  as  regards  the  science  of  heat,  but  the  Committee 
recognise  the  necessity  of  using  the  same  symbol  with  different 
meanings  in  different  parts  of  a  subject.  A  few  such  cases  are 
indicated  in  the  following  list,  with  references  to  the  chapters  and 
sections  in  which  the  symbols  occur. 

Alphabetic  Index  of  Symbols 

A  =  l/J,  reciprocal  of  mechanical  equivalent  of  heat  (II,  §  8). 

a  =  numerical  factor  for  reducing  PV  to  heat  unita  (IT,  §  8). 

B  =  constant  of  integration  in  expressionB  for  E  and  H  (III,  §§  19,  26). 

6  =  oovolume  in  characteristic  equation  (III,  §§  24,  28). 

C  =  cooling-effect  of  Joule  and  Thomson  (III,  §  23). 

(Also  consumption  per  horse-power-hour  for  a  turbine  (XV,  §  161).) 

c  =  coaggregation  volume  in  characteristic  equation  (III,  §  28). 

D  —  finite  drop  or  difference,  e.g.  DE  =  heat-drop  (XIII,  §  140). 

(Also  diameter  of  a  rotor  or  cylinder  (XV,  §  156).) 

d  =  differential  sign  denoting  cm  infinitesimal  difference. 

E  =  intrinsic  energy  of  vapour  per  unit  mass  in  heat  units  (II,  §  8). 

e  =  base  of  natural  or  hyperbolic  logarithms. 

F(  )  =  symbol  for  function,  e.g.  F'(t),  Camot*s  function  (VII,  §  63). 

F  =  relative  efficiency,  of  a  turbine  (IX,  §  94). 

/  =  stage  efficiency  at  any  point  of  the  expansion  (XI,  §§  127-128). 

O  =  T*  -  H,  Gibbs'  function  or  thermodynamic  potential  (VII,  §  69), 

g  =  acceleration  of  gravity  (I,  §  2). 

H  ^  E  +  aPVy  total  heat  of  vapour  (II,  §§  8,  14). 

h  =  total  heat  of  liquid  under  saturation  pressure  p  (U,  §  11). 

J  ^  mechanical  equivalent  of  heat  (I,  §  5). 

as.  1 
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l^-^ii3iO  'tStk  Qdt*'tlsed  as  symbols  owing  to  confusion  with  numerals  1  and  0. 

K  and  k  (not  being  required  in  the  present  work  for  thermal  conductivity  and 
diffusivity,  as  recommended  by  the  Committee)  are  employed  for 
occasional  constants  and  constant  coefficients  in  the  equations. 

L  =  latent  heat  of  vaporisation  in  thermal  units  (I,  §  7;  II,  §§  16-18). 

1  —  leakage  clearance  in  a  turbine  (XV,  §  157). 
M  =  mass-flow  (lbs./8ec.  or  kg./sec.)  (X,  §  99). 

m  =  index  in  equation  PV  -  kP^,  or  H  -  B  =  kP^  (IX,  §  96). 

N  =  number  of  stages  or  pairs  in  an  expansion  (XI,  §  126). 

n  =  index  in  c  =  Cq  {T^jTy^.ajR  =  n  +  1  =  13/3  for  steam  (I,  §  7;  III,  §  28). 

P  =  pressure  of  vapour  generally  under  any  conditions. 

p  =  vapour-pressure  of  liquid,  or  saturation-pressure  of  vapour. 

Q  =  quantity  of  heat  supplied  per  unit  mass  in  thermal  units  (II,  §  9). 

q  =  quality,  or  dryness-fraction  of  wet  steam  (VII,  §  66). 

R  =  gas-constant,  or  limiting  value  of  aPV/T  at  low  pressures  (I,  §  7). 

(Also  used  for  rev./min.  of  a  turbine  (XV,  §  156).) 

r  =  ratio  of  expansion  or  pressure  (XII,  §  135;  XIII,  §  143). 

(Also  used  for  radius  of  a  wheel  or  tube  (XI,  §  129),  etc.) 

8  =  specific  heat  of  vapour  at  constant  pressure  (III,  §  19). 

8  =  minimum  specific  heat  of  liquid  (II,  §  12). 

T  =  temperature  reckoned  from  absolute  zero  (I,  {  7). 

t  =  temperature  reckoned  from  (f  Centigrade  or  Fahrenheit. 

U  —  velocity  of  fluid,  ft./sec.  or  metres/sec.  (II,  §  10;  X,  §  98). 

u  =  velocity  of  blades  in  a  turbine  (XI,  §  114). 

W  =  work  done  by  vapour  (II,  §  10;  VII,  §  63;  IX,  §  84,  etc.). 

w  =  work  done  on  liquid  in  feed-pump  (IX,  §  93). 

X  =  cross-section  of  nozzle  or  annular  area  in  a  turbine  (X,  §  99). 

X  =  linear  dimension  of  nozzle  or  annular  area  (XI,  §  126,  etc.). 

Y  =  surface  tension  of  liquid  (X,  §  102). 

y  =  capillary  elevation  (VIII,  §  80). 

Z  =  dimensional  constants  (XIV,  §  145). 

z  =  velocity  ratio  (XI,  §  114,  etc.). 

a  =  discharge  angle  with  axis. 

fi  =  discharge  angle  with  blade-ring  (XI,  §  115). 

y  =  index  in  adiabatic  equation  PVf  —  K  (X,  §  99). 

IT  —  ratio  of  circumference  to  diameter. 

2  =  symbol  of  summation  of  finite  quantities  (XV,  §  156). 
4>  =  entropy  of  vapour. 

0  =  entropy  of  liquid  (VII,  §  66). 

It  is  a  matter  of  practical  convenience  to  represent  corre- 
sponding quantities  for  the  vapour  and  liquid  as  far  as  possible  by 
capitals  and  lower-case  symbols  respectively,  because  these  com- 
monly occur  together  in  the  same  equations,  and  would  otherwise 
have  to  be  distinguished  by  using  different  letters,  or  by  suffixes, 
which  are  frequently  required  for  other  purposes.    It  is  not  un- 
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common  in  many  books  to  see  two  or  even  three  suffixes  attached 
to  the  same  symbol,  which  is  extremely  confusing  to  the  reader, 
in  addition  to  being  troublesome  to  write  or  print. 

Initial  and  final  states  in  expansion  may  conveniently  be  dis- 
tinguished by  single  and  double  dashes,  provided  that  these  do 
not  interfere  with  numerical  indices  representing  powers.  Thus 
V\  v\  represent  initial  volumes  of  vapour  and  liquid  at  P',  T\ 
and  V'\  v'\  the  final  volumes  at  P",  T".  Initial  or  limiting  values, 
defined  by  the  vanishing  of  some  other  quantity,  are  denoted  by 
the  suffix  (q),  thus  S^  is  the  limiting  value  of  5  at  P  =  0,  and  H^ 
is  the  initial  value  of  the  total  heat  at  zero  velocity  (C7  =  0)  in 
flow  through  a  nozzle.  The  suffix  (,)  is  employed  for  indicating  the 
state  of  dry  saturated  steam,  thus  F,,  H,,  <!>,,  are  the  volume, 
total  heat,  and  entropy  of  dry  saturated  steam.  The  suffix  (^)  is 
similarly  employed  to  imply  that  the  steam  is  wet,  but  these 
suffixes  may  be  omitted  if  the  state  is  otherwise  obvious,  especially 
in  the  caie  of  the  liquid,  for  which  h  and  v  are  always  required  under 
saturation  pressure  'p. 

Abbreviations  and  References.  The  three  systems  of  imits 
most  commonly  employed  by  engineers,  are  indicated  by  the 
abbreviations,  K.M.C.,  F.P.C.,  and  F.P.F.,  as  explained  in  the 
next  section. 

References  to  scientific  papers  in  periodicals  are  generally  given 
in  the  form  adopted  by  Science  Abstracts,  the  editors  of  which  have 
had  great  experience  in  this  respect. 

The  author's  original  papers  explaining  the  theory,  which 
appeared  (1 )  in  the  Proceedings  of  the  Royal  Society ,  Vol.  67,  pp.  266- 
286,  June,  1900,  and  (2)  in  the  articles,  Calorimetry,  Thermometry, 
Thermodynamics,  and  Vaporisation  in  the  Encyclopaedia  Britannica^ 
10th  edition,  1902,  requiring  frequent  citation,  are  referred  to  in 
the  present  work  by  the  abbreviations  (R.  S.  1900),  and  (E.  B.  1902), 
respectively. 

A  list  of  other  scientific  papers  by  the  author,  directly  bearing 
on  the  subject  of  this  work,  is  given  at  the  end  of  the  book.  The 
reader  must  refer  to  these  papers  for  experimental  details  which, 
though  essential  to  accuracy,  are  not  of  sufficient  general  interest 
for  reproduction. 

Cross  references  in  the  body  of  the  work  are  generally  made  to 
the  sections,  which  are  numbered  continuously  throughout  the 
book.  The  equations  and  tables  in  each  chapter  are  ntunbered  in 
separate  series,  and  are  referred  to  when  necessary  by  the  number 
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of  the  chapter  in  roman  type  with  the  number  of  the  equation  in 
brackets. 

In  order  to  avoid  repetition,  the  majority  of  the  purely  mathe- 
matical relations  required  in  the  course  of  the  work,  are  collected 
in  Appendix  I,  Thermodynamical  Relations,  where  they  are  de- 
veloped as  a  connected  series.  It  is  hoped  that  this  procedure  will 
render  the  relations  themselves  more  intelligible  to  the  student, 
and  will  serve  as  an  introduction  to  the  practical  use  of  partial 
differential  coefficients  in  thermodynamics. 

Directions  with  regard  to  the  use  of  the  Steam  Diagram,  issued 
with  this  book,  are  collected  in  Appendix  II;  and  the  Steam  Tables, 
with  a  summary  of  the  more  important  equations,  are  collected  in 
Appendix  III  to  facilitate  reference.  The  greater  part  of  these  two 
appendices  has  already  been  published  separately  (Edward  Arnold, 
1915). 

2.  Systems  of  Units.  One  of  the  chief  difficulties  in  reducing 
the  results  of  different  experimentahsts,  or  comparing  values  given 
in  different  Steam  Tables,  arises  from  the  fact  that  they  are  often 
expressed  in  different  systems  of  units,  and  that  the  fundamental 
quantities  involved  are  not  always  defined  in  precisely  the  same  way. 
It  is  therefore  necessary  to  explain  with  some  care  the  system  of 
units  adopted  as  the  basis  of  the  present  work,  the  selection  of 
the  fundamental  constants  from  experimental  data,  and  the  theory 
by  which  the  values  given  in  the  tables  have  been  calculated. 

The  Centimetre-Gramme-Second,  or  C.G.S.  system  of  units,  is 
now  almost  exclusively  adopted  for  scientific  ptu-poses,  and  is 
generally  used,  in  conjunction  with  the  Centigrade  scale  of  tem- 
perature, for  expressing  the  results  of  the  most  accurate  experi- 
ments. But  the  systems  most  in  vogue  among  steam-engineers  are 
(1)  the  Foot-Pound-Fahrenheit  (F.P.F.)  system,  (2)  the  Foot- 
Pound-Centigrade  (F.P.C.)  system,  and  (8)  the  Kilogramme-Metre- 
Centigrade  (K.M.C.)  system.  The  K.M.C.,  or  Metric  system,  is 
naturally  employed  by  Continental  nations  who  have  adopted 
the  metric  system  of  weights  and  measures  for  all  their  machines 
and  measuring  instruments.  The  F.P.F.,  or  British  system,  was 
at  one  time  exclusively  adopted  by  engineers  in  English-speaking 
countries,  where  nearly  all  the  machines  and  measuring  instruments 
are  still  constructed  and  graduated  according  to  the  British  system 
of  weights  and  measures,  and  where  the  Fahrenheit  scale  is  the 
most  famiUar  scale  of  temperature.  The  F.P.C.  system  is  now  largely 
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employed  in  English  text-books,  and  is  gradually  displacing  the 
F.P.F.  system  among  engineers,  owing  to  the  superior  simplicity 
of  the  Centigrade  scale,  and  the  great  convenience  of  expressing 
all  quantities  of  heat-energy  by  the  same  numbers  as  those  employed 
by  Continental  engineers  and  in  accurate  scientific  work.  It  is  a 
comparatively  simple  matter  to  change  the  thermometric  scale,  but 
it  is  out  of  the  question  at  present  to  discard  the  foot  and  the  pound, 
which  are  in  other  ways  very  convenient  units  for  steam.  The  Foot- 
Pound-Centigrade  system  has  accordingly  been  adopted  for  general 
purposes  in  the  present  work  as  the  most  suitable  compromise, 
because  it  greatly  facilitates  reduction  to  either  of  the  other  systems 
when  exact  comparisons  are  required.  But  in  the  majority  of 
important  cases  the  corresponding  values  and  formulae  in  the 
other  two  systems  have  also  been  given. 

Reduction  Factors.  In  constructing  the  Steam  Tables,  the 
following  factors  have  been  employed  as  being  sufficiently  accurate 
for  the  purpose  in  reducing  and  comparing  experimental  results 
expressed  in  different  systems. 

Length,  1  foot      =  0-304800  metre, 
Mass,      1  pound  =  0-453592  kilogramme, 

from  which  we  obtain  the  factor  for  Density  or  Specific  Volume, 

Density,  1  pound  per  cu.  ft.  =  16-0184  kilos  per  cu.  metre. 
Specific  Volume,  1  cu.  metre  per  kilo.  =  16-0184  cu.  ft.  per  lb. 

The  unit  of  Pressure,  expressed  in  terms  of  weight  per  unit  area, 
(pounds  per  sq.  in.,  or  kilograms  per  sq.  cm.)  depends  on  the  value 
of  the  intensity  of  gravity  assumed  at  the  place  of  observation. 
English  engineers  generally  take  the  intensity  of  gravity  at  mean 
sea  level  in  London  as  the  standard.  The  value  of  gravity  varies 
appreciably  along  any  given  parallel  of  latitude,  so  that  it  is 
necessary  to  specify  a  particular  place  or  value  assumed.  American 
and  Continental  engineers  generally  take  the  conventional  value 
of  the  acceleration  of  gravity  at  sea  level  in  latitude  45°,  namely 
980-665  C.G.S.  The  acceleration  of  gravity  at  sea  level  in  London 
exceeds  this  conventional  value  by  1  part  in  2000,  or  may  be  taken 
as  981-16  C.G.S.  with  an  accuracy  sufficient  for  the  present  purpose. 
This  is  equivalent  to  82-190  ft./sec.^.  One  pound  per  sq.  in.  at 
London,  and  one  foot-pound  at  London  have  been  taken  in  the 
tables  as  the  units  of  pressure  and  work.  The  values  of  pressure 
given  in  the  tables  must  accordingly  be  increased  by  one  part  in 
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2000  if  it  is  required  to  reduce  them  to  the  corresponding  con- 
ventional values  in  latitude  45®. 

The  reading  of  a  pressure-gauge  generally  represents  the 
difference  from  atmospheric  pressure  at  the  time  of  observation. 
The  pressure  in  excess  of  atmospheric  is  commonly  called  the  gauge- 
pressure,  the  defect  below  atmospheric  pressure  is  commonly 
called  the  vacuum. 

The  absolute  pressure  reckoned  from  zero  is  the  quantity  re- 
quired in  most  calculations  and  experiments.  To  find  the  absolute 
pressure  it  is  usually  necessary  to  read  the  barometer,  and  deduce 
the  atmospheric  pressure  by  applying  suitable  corrections  for 
temperature  and  gravity.  The  absolute  pressure  is  deduced  by 
adding  the  atmospheric  pressure  (expressed  in  the  same  units)  to 
the  gauge-pressure,  or  by  subtracting  the  vacuum  from  the 
atmospheric  pressure. 

Readings  of  gauge-pressure  or  vacuum  are  often  stated  with 
reference  to  a  barometric  standard  of  80  inches  of  mercury,  which 
at  62®  F.  is  equivalent  to  14-690  Ibs./sq.  in.,  or  is  practically  equal  to 
one  standard  atmosphere  in  the  latitude  of  London.  But  80  inches 
of  mercury  at  0®  C.  or  82°  F.  is  equivalent  to  14-780  Ibs./sq.  in., 
which  is  appreciably  different. 

Barometers  for  meteorological  purposes  are  often  graduated  in 
millibars,  1000  millibars  being  equal  to  the  C.G.S.  atmosphere  of 
one  megadyne  per  sq.  cm.,  which  is  very  nearly  equivalent  to 
750  nun.  of  mercury  at  0®  C.  in  latitude  45°,  or  to  14-496  Ibs./sq.  in. 
in  London. 

The  reading  of  the  barometer,  and  the  correction  of  mercury 
columns  for  temperature,  are  frequently  of  considerable  importance 
at  low  pressures.  Thus  at  28  inches  vacuiun  an  error  of  a  tenth 
of  an  inch  in  both  barometer  and  vacuum-gauge  may  make  an 
error  of  10  per  cent,  in  the  corresponding  value  of  the  absolute 
pressure. 

High  pressures  are  frequently  stated  in  atmospheres,  and  low 
pressures  sometimes  in  percentage  of  an  atmosphere.  It  is  desirable 
in  such  cases  to  specify  the  kind  of  atmosphere  intended.  The 
term  atmosphere  should  not  be  used  as  synonymous  with  a  pressure 
of  1  kg./sq.  cm.,  which  differs  by  8-8  per  cent,  from  the  standard 
atmosphere  of  760  mm. 

The  temperature  of  100°  Centigrade  is  defined  as  being  that  at 
which  the  pressure  of  saturated  steam  is  one  Standard  Atmosphere, 
or  is  equivalent  to  a  column  of  mercury  760  mm.  high,  of  standar 


I]  NOTATION,  UNITS  AND  CONSTANTS  7 

density  18*59545  grams  per  cu.  cm.  (corresponding  to  0®  C),  at  a 
place  where  the  acceleration  of  gravity  is  980-665  C.G.S.  This 
pressure  is  equivalent  to  14-6890  pounds  weight  per  sq.  in.  at 
London,  or  to  14-6964  in  latitude  45°. 

We  have  therefore  the  following  reduction  factors  for  pressure 
and  work, 

1  atmosphere  (760  mm.  Hg,  lat.  45**)  =  14-6890  Ibs./sq.  in.  (London), 
1  Ib./sq.  in.  (London)     =  '070307  kg./sq.  cm.  (London), 
„  „  =  070842  kg./sq.  cm.  (lat.  45°), 

1  foot-poimd  (London)  =  '188255  kilogrammetre  (London), 

=  -188824  „  (lat.  45°). 
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3.  Units  of  Heat.  It  is  taken  as  axiomatic  that  the  quan- 
tity of  heat  required  to  raise  the  temperature  of  a  given  mass  of  a 
particular  substance  through  a  given  range  must  always  be  the 
same  under  the  same  conditions,  and  may  therefore  be  made  the 
basis  on  which  quantities  of  heat  are  measured. 

The  unit  of  heat  generally  adopted  in  scientific  work  is  the 
quantity  of  heat  required  to  raise  the  temperature  of  1  gramme  of 
water  under  a  constant  pressure  of  1  atmosphere  by  1°  C,  measured 
on  the  scale  of  the  standard  hydrogen  thermometer  in  the  neigh- 
bourhood of  some  particular  temperature,  generally  either  15°, 
or  20°  C.  These  two  units  differ  sUghtly  in  value  and  are  generally 

■ 

referred  to  as  the  "gram-calorie  at  15°  C."  and  the  "gram-calorie 
at  20°  C."  respectively  when  great  precision  is  required.  Instead 
of  the  gram,  the  kilogram,  or  the  pound,  may  be  taken  as  unit  of 
mass,  in  which  case  the  unit  is  called  the  "  kilocalorie "  or  the 
'*  pound-calorie." 

The  British  thermal  unit,  or  B.Th.U.,  is  defined  in  practically 
the  same  way  in  terms  of  the  pound  and  degree  Fahrenheit.  It  is 
seldom  used  for  scientific  purposes,  but  may  be  taken  as  f  of  the 
pound-calorie  under  similar  conditions. 

The  calorie  at  20°  C.  is  the  most  suitable  unit  for  accurate 
calorimetric  work  at  ordinary  temperatures.  But  for  expressing 
the  properties  of  steam,  the  Mean  Calorie,  which  is  generally 
defined  as  one-hundredth  part  of  the  quantity  of  heat  required  to 
raise  the  temperature  of  unit  mass  of  water  from  0°  to  100°  C,  is 
the  most  convenient  unit.  The  mean  calorie  has  the  advantage 
that  its  definition  depends  only  on  that  of  the  fixed  points,  and 
that  it  simplifies  the  expression  for  the  "heat  of  the  hquid."  This 
unit  has  accordingly  been  adopted  as  the  basis  of  the  present  work. 
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4.   Variation  of  Specific  Heat  of  Water.   The  relation 

between  these  units  of  heat  is  of  primary  importance  in  accurate 
calorimetry,  and  is  required  in  the  construction  of  steam  tables 
for  determining  the  values  of  the  fundamental  constants  to  be 
employed.  Since  the  accurate  comparison  of  the  units  of  mass 
presents  no  difficulty,  the  problem  is  reduced  to  that  of  determining 
the  variation  of  the  specific  heat  of  water  with  temperature  mea- 
sured on  the  gas-scale.  It  might  be  thought  at  first  sight  an  easy 
matter  to  determine  the  required  variation  by  simply  mixing  known 
quantities  of  water  at  different  temperatures  in  a  calorimeter. 
But  when  this  is  done  at  temperatures  above  50**  C.  the  thermo- 
metric  difficulties  are  considerable,  and  the  calorimetric  errors  due 
to  evaporation  or  to  heat-loss  in  transference  of  the  hot  water  to 
the  calorimeter,  become  so  uncertain  that  this  method  has  led, 
even  in  the  hands  of  skilful  experimentalists,  to  most  discordant 
results.  The  experiments  of  Regnault  were  most  carefully  per- 
formed, and  were  for  many  years  accepted  as  the  standard,  but 
he  was  imable,  owing  to  the  defective  state  of  thermometry,  to 
detect  with  certainty  any  variation  of  the  specific  heat  of  water 
between  0°  and  100°  C,  or  any  systematic  divergence  of  the  scale 
of  the  mercury  thermometer  from  the  gas-scale  between  these 
limits.  From  his  experiments  on  the  total  heat  of  water  between 
100°  and  200°  C,  he  was  led  to  infer  a  gradual  rise  of  specific  heat 
from  0°  to  100°  C,  but  his  experiments  failed  to  give  any  direct 
or  reliable  information  with  regard  to  the  variation  of  specific 
heat  between  0°  and  40°  C.  In  calorimetric  work  a  great  deal 
depends  on  the  accurate  observation  of  small  differences  of  tem- 
perature, for  which  the  mercury  thermometer  is  not  well  suited, 
owing  to  its  errors  of  stem-exposure,  and  to  its  temporary  varia- 
tions of  zero,  which  had  not  been  sufficiently  studied  in  Regnault's 
time.  Even  when  special  attention  has  been  paid  to  these  thermo- 
metric  difficulties,  as  in  Liidin's  experiments  (Inaugural  Disserta- 
tion, Zurich,  1895),  the  method  of  mixtures  has  not  given  satis- 
factory results.  Thus  Liidin's  observations  show  a  rapid  fall  of 
specific  heat  near  the  boihng-point,  which  is  probably  erroneous. 
The  most  consistent  results  have  been  obtained  by  observing  the 
rise  of  temperature  due  to  the  supply  of  measured  quantities  of 
electrical  or  mechanical  energy.  These  methods  are  intimately 
associated  with  the  determination  of  the  mechanical  equivalent 
of  heat,  a  problem  of  primary  importance  in  the  theory  of  the 
steam-engine,  which  requires  more  detailed  consideration. 


I]  NOTATION,  UNITS  AND  CONSTANTS  9 

5.   The  Mechanical  Equivalent  of  Heat.   Joule  showed 

/  by  a  considerable  variety  of  experiment^  6elweeh  tlie  years  1842- 
1850  that,  whenever  heat  was  generated  by  friction,  the  quantity  of 

.  heat  produced  was,  within  the  limits  of  experimental  error,  pro- 
portional to  the  quantity  of  mechanical  work  expended,  and  was 
independent  of  the  nature  of  the  materials  employed  and  of  other 
conditions.  He  also  showed  that  the  s€une  coefficient  of  propor- 
tionality between  work  and  heat  applied  when  the  conversion  was 
effected  by  means  other  than  friction.  His  final  result,  obtained  by 
friction  of  water  {Phil,  Trans.,  1850),  was  that  772-5  foot-pounds 
of  work  at  Manchester  were  equivalent  to  the  quantity  of  heat 
required  to  raise  one  pound  of  water  1°  F.  in  temperature  at  62**  F. 
on  the  scale  of  his  mercury  thermometers./  At  a  later  date,  when 
the  absolute  value  of  the  British  Association  Unit  of  electrical 
resistance  had  been  determined,  experiments  by  the  method  of 
electric  heating  were  found  to  give  a  smaller  result  than  Joule's  for 
the  mechanical  equivalent.  At  the  request  of  the  British  Association 
Joule  accordingly  repeated  his  experiments  in  1878  on  a  larger 
scale,  .but  found  the  same  result  as  before.  The  error  was  subse- 
quently found  to  lie  chiefly  in  the  determination  of  the  B.A.  unit 
of  electrical  resistance.  Joule's  result,  when  reduced  to  the  scale 
of  the  gas-thermometer  and  latitude  45®,  must  be  raised  to  about 
776  foot-pounds  per  pound-Fahrenheit  unit,  but  this  correction  is 
somewhat  uncertain  as  the  scale  of  his  mercury  thermometers 
could  not  be  tested  under  the  exact  conditions  of  the  original 
experiments. 

Rowland,  in  repeating  Joule's  experiment  in  1879  on  a  larger 
scale,  with  many  refinements,  over  an  extended  range  of  tem- 
perature from  5°  to  85®  C,  discovered  the  previously  unsuspected 
fact,  of  vital  importance  in  accurate  calorimetry,  that  the  specific 
heat  of  water  diminished  from  5®  to  80®  C.  by  nearly  1  per  cent., 
instead  of  increasing  continuously  from  the  freezing  point  as  had 
previously  been  assumed.  His  experiments  were  probably  most 
accurate  in  the  neighbourhood  of  20®  C,  where  the  uncertainty  of 
reduction  is  of  the  order  of  1  in  2000  only.  He  made  the  kilocalorie 
at  this  temperature  on  the  gas-scale  equivalent  to  426-2  kilogram- 
metres  in  latitude  45°,  or  the  pound-Fahrenheit  unit  equivalent 
to  776*8  foot-pounds  imder  the  same  conditions,  a  result  agreeing 
remarkably  well  with  that  of  Joule. 

^  Expressed  in  absolute  units  on  the  C.G.S.  system,  which  are  the 
most  convenient  and  the  most  commonly  adopted  for  comparison, 
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Rowland's  value  of  the  equivalent  of  the  gram-calorie  at  20°  C. 
is  4*180  joules,  the  joule  being  defined  as  1  watt-second  of  electric 
energy,  or  10^  ergs  C.G.S. 

The  equivalent  of  the  mean  thermal  unit  (0°  to  100°  C.)  in 
mechanical  energy  was  directly  determined  by  Reynolds  and 
Moorby  {PhiL  Trans,,  1898)  by  heating  a  measured  stream  of  water 
from  the  freezing  to  the  boiling  point  in  a  Froude-Reynolds 
hydrauUc  brake  movmted  on  the  shaft  of  a  100  H.P.  steam-engine. 
In  spite  of  the  difficulties  of  accurate  measurement  on  so  large  a 
scale  with  the  calorimeter  at  the  boiling-point,  they  succeeded  in 
obtaining  a  result  comparable  in  accuracy  with  that  of  Rowland 
at  ordinary  temperatures.  When  allowance  is  made  for  the  fact 
that  the  water  was  not  supplied  exactly  at  the  freezing  point  (where 
its  specific  heat  varies  somewhat  rapidly  with  temperature)  .the 
value  which  they  gave  the  mean  gram-calorie  in  absolute  units 
may  be  taken  as  4-184  joules,  which  is  equivalent  to  426-6  kilo- 
grammetres  per  kilocalorie,  or  to  777*6  foot-pounds  per  B.Th.U. 
in  latitude  45°.  In  order  to  compare  this  result  with  that  of  Row- 
land, it  is  necessary  to  know  the  variation  of  the  specific  heat  from 
0°  to  100°,  or  at  least  the  ratio  of  the  specific  heat  at  20°  C.  to  the 
mean  over  the  whole  range.  Liidin's  formula  (Zoc.  dt,)  gives  1-0063 
for  the  ratio  of  the  mean  calorie  to  that  at  20°  C,  which  would 
make  the  mean-calorie  equivalent  to  4-206  joules,  if  the  calorie 
at  20°  C.  is  4180.  The  discrepancy  between  4-206  and  4-184  is 
beyond  the  probable  limits  of  error  of  Reynolds'  and  Moorby's 
experiments,  and  may  be  taken  as  an  indication  that  Liidin's 
formula  is  incorrect.  Better  agreement  has  been  obtained  by 
electrical  methods  of  measurement. 

6.    Electrical  Methods  of  Calorimetry.   Griffiths  {Phil. 

Trans.,  1895),  and  Schuster  and  Gannon  (PhiL  Trans,,  1896) 
measured  the  rise  of  temperature  produced  by  passing  an  electric 
current  through  a  resistance  immersed  in  water  in  a  calorimeter, 
and  deduced  values  of  the  mechanical  equivalent  of  the  gram- 
calorie  from  those  of  the  electrical  standards  employed.  If  their 
results  are  corrected  for  an  error  (at  that  time  suspected,  and 
subsequently  proved)  in  the  electromotive  force  of  the  Clark 
Standard  cell,  they  become 

Griffiths,  gram-calorie  at  20°  C.  =  4-187  joules, 

Schuster  and  Gannon,  gram-calorie  at  19°  C.  =  4-188  joules. 

Griffiths'  observations  extended  over  the  range  15°  to  25°  C.  and 
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confirmed  Rowland's  results  for  the  diminution  of  the  specific  heat 
of  water  over  this  range  of  temperature. 

In  the  continuous  electric  method*  of  Callendar  and  Barnes, 
a  steady  current  of  water  passing  through  a  fine  tube  is  heated  by 
an  electric  current  through  a  central  conductor.  The  difference  of 
temperature  between  inflow  and  outflow  is  taken  by  a  single  reading 
of  a  pair  of  differential  platinum  thermometers,  which  permits  a 
much  higher  order  of  accuracy  than  is  obtainable  with  mercury 
thermometers.  The  annexed  Fig.  1  shows  a  diagram  of  the 
arrangement.  The  flow-tube  and  thermometer  pockets  at  either 
end  are  hermetically  sealed  in  a  vacuum- jacket  to  minimise  external 
loss  of  heat.  The  method  possesses  special  advantages  for  observing 
the  variation  of  the  specific  heat,  because  the  external  water 
jacket  surrounding  the  calorimeter  can  be  maintained  by  a  regu- 
lator at  any  temperature  at  which  the  specific  heat  is  required. 
The  absolute  electromotive  force  of  the  standard  cells  employed 
was  determined  at  the  same  time  by  King|  with  an  electrodynamo- 
meter  specially  designed  by  the  author  for  the  purpose,  and  was 
probably  correct  to  1  in  10,000.  King^s  work  has  recently  been 
verified  by  Prof.  Norman  ShawJ,  who  has  succeeded  in  obtaining 
a  very  high  order  of  accuracy  with  the  same  instrument. 

The  results  obtained  by  this  method  for  the  specific  heat  of 
water  at  various  temperatures  are  indicated  in  Fig.  2.  The  values 
of  the  total  heat  deduced  from  the  specific  heat  agreed  with 
Rowland's  values  to  one-hundredth  of  a  calorie  over  the  range  5° 
to  80°  C.  The  result  obtained  for  the  equivalent  of  the  mean  gram- 
calorie  over  the  range  0°  to  100°  C,  was  4-1868  joules,  exceeding 
that  found  by  Reynolds  and  Moorby  by  less  than  1  in  1000,  which 
is  probably  within  the  limits  of  error  of  their  experiments. 

Dieterici  (Ann,  Phys,,  16,  p.  598,  1905)  employing  an  electrical 
method  with  an  ice-calorimeter,  reading  to  about  1  in  1000,  subse- 
quently found  the  result  4-1925  joules  for  the  equivalent  of  the 
mean  gram-calorie. 

Adopting  the  value  4-1868  joules  as  the  equivalent  of  the  mean 
gram-calorie  in  absolute  units,  we  obtain  the  following  value  for 
the  poimd-calorie : 

1  mean  Pound-Calorie  (0°  to  100°  C.)  =  140000  foot-pounds 

(London). 

*  OftllendAT  and  Barnes,  B,  A,  Reports,  1897,  p.  662,  and  1899,  p.  624;  PhU, 
Trans,,  1902,  pp.  68-263;  also  Bakerian  Lecture,  Phil.  Trans.,  1913,  pp.  1-32. 
t  Pha.  Trans.,  1902,  p.  81. 
t  PhU.  Trans.  A,  214,  pp.  147-198. 
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Owing  partly  to  the  great  convenience  of  having  an  ex£^;t 
round  number  for  the  mechanical  equivalent,  this  value  has  been 
adopted  in  the  present  work.  The  corresponding  value  in  latitude 
45°  would  be  1 400*7  foot-pounds,  and  for  other  units 

1  mean  B.Th.U.      =  1400  x  ^  =  777-78  foot-pounds  (London) 

=  778-17  foot-pounds  (lat.  45°), 
1  mean  kilocalorie  =  426*98  kilogrammetres  (lat.  45°). 

7.  The  Absolute  Scale  of  Temperature.  A  necessary  pre- 
liminary to  all  accurate  calculations  for  gases  and  vapK)urs  is  the 
definition  of  the  scale  of  temperature  employed.  This  is  generally 
defined  in  practice  as  that  of  the  hydrogen  thermometer  below 
100°  C,  and  as  that  of  the  nitrogen  thermometer  at  higher  tem- 
peratures. A  discussion  of  all  the  available  data  in  a  paper"^  read 
before  the  Physical  Society  of  London  in  March  1901  led  to  the 
conclusion  that  intervals  of  temperatures  reckoned  on  these 
thermometers  from  the  freezing  point  upwards  agreed  with  the 
absolute  thermodynamic  scale  almost,  if  not  quite,  within  the 
limits  of  error  of  experiment.  It  is  generally  assumed  that  thermo- 
metric  readings  are  reduced  to  the  scale  of  one  of  these  gases,  and 
it  would  be  useless  for  the  present  purpose  to  attempt  further 
reduction  to  the  absolute  scale.  Since  gas  thermometers  are  quite 
unsuitable  for  the  majority  of  experiments,  the  reduction  to  the 
hydrogen  or  nitrogen  scale  is  generally  effected  in  practice  by 
comparison  with  a  platinum  thermometer,  or  preferably  by  the 
direct  use  of  a  platinum  thermometer,  if  accuracy  is  required.  If 
the  reading  of  the  platinum  thermometer  pt  is  reduced  to  true 
temperature  t  by  means  of  the  formula^, 

t-  pt  =  l'50t  (t  -  100)  X  10-4, 

the  experience  of  many  independent  observers  has  shown  that  the 
values  of  /  obtained  agree  with  temperatures  on  the  absolute  scale 
within  the  probable  limits  of  error  of  experiment. 

The  value  of  the  freezing  point  of  water  in  degrees  Centigrade 
reckoned  from  the  absolute  zero  of  temperature,  or  the  number  to 
be  added  to  the  temperature  t  reckoned  from  0°  C.  in  order  to 
obtain  the  temperature  T  on  the  absolute  scale,  was  taken  as 

*  Published  PhU.  Mag,y  Jan.  1903. 

t  PhU.  Trans.  A,  1887.  This  scale  has  recently  been  adopted  by  the  Beichs- 
anstalt,  Berlin,  April  1,  1916,  as  the  official  scale  of  temperature  for  accurate 
testing  of  thermometers. 
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278-0  in  the  author's  original  paper  (R.  S.  1900),  in  accordance 
with  the  value  given  by  Lord  Kelvin  {E.  B.  1882).  It  was  shown, 
however,  in  the  paper  above  referred  to,  that  the  true  value  was 
certainly  within  two  or  three-hundredths  of  a  degree  of  278- 10. 
The  difference  is  quite  appreciable  in  accurate  reductions,  and  the 
value  278-10  has  accordingly  been  employed  for  the  present  work. 
This  value  has  been  verified,  within  the  above  limits,  by  many 
subsequent  computers,  though  the  exact  values  given  are  to  some 
extent  a  matter  of  taste,  depending  on  the  weights  attached  to 
the  various  series  of  observations  on  which  the  result  is  based.  We, 
therefore,  employ  the  formulae 

T  -  /  +  27810°  C.  =  t  +  459-58°  F. 

Most  of  the  fundamental  constants  required  in  calculating  the 
properties  of  steam  depend  directly  or  indirectly  on  the  values 
selected  for  the  mechanical  equivalent  and  for  the  absolute  zero 
of  temperature,  as  well  as  on  the  unit  of  heat.  The  determination 
of  each  constant  is  liable  to  errors  of  experiment,  which  will  be 
discussed  in  the  following  chapters.  For  these  reasons  the  absolute 
values,  even  of  the  best  determined  constants,  such  as  R  and  L 
at  100°  C,  are  uncertain  by  at  least  1  part  in  2000.  But  in  order 
to  obtain  relative  values  in  the  tabulation  of  the  various  properties, 
sufficiently  exact  and  consistent  for  the  investigation  of  problems 
depending  on  small  differences,  it  is  necessary  to  take  the  values 
of  the  fundamental  constants  to  five  significant  figures,  and  to 
work  the  results  in  each  case  to  a  hundredth  of  a  thermal  unit. 

The  values  adopted  for  the  most  important  of  these  constants 
are: 

Latent  heat  at  B.P.,  L  =  589-80  C,  =  970-74  F., 
Gas  constant  for  steam  per  unit  mass,  R  —  0-11012, 
Specific  heat  at  zero  pressure,  Sq  =  0-47719, 
Ratio  SJR  =  n  +  1  =  18/8,   Index  n  =  10/8. 

The  value  of  L  depends  on  the  scale  of  temperature,  whether 
Centigrade  or  Fahrenheit,  but  those  of  R  and  Sq  are  independent 
of  the  temperature  scale,  and  are  the  same  in  all  practical  systems 
of  units,  when  expressed  in  terms  of  thermal  units  per  degree.  The 
value  of  R  for  steam  can  be  estimated  from  the  molecular  weight 
in  terms  of  hydrogen  and  oxygen.  The  limiting  value  of  aPV/T  =  R 
at  low  pressures  is  found  for  O2  or  Ng  by  calculating  the  value  at 
N.T.P.  from  the  observed  density,  and  correcting  the  value  of  PV 
to  zero  pressure  by  Amagat's  coefficient.  The  value  of  R  for  steam 
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is  found  by  multiplying  the  result  for  Oj  by  the  ratio  Og/HgO  of 
the  molecular  weights.  Values  obtained  in  this  way  from  different 
data  agree  to  about  1  in  2000.  The  value  of  Sq  is  variable  to  a 
slight  extent  with  temperature,  but  the  range  of  variation  according 
to  different  experiments  is  uncertain,  and  is  of  little  practical 
importance  for  the  present  purpose.  A  mean  value  is  accordingly 
selected,  having  a  simple  ratio  to  Ry  in  order  to  simplify  the  adia- 
batic  equation,  as  explained  in  Chapter  III,  §  25. 


CHAPTER  II 

THE  TOTAL  HEAT  OF  WATER  AND  STEAM 
8.    Intrinsic  Energy  and  Total  Heat.   In  accurate  calori- 

metric  work,  especially  with  gases  and  vapours,  it  is  often  important 
to  define  the  exact  nature  of  the  quantity  measured,  which  depends 
on  the  conditions  of  pressure  and  volume  as  well  as  on  the  tem- 
perature. 

The  quantity  of  energy  existing  in  a  body  in  a  given  state  is 
called  the  internal  or  intrinsic  energy,  and  is  denoted  by  the  symbol 
E  when  measured  per  unit  mass.  The  intrinsic  energy  E  per  unit 
mass  is  commonly  expressed  in  thermal  units,  e.g.  in  pound- 
calories  Centigrade  per  pound,  but  the  Centigrade  unit  of  intrinsic 
energy  may  be  more  briefly  referred  to  as  the  calorie-Centigrade, 
because  it  is  obviously  independent  of  the  unit  of  mass.  The 
number  representing  the  intrinsic  energy  of  any  substance  in  a 
particular  state  is  evidently  the  same  whether  expressed  in  pound- 
calories  per  pound  or  in  kilogram-calories  per  kilogram,  provided 
that  the  same  scale  of  temperature  is  employed  in  both  cases. 
When  however  it  is  required  to  reduce  the  intrinsic  energy  ex- 
pressed in  Centigrade  calories  to  British  thermal  units,  the  value 
in  Centigrade  calories  must  be  multiplied  by  the  factor  1-8  or  f  to 
reduce  to  the  Fahrenheit  scale. 

The  state  of  a  substance  may  in  general  be  sufficiently  defined 
by  the  pressure  P  and  the  voliune  V  of  unit  mass.  The  product  PV 
has  a  definite  value  for  any  particular  state  of  the  substance 
considered,  and  represents  the  work  done  in  forcing  unit  mass  into 
an  enclosure  against  a  steady  pressure  P.  The  product  PV  is  ob- 
tained in  foot-pounds  if  the  pressure  is  expressed  in  pounds  weight 
per  sq.  ft.  and  the  volume  V  in  cubic  feet.  More  commonly  the 
pressure  is  expressed  in  pounds  per  sq.  in.y  in  which  case  the  work 
done  is  144PF  foot-pounds.  This  may  be  reduced  to  its  equivalent 
in  mean  pound-ccdories  by  dividing  by  1400,  the  equivalent  of  the 
mean  calorie  in  foot-pounds.  The  letter  A  is  very  commonly 
employed  to  represent  the  reciprocal  of  the  mechanical  equivalent 
(in  this  case  1/1400),  which  has  different  numerical  values  in 
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different  systems  of  units.  The  letter  a  will  be  employed  to  denote 
the  numerical  factor  (144/1400  on  the  F.P.C.  system,  or  its  equi- 
valent in  othef  systems)  required  to  reduce  the  product  PV  to 
calories  when  P  and  V  are  expressed  in  arbitrary  units.  These 
numerical  factors  are  very  often  omitted  altogether  in  books  on 
thermodynamics,  because  it  is  tacitly  assumed  that  all  the  terms 
in  any  physical  equation  must  be  expressed  in  the  same  units; 
but  in  a  work  like  the  present  it  will  be  more  convenient  to  indicate 
them  by  special  symbols  (o,  etc.)  expUcitly  in  the  equations. 

The  reduction  factor  a  is  that  most  often  required  in  thermo- 
dynamical  equations.  Nearly  all  the  equations  in  this  book  will 
give  consistent  results  in  any  practical  system  of  units,  not  only 
for  P  or  F,  but  also  for  any  of  the  other  quantities  concerned, 
provided  that  the  appropriate  numerical  vfidue  of  the  reduction 
factor  a  is  employed  for  each  system. 

When  the  imit  of  H  or  E  is  the  mean  calorie  Centigrade,  the 
values  of  the  reduction  factor  a  are  as  follows  for  various  units  of 
P  and  F,  as  previously  defined : — 


Unit  of  P 

Unit  of  V 

Unit  of  PV 

Value  of  a 

Beciprocal 
of  a 

System  of 
units 

1  Ib./sq.  in. 
1  kg./sq.  cm. 
760  mm.  Hg 
]  mm.  Hg 
liiLHg 

1  cb.  ft/lb. 
1  cb.  m./kg. 
1  litre/gm. 
1  cb.  cm./gm. 
1  cb.  f  t./lb. 

144  ft.  lbB./lb. 
10000  kgm./kg. 
101-33  j./gm. 
1333-3  erg/gm. 
70-7  ft.  Ib8./lb. 

144/1400 

10000/426-7 

24-20 

3-185x10-* 

0-0606 

9-7222    . 

0-04267 

0-04132 

31400 

19-80 

F.P.C. 

K.M.C. 

Atmo-Iitre 

When  the  unit  of  jff  is  the  mean  B.Th.U.,  the  vfidue  of  a  on  the 
F.P.F.  system  (with  P  in  Ibs./sq.  in.)  is  144/777-8  =  1/5-4012.  If 
the  unit  of  P  is  the  weight  of  unit  mass  on  one  face  of  the  unit  cube 
(e.g.  1  Ib./sq.  ft.  with  V  in  cu.  ft./lb.)  the  value  of  a  is  the  reciprocal 
of  J;  but  this  imit  of  pressure,  though  often  employed  in  equations, 
is  inconvenient  in  practice,  and  is  seldom  used  in  graduating 
pressure-gauges. 

In  writing  an  equation,  it  is  usually  most  convenient  to  insert 
the  factor  a  explicitly,  as  in  aPV,  but  in  working  a  term  of  this 
form,  or  of  the  form  R/aV^  on  a  slide-rule,  it  is  generally  more 
convenient  to  employ  the  reciprocal  of  a,  as  given  in  the  above 
table,  because  the  operation  P  -t-  (1/a)  x  F,  or  R-^Vx  (1/a), 
requires  fewer  settings  of  the  slide  than  the  direct  multiplication 
a  X  P  X  F,  or  the  division  iJ  -r  o  -r-  F. 

The  vfidue  of  a  in  any  other  system  of  units  is  the  ratio  of  the 
work  equivfident  of  the  product  of  the  units  of  P  and  F  to  the 
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mechanic€d  equivalent  of  the  thermal  unit  expressed  in  the  same 
work  units  as  PV. 

The  necessity  of  repeating  an  equation  in  different  systems  of 
units  is  in  most  eases  avoided  by  inserting  the  symbol  a  for  the 
reduction  factor.  This  method  will  be  found  to  save  a  great  deal 
of  imcertainty  and  loss  of  time  in  the  numerical  application,  and 
in  the  comparison  of  results  of  different  experiments,  expressed 
in  various  systems  of  units. 

The  intrinsic  energy  E  may  also  be  expressed  in  foot-pounds  or 
other  units  of  work  by  multiplying  the  value  in  thermal  units  by 
thfe  appropriate  value  of  the  mechanical  equivalent  J,  or  dividing 
hy  A.  It  may  also  be  directly  measured  in  mechanical  units  by 
electrical  or  mechanical  methods.  But  it  is  most  commonly  ex- 
pressed and  measured  in  thermal  units,  and  it  may  be  assumed  that 
it  is  expressed  in  Centigrade  calories  throughout  this  work  unless 
it  is  otherwise  specificaUy  stated. 

The  total  heat  denoted  by  H  is  defined  as  the  sum,  E  +  aPV, 
of  the  intrinsic  energy  E  and  the  work  aPV  expressed  in  the  same 
units.  The  total  heat  is  the  quantity  generally  tabulated  for  steam, 
because  it  is  more  often  required  in  steam-engine  practice,  and  also 
more  easily  measured  in  calorimetric  experiments,  than  the  in- 
trinsic energy.  It  will  always  be  expressed,  like  the  intrinsic  energy, 
in  Centigrade  calories,  unless  otherwise  stated,  and  may  be  reduced 
to  other  imits  by  the  same  factors  as  in  the  case  of  intrinsic  energy. 
The  total  heat  thus  defined  is  a  function  of  great  generality  and 
importance  in  thermodynamics,  but  it  does  not  exactly  correspond 
with  Regnault's  definition  of  the  total  heat  of  steam,  which  refers 
only  to  a  special  case.  Some  writers  use  the  term  "total  energy" 
for  the  quantity  E  +  aPV,  for  the  sake  of  distinction,  retaining 
the  term  "total  heat"  in  the  special  sense  of  Regnault's  definition. 
But  the  term  "total  energy"  appears  to  be  more  appropriate  for 
the  siun  of  the  total  heat  E  +  aPV,  and  the  kinetic  energy  AV^/2g 
(expressed  in  calories),  when  the  fluid  is  moving  with  velocity  U. 
The  kinetic  energy  is  a  very  important  factor  in  many  steam 
problems,  and  it  is  useful  to  include  it  in  the  term  "total  energy." 
The  advantages  gained  by  adopting  the  wider  definition  of  total 
heat*  (including  Regnault's  total  heat  of  steam  as  a  special  case) 
are  so  great  that  the  term  total  heat  and  the  symbol  H  are  now 
generally  used  as  denoting  the  function  E  +  aPV. 

*  PhiL  Mag,,  1903,  p.  50.   E.  B,,  1902,  Thermodynamios  and  Vaporisatiozi, 
▼oL  33,  pp.  285  and  628. 
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9.   Calorimetric  Measurement  of  E  and  H.   When  a 

quantity  of  heat  MQ  is  suppHed  to  a  body  of  mass  ilf ,  the  whole  of 
the  heat  goes  to  increase  the  intrinsic  energy,  say  from  E^  to  E2 , 
provided  that  there  is  no  external  work  done  by  expansion  or 
otherwise.  The  quantity  of  heat  Q  supplied  under  this  condition 
per  unit  mass,  divided  by  the  rise  of  temperature,  is  called  the 
mean  specific  heat  at  constant  volume  over  the  range  of  temperature 
considered,  and  is  equal  to  the  increase  of  intrinsic  energy  per 
degree  at  constant  volume. 

If  on  the  other  hand  the  body  is  allowed  to  expand,  say  from 
specific  volume  V^  to  specific  volume  Fg ,  under  a  constant  external 
pressure  P,  part  of  the  heat  Q  supplied  per  unit  mass  is  expended 
in  performing  external  work,  which  is  equivalent  to  aP  {V^  —  V^) 
per  unit  mass  when  reduced  to  calories.  We  have  therefore  the 
equation 

Q  =  £,-Ei  +  aP(F3-Fi) 
=  {E^  +  aPV^)  -  {E^  +  aPV^)  =  H^^  ff„ (1) 

which  is  simply  the  expression  of  the  law  of  conservation  of  energy. 
The  expression  on  the  right  hand  side  is  the  change  of  total 
heat  at  a  constant  pressure  P.  The  heat  suppUed  per  unit  mass  at 
constant  pressure  divided  by  the  rise  of  temperature  is  called  the 
mean  specific  heat  at  constant  pressure,  and  is  equal  to  the  increase 
of  total  heat  per  degree  at  the  same  constant  pressure.  It  is  seldom 
practicable  to  keep  the  volume  of  a  liquid  or  soUd  constant  while 
it  is  being  heated,  so  that  the  change  of  intrinsic  energy  at  constant 
volume  cannot  as  a  rule  be  measured  directly  by  experiment.  But 
it  is  nearly  always  possible  to  keep  the  pressure  constant,  and  to 
observe  the  specific  heat  at  constant  pressure,  or  the  increase  of 
the  total  heat,  from  which  the  change  of  intrinsic  energy  may  be 
deduced  if  required.  In  the  case  of  soUds  and  liquids,  the  changes 
of  volume  are  small,  and  the  difference  between  the  total  heat  and 
the  intrinsic  energy  is  comparatively  unimportant  at  moderate 
pressures.  But  in  the  case  of  gases  or  vapours  the  difference  may 
be  of  great  importance,  on  account  of  the  large  changes  of  volume. 
For  instance,  in  the  case  of  water,  the  expansion  from  0°  to  100°  C. 
under  atmospheric  pressure  is  4-8  per  cent,  of  the  volume  at  0°  C. 
The  term  aP{V^-  Fj),  (takinga  =  144/1400,  P  =  14-70  Ibs./sq.  in., 
Fi  =  -01602  cu.  ft./lb.,  F2  -  Fi  =  •048Fi),  reduces  to  -00105  of  a 
calorie,  which  is  only  1  part  in  100,000  of  the  increase  of  total  heat, 
namely  100  calories.  The  change  of  intrinsic  energy  at  constant 
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pressure  is  for  all  practical  purposes  the  same  as  that  of  total  heat 
in  this  particular  case,  but  in  the  case  of  a  gas  or  vapour  the  two 
may  differ  by  80  per  cent,  or  more,  and  it  must  not  be  hastily 
inferred  that  the  distinction  is  immaterial  even  in  the  case  of  a 
liquid  or  solid. 

Thus,  if  the  volume  of  water  could  be  kept  constant  while  it 
was  heated  from  0°  to  100°  C,  the  pressure  would  increase  by  about 
850  atmospheres,  and  the  increase  of  H  would  be  greater  than  that 
of  E  by  the  term  a{P  —  Pq)  Vq,  which  amounts  to  about  21  cfids. 
The  actual  increase  of  H  would  be  about  15  calories  greater  than 
in  the  previous  case  in  which  the  water  was  heated  under  a  constant 
pressure  of  one  atmosphere,  and  that  of  £?  would  be  about  6  calories 
less. 

In  work  of  precision  it  is  usual  to  define  the  pressure  under  which 
the  measurements  are  made,  though  the  effect  of  pressure,  in  the 
case  of  a  liquid  like  water  at  ordinary  temperatures,  is  too  small  to 
be  detected  in  the  majority  of  experiments.  The  usual  definition 
of  the  mean  calorie  is  equivalent  to  one-hundredth  part  of  the 
change  of  total  heat  of  water  when  heated  from  0°  to  100°  C. 
under  a  constant  pressure  of  one  standard  atmosphere.  But  since 
the  accuracy  of  a  cidorimetric  experiment  rarely  surpasses  1  in  1000, 
the  calorie  might  equally  well  be  defined  for  most  practical  purposes 
in  terms  of  the  change  of  intrinsic  energy  under  the  same  conditions. 

In  the  present  work,  the  unit  of  heat  in  terms  of  which  the 
total  heat  of  water  is  expressed  has  been  taken  as  one-hundredth 
part  of  the  change  of  total  heat  of  water  between  0°  and  100°  C. 
when  the  water  is  heated  under  the  pressure  of  its  own  vapour  only. 
The  quantity  of  heat  required  in  this  case  exceeds  that  required 
when  the  pressure  is  kept  constant  and  equal  to  one  atmosphere, 
by  the  small  quantity  a  (Piqq  —  p^)  Wq,  which  amounts  to  0*024  cal. 
or  about  one  part  in  4000  of  the  whole.  The  mechanical  equivalent 
of  the  mean  gram-calorie  thus  defined  is  taken  as  4-1868  joules, 
in  which  case  that  of  the  mean  gram-calorie  under  atmospheric 
pressure  would  be  4*1858  joules.  The  difference  between  these  two 
units  is  beyond  the  limit  of  accuracy  with  which  the  mean  calorie 
can  be  determined,  the  best  estimates  ranging  from  4*1882 
(Reynolds  and  Moorby)  to  4-1925  (Dieterici).  The  quantity  chiefly 
required  in  steam-engine  work  is  the  total  heat  h  of  the  liquid 
under  its  own  vapour  pressure,  and  it  is  a  matter  of  some  con- 
venience that  the  values  of  h  at  the  fixed  points  0°  and  100°  C. 
should  be  exactly  0  and  100  respectively. 
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10,   The  Equation  of  Steady  Flow.   One  of  the  simplest 

illustrations  of  the  law  of  conservation  of  energy,  and  one  of  the 
most  important  for  the  theory  of  steam,  is  the  case  of  steady  flow 
of  a  fluid.  Suppose  that  steam  or  water  or  any  other  fluid  enters 
an  enclosure  AB  (Fig.  8)  through  the  inlet  A  with  constant  velocity 
Ui  at  a  constant  pressure  P^  and  specific  volume  Fj,  and  leaves  the 
enclosure  at  B  with  constant  velocity  (/g ,  at  a  constant  pressure  P^ 
and  specific  voliune  Fg.  When  the  flow  has  become  steady,  it 
follows  from  the  law  of  conservation  of  mass,  that  for  each  unit 
mass  of  fluid  entering  the  enclosure  at  A,  unit  mass  of  fluid  must 
in  the  same  time  leave  the  enclosure  at  B,  provided  that  there  is 
no  leakage  or  other  outlet.  The  enclosure  AB  may  contain  a  throttle 
valve,  or  a  porous  plug,  or  an  expanding  nozzle,  or  a  calorimeter, 


Enclosure 
c  o  n  t  a  i  n  i  n  ^ 
anij  appliance 
admltti  n^  of 
St  eady  flow. 


B 


fig.  3. 


or  a  turbine,  or  any  other  appliance  which  admits  of  steady  flow. 
It  may  even  contain  a  reciprocating  engine,  provided  that  the 
dimensions  of  the  receivers  at  the  inlet  and  outlet  are  sufficient 
to  render  the  flow  practically  uniform  at  these  points. 

The  energy  entering  the  enclosure  at  A  with  each  unit  mass  of 
fluid,  is  the  Total  Energy  per  unit  mass,  Ej^  -h  aPJ^^  4-  AV-^l2g, 
consisting  of  the  sum  of  the  intrinsic  energy  E^^  the  work  aPJ^^^ 
and  the  kinetic  energy  AV^j2g^  in  the  initial  state.  The  energy 
leaving  the  enclosure  at  B  per  unit  mass  is  similarly  the  total 

energy  E2  +  aP2'^2  +  ^^2^1^^  ^^  *^®  ^'^^^  state.  By  the  law  of 
the  conservation  of  energy,  the  difference  between  the  total  energy 
entering  and  the  total  energy  leaving  the  enclosure  per  unit  mass, 
must  be  equal  to  the  sum  of  the  external  loss  of  heat  Q^.  measured 
per  unit  mass  passing  through,  and  the  external  work  AW  done 
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by  the  appliance,  measured  in  equivalent  calories  per  unit  mass. 
The  complete  equation  may  be  written, 

H^-H^^A  (C7a*  -  V^*)l^g  +  Q,  +  AW (2) 

This  includes  a  number  of  special  cases  which  may  be  considered 
separately. 

(1)  The  Throttle.  If  the  appliance  is  a  simple  throttle  valve, 
or  porous  plug,  or  small  aperture,  the  function  of  which  is  simply 
to  reduce  the  pressure,  without  any  external  work,  or  loss  of  heat, 
or  increase  of  velocity,  we  may  put  the  terms  on  the  right  hand  side 
equal  to  zero,  and  we  obtain  the  very  simple  and  important  result 
that  the  total  heat  remains  constant,  or  H^  =  H^*  This  is  the 
essence  of  the  "porous  plug"  method  (Chapter  III)  devised  by 
Joule  and  Thomson  for  investigating  the  variation  of  the  total 
heat  of  a  fluid. 

(2)  The  Nozzle,  The  object  of  a  nozzle,  as  employed  in  an 
impulse  turbine,  is  to  convert  as  much  as  possible  of  the  energy 
into  the  kinetic  form  without  external  loss  Q^.  or  work  AW, 
Putting  these  two  terms  equal  to  zero,  we  obtain  the  condition 

H,-H^^A  (U,»  -  U,*)lig (8) 

which  shows  that  the  kinetic  energy  generated  is  equal  to  the  drop 
in  total  heat  provided  that  there  is  no  external  loss.  If  there  is 
friction,  the  drop  in  total  heat  is  diminished,  but  the  equation  still 
holds.  If  eddies  are  formed,  part  of  the  kinetic  energy  will  be 
unavailable.  The  flow  must  evidently  be  frictionless  and  linear  to 
secure  the  maximum  velocity.  The  maximum  velocity  obtainable 
imder  ideal  conditions  is  given  by  the  drop  of  total  heat  in  "  adia- 
batic"  expansion,  as  will  be  explained  later  (Chapter  VII). 

(8)  The  Turbine,  The  object  of  the  turbine  is  to  obtain  the 
maximum  of  external  work  AW,  without  heat  loss  Q^p  or  excessive 
waste  in  kinetic  energy  AU^j^g  of  the  steam  rejected.  If  Q^.  =  0, 
and  C/g  =  ^i>  w^  obtain 

H^-H^  =  AW, (4) 

which  shows  that  the  external  work  done  is  equal  to  the  drop  in 
total  heat.  The  maximum  drop  of  total  heat  obtainable  under  given 
conditions  without  external  loss  is  that  due  to  adiabatic  expansion. 
There  is  necessarily  a  great  deal  of  fluid  friction  and  eddying  motion 
in  a  turbine,  which  has  the  effect  of  reducing  the  drop  of  total  heat 
to  about  f  of  the  ideal  maximum.  But  this  effect  is  included  in 
the  equation,  where  H^  —  Hg  represents  the  actual  (and  not  the 
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adiabatic)  value  of  the  drop  of  total  heat.  There  is  generally  some 
external  loss  Q^,,  which  must  be  subtracted  from  the  heat-drop 
H^  —  H^  in  estimating  the  actual  output,  W  (Chapter  XI). 

(4)  The  reciprocating  engine,  with  the  limitation  already  im- 
plied, leads  to  the  same  law. 

It  will  be  observed  that  all  the  equations  in  which  the  work  W 
is  involved  give  no  direct  information  with  regard  to  the  work 
obtainable.  They  simply  assert  that,  if  external  work  is  done,  there 
must  be  an  equivalent  drop  of  total  heat,  which  is  all  that  can  be 
obtained  from  the  law  of  conservation  of  energy.  To  find  the  limit 
obtainable  it  is  always  necessary  to  refer  to  Camot's  principle,  as 
explained  later  (Chapter  VII). 

(5)  The  Calorimeter.  The  object  of  the  calorimeter  is  to  measure 
the  change  of  total  heat  Hi  —  H2  between  given  states  by  observing 
the  quantity  of  heat  Q  per  unit  mass  which  must  be  abstracted 
to  reduce  the  fluid  from  the  first  state  to  the  second.  The  change  of 
kinetic  energy,  and  the  work  W  are  generally  negligible,  but  can 
be  allowed  for  if  appreciable.  The  most  convenient  way  of  measuring 
Qg.  is  by  observing  the  rise  of  temperature  of  a  steady  stream  of 
cooling  water.  Q^  is  often  measured  in  this  way  in  steady  flow 
methods  of  calorimetry.  It  is  also  possible  to  reverse  the  process, 
and  observe  the  increase  of  total  heat  produced  by  supplying  energy 
with  a  stream  of  hot  water,  or  an  electric  current,  or  a  friction 
brake,  or  other  means  admitting  accurate  measurement.  Other 
methods  of  calorimetry  in  which  the  flow  is  not  steady,  may  gener- 
ally be  reduced  to  the  equivalent  case  of  steady  flow,  without 
material  uncertainty  as  to  the  results.  Two  of  the  best  examples 
are  afforded  by  Regnault's  measurements  of  the  total  heat  of 
water  and  steam  which  he  denoted  by  h  and  H  respectively. 

II,  The  Total  Heat  of  Water,  h.  The  intrinsic  energy  and 
total  heat  of  water  are  generally  reckoned  from  a  zero  corresponding 
to  the  state  of  water  at  the  freezing  point,  because  we  are  concerned 
only  with  changes  of  energy,  and  it  is  impossible  to  specify  ac- 
curately the  absolute  value  of  the  energy  in  any  given  state.  Below 
100°  C.  and  atmospheric  pressure,  the  changes  of  pv  in  the  case  of 
water  are  so  small  that  it  is  seldom  necessary  to  make  any  practical 
distinction  between  the  intrinsic  energy  and  total  heat  as  already 
explained.  Above  100°  C.  the  distinction  becomes  more  important  as 
the  pressure  and  volume  increase,  and  it  is  necessary  to  consider  the 
method  of  experiment  employed,and  the  quantity  actually  measured. 
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Regnault  operated  by  allowing  10  litres  of  water,  under  satura- 
tion pressure  in  a  boiler  at  various  temperatures  between  107** 
and  187°  C,  to  pass  through  a  throttle-valve  into  a  calorimeter 
containing  100  litres  of  water  at  atmospheric  pressure  and  tem- 
perature. Passage  through  a  throttle-vfidve  does  not  alter  the  total 
heat,  as  we  have  already  seen,  provided  that  there  is  no  external 
loss  of  heat  and  no  change  of  kinetic  energy.  If  kinetic  energy  is 
generated,  it  is  reconverted  into  heat  in  the  calorimeter.  The  result 
of  Regnault's  experiment  is  the  same  as  if  the  water  from  the 
boiler,  after  passing  the  throttle,  had  a  quantity  of  heat  Q  per  unit 
mass  abstracted  from  it,  and  were  rejected  at  the  final  temperature 
of  the  calorimeter  and  atmospheric  pressure.  The  quantity  Qj., 
estimated  in  the  usual  way  from  the  thermal  capacity  and  rise  of 
temperature  of  the  calorimeter,  measures  the  change  of  total  heat, 
hi  —  h^y  from  boUer  pressure  and  temperature  to  the  final  tem- 
perature of  the  calorimeter  and  atmospheric  pressure.  Unfortu- 
nately Regnault  was  ignorant  of  the  variation  of  the  specific  heat  of 
water  at  ordinary  temperatures  (subsequently  discovered  by  Row- 
land), and  of  the  temporary  variations  of  zero  of  a  mercury  ther- 
mometer, which  C€uinot  be  neglected  in  accurate  calorimetric  work. 
The  first  source  of  error  can  be  corrected  by  reference  to  the  original 
data  with  a  fair  degree  of  certainty,  but  the  second  only  by  estima- 
tion from  the  behaviour  of  similar  mercury  thermometers. 

12.   Explanation  of  the  Formula  for  h.    The  formula 

employed  for  the  heat  of  the  liquid  h  in  the  author's  original  paper 
{R.  iS.,  1900)  represented  a  combination  of  Regnault's  results  with 
those  of  the  continuous  electric  method.  It  was  shown,  however, 
by  MacFarlane  Gray*  (Proc.  Inst.  C.  E.,  1901-02,  Part  I,  vol.  147, 
p.  8)  that  the  results  of  the  continuous  electric  method  could  be 
represented  very   closely   above   40°  C.   by   a  thermodynamical 

'^^^^'  H  ^  H  ^  aTHdpldT), (5) 

*  Aooording  to  Qray  (letter  dated  June  15,  1901)  this  formula  was  given  by 
Paul  de  St  Robert  {Thermodynamique,  Turin,  1857)  as  representing  Regnault's  heat  of 
the  liquid,  but  without  any  exact  definition  of  the  quantity  denoted,  which  could 
in  fact  hardly  have  been  expected  at  such  an  early  date,  when  the  function  E  +  aPV 
was  practically  unknown,  having  been  first  applied  by  Joule  and  Thomson  in  their 
investigation  of  the  equations  of  steady  flow  {Proc,  R.  8.,  1856).  The  simplicity  and 
accuracy  of  all  the  derived  relations  given  in  this  book  depend  primarily  on  the  exact 
definition  of  the  quantity  denoted  by  the  formula.  On  this  point  see  also  R.  E. 
Baynes  {Science  Abslracta,  2059,  Nov.  1902).  After  a  long  correspondence  on  the 
subject  Gray  refused  to  be  converted  to  the  author's  definition  of  total  heat  and  of 
the  quantity  denoted  by  A  in  the  formula  (5). 
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in  which  (dp/dT)  represents  the  rate  of  increase  of  the  saturation 
pressure  p  with  temperature  at  T.  Gray  defined  h  in  the  same  way 
as  Regnault,  and  took  the  above  expression  as  representing  "the 
quantity  of  heat  taken  in  by  the  hquid  from  278  to  T,  the  pressure 
during  the  heating  being  that  due  to  the  higher  temperature.*' 

In  the  revised  equations  {E.  B.,  1902)  the  author  adopted  this 
expression,  but  with  an  essential  change  in  the  definition,  as 
representing  the  thermodynamical  total  heat  E  +  apv  of  the  liquid 
under  saturation  pressure  p.  The  total  heat  under  this  condition 
is  greater  than  the  quantity  of  heat  involved  in  Gray's  definition 
by  the  difference  a{p  —  Pq)  Vq  approximately,  which  cannot  be 
neglected  in  considering  the  properties  of  the  liquid  at  high  pres- 
sures. The  advantage  of  this  definition  is  that  it  greatly  simplifies 
the  relations  between  the  volumes  and  total  heats  of  the  liquid  and 
vaporu*,  and  gives  a  simple  and  exact  expression  for  the  entropy. 

The  formula  for  h  was  also  interpreted  as  implying  that  the 
liquid  contains  in  solution  its  own  volume  of  the  vapour,  the 
latent  heat  of  which  contributes  the  term  vLI(V  —  i?)  to  the  total 
heat  of  the  liquid,  where  V  is  the  volume  of  the  dry  saturated 
vapour  (Phil.  Trans.  A,  1902,  p.  147).  If  h  is  to  be  zero  by  definition 
at  0°  C,  we  require  to  add  to  the  formula  the  small  constant  term 
—  O'OOS,  representing  the  value  of  vL/{V  —  v)  at  0®  C,  but  this 
is  so  small  that  it  may  usually  be  neglected.  We  thus  obtain  the 
expressions 

h  =  st  +  vLJiV  -v)-  0-008  ^  st-^{H  -St)  v/V  -  0-008,. ..(6) 

which  are  exactly  consistent  with  Clapeyron's  equation,  namely 

H  -h  =  L^aT{V  -v)  (dp/dT), (7) 

and  lead  to  the  convenient  relations 

{h  -  st)lv  =  L/(F  -v)  =  (H-  st)/V,  (8) 

which  are  much  simpler  than  could  be  obtained  by  neglecting  the 
variation  of  the  specific  heat  of  the  liquid  entirely,  and  are  pre- 
ferable to  any  of  the  purely  empirical  formulae  commonly  employed 
for  the  variation  of  h. 

If  the  value  of  the  constant  s  is  determined  by  the  condition 
that  A  is  to  be  100  mean  calories  at  100°  C,  where  the  value  of  the 
term  vLI(V  —  i;)  is  0-887  calorie,  we  obtain 

s  =  0-99666  =  1  -  1/800  nearly (9) 

The  value  of  s  found  in  this  way  is  practically  equal  to  that  of  the 
minimum  specific  heat  at  87-5°  C.  indicated  by  the  continuous 
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electric  method,  which  is  0«9969  in  terms  of  the  mean  specific  heat 
between  0°  and  100°  C. 

It  will  be  observed  that  the  formula  does  not  pretend  to  repre- 
sent the  effect  of  the  ice  molecules  in  the  liquid,  which  produce 
important  effects  on  the  variation  of  the  specific  heat  in  the  neigh- 
bourhood of  the  freezing  point.  The  maximum  error  from  this  cause 
is  only  a  tenth  of  a  calorie  between  20®  and  40°  C,  with  smaller 
deviations  at  lower  and  higher  temperatures.  This  is  so  unimportant 
in  ste€un-engine  work,  where  h  is  rarely  required  for  small  differences 
at  low  temperatures,  that  it  was  thought  undesirable  to  complicate 
the  formula  by  including  a  term  to  represent  the  ice  molecules.  In 
accurate  calorimetry  on  the  other  hand,  since  the  results  depend 
chiefly  on  small  differences  of  total  heat  in  this  region,  it  is  essential 
to  employ  a  formula  which  includes  the  effect  of  the  ice  molecules, 
such  as  that  proposed  by  the  author  in  a  more  recent  paper  {Phil, 
Trans.  A,  212,  p.  1,  1918). 

13.  Comparison  with  Experiment.  The  effect  of  the  ex- 
perimental evidence  on  which  the  formula  is  based,  is  most  readily 
appreciated  by  plotting  the  value  of  the  small  difference  h  —  t  bs 
in  Fig.  4  (p.  82).  Between  0°  and  100°  C.  the  difference  is  too 
small  to  be  shown  clearly  on  the  scale  of  the  diagram,  and  is  quite 
unimportant  in  comparison  with  the  uncertainty  of  the  total  heat 
H  of  steam.  The  formula  is  represented  by  the  full  curve  above 
100**  C.  in  relation  to  the  observations  of  Regnault  and  Dieterici, 
which  are  distinguished  by  +  and  x  crosses  respectively. 

The  observations  of  Regnault  have  been  expressed  in  terms  of 
the  mean  calorie  by  reference  to  the  original  calorimetric  data, 
assuming  the  variation  of  specific  heat  given  by  the  continuous 
electric  method  between  0°  and  100°  C.  But  they  have  not  been 
corrected  for  errors  of  thermometry  because  any  such  correction 
would  be  highly  speculative.  Each  point  represents  the  mean  of 
5  to  10  experiments  differing  from  the  mean  by  two  or  three  parts 
in  1000  in  either  direction.  The  results  at  110°  and  120°  C.  are 
evidently  too  high,  and  the  general  trend  of  the  points  plotted 
shows  a  systematic  deviation  from  the  formula  which  might  easily 
be  explained  by  thermometric  errors.  The  experiments  agree 
distinctly  better  with  the  author's  definition  of  h  than  with  Gray's, 
because  the  quantity  actually  measured  by  Regnault  was  the 
change  of  £  -f  apv,  as  previously  explained,  and  not  the  heat 
supplied  at  constant  pressure  p.  If  Gray's  definition  of  the  quantity 
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represented  by  the  formula  were  adopted,  it  would  be  necessary  to 
depress  each  of  Regnault's  points  by  the  corresponding  value  of 
ajw,  shown  in  the  lower  curve,  which  would  appreciably  increase 
the  discrepancy. 

The  observations  of  Dieterici  (Ann.  Phys.  16,  p.  598, 1905)  were 
not  available  at  the  time  when  the  formula  was  published,  but 
have  the  advantage  of  being  comparatively  free  from  thermometric 
uncertainties.  He  employed  hermetically  sealed  bulbs  of  quartz- 
glass  containing  suitable  quantities  of  water,  which  were  heated  to 
the  required  temperatures  and  dropped  into  a  Bunsen  ice-calori- 
meter at  0®  C.  The  results  which  he  gives  are  expressed  in  terms  of 
the  mean  calorie,  and  represent  the  change  of  intrinsic  energy  E 
from  0°  to  t  under  saturation  pressure.  In  order  to  deduce  the 
corresponding  values  of  A  as  represented  by  the  formula,  it  is 
necessary  to  add  the  value  of  apv  shown  by  the  lower  curve.  This 
correction  has  been  applied  to  the  points  as  plotted,  and  brings 
them  into  very  good  agreement  with  the  formula,  except  for  one 
observation  at  156°,  which  is  evidently  an  experimental  error. 
Dieterici  continued  the  observations  as  far  as  800°  in  spite  of 
increasing  difficulties,  but  the  results  at  these  temperatures  are  of 
little  importance  for  steam-engine  work,  and  are  not  shown  in  the 
figure.  Up  to  240°  C.  they  agree  very  well  with  the  formula.  Beyond 
this  point  they  fall  slightly  below  it.  This  may  indicate  failure  of 
the  formula  at  high  pressures,  but  it  is  equally  likely  that  the  differ- 
ence is  to  be  explained  by  experimental  difficulties.  Up  to  220°  C. 
the  thermal  capacity  of  the  quartz-glass  bulbs  was  about  equal  to 
that  of  the  contained  water.  Beyond  this  point  it  was  necessary  to 
make  the  bulbs  much  thicker  in  order  to  withstand  the  pressure, 
and  the  thermal  capacity  of  the  bulbs  was  about  four  times  that 
of  the  contained  water,  which  would  greatly  increase  the  uncer- 
tainty of  the  results  for  the  total  heat  of  water. 

Many  steam  tables  (such  as  those  of  Mollier)  still  employ 
Regnault's  formula  for  the  total  heat  of  water,  namely 

h  =  t-\-  000002/2  +  00000008/8,  (10) 

with  or  without  a  reduction  to  the  mean  calorie.  The  values  given 
by  this  formula  when  reduced  to  the  mean  calorie  by  dividing  by 
1-005,  are  shown  by  the  dotted  line  in  the  figure.  This  line  would 
represent  Regnault's  observations  very  fairly  if  they  were  all 
depressed  by  0-5  calorie,  which  is  the  probable  error  at  110°  C. 
But  the  empirical  formula  is  not  nearly  so  simple  as  the  thermo- 
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dynamical  formula,  and  disagrees  materially  with  Dieterici's 
experiments.  Many  recent  tables  employ  Dieterici's  formula  for 
the  mean  specific  heat  above  100°  C,  but  neglect  the  correction  ajw. 
His  formula  is  of  the  same  type  as  Regnault's  and  equally  incon- 
venient in  practice.  It  is  obvious  from  the  figure  that  the  thermo- 
dynamical  formula,  with  the  author's  interpretation,  represents  all 
the  available  experiments  within  the  limits  of  probable  error.  It 
has  accordingly  been  retained  without  modification,  since  it  is 
greatly  to  be  preferred  for  theoretical  reasons.  In  any  case  the 
uncertainties  of  the  total  heat  of  the  liquid  are  of  very  small  practi- 
cal importance  as  compared  with  those  of  the  total  heat  of  the 
vapour,  which  are  shown  on  the  same  scale  in  the  upper  part  of 
the  same  figure. 

The  thermod3niamical  basis  of  formula  (5)  is  further  explained 
in  Chapter  VIII,  where  its  application  is  extended  to  the  critical 
point. 

14.   The  Total  Heat  of  Steam,  H.   The  total  heat  of  dry 

saturated  steam  was  defined  and  measured  by  Regnault*  as  the 
quantity  of  heat  required  (1)  to  raise  unit  mass  of  the  liquid  from 
0°  C.  to  the  temperature  /  of  the  boiler  and  (2)  to  evaporate  it 

*  In  the  author's  original  paper  (R,  8, 1900)  all  the  ezproBsionB  were  worked  out 
in  terms  of  intrinsic  energy  E  according  to  the  usual  custom  in  thermodynamios 
at  that  time.  Regnault*s  definition  was  also  adopted  for  the  total  heat  H  of  saturated 
steam,  for  comparison  with  the  values  given  by  his  experiments.  The  heat  of  the 
liquid  h  was  taken  from  a  formula  which  was  assumed  to  represent  the  intrinsic 
energy.  This  afiforded  a  perfectly  consistent  system  which  is  still  often  adopted. 
The  expressions  given  for  H  (as  defined  by  Regnault)  were  necessarily  less  by  the 
term  a{p-  p^)  b  than  the  expressions  given  for  H  as  now  defined.  The  new  definition 
of  total  heat  as  a  name  for  the  function  E^-aPV  was  first  introduced  in  the  revised 
expressions  {E.  B.,  1902),  but  the  expressions  for  the  intrinsic  energy  and  entropy 
remain  unaltered.  The  change  of  definition  necessitated  in  the  first  instance  the 
use  of  a  different  symbol  F  {Phil,  Mag.,  Jan.  1903)  for  the  total  heat  E+apV, 
but  the  new  definition  has  been  adopted  in  the  International  Notation,  and  is  now 
so  well  understood,  that  no  confusion  is  likely  to  arise.  Since  evezything  required* 
including  Regnault*s  heat  of  formation,  can  be  more  simply  and  accurately  expressed 
in  terms  otH=E-\-aPV  than  in  terms  of  Regnault's  definition  of  H,  it  hardly  seems 
necessary  to  retain  his  symbol  in  its  original  signification,  which  dates  from  a  period 
before  the  first  law  of  thermodynamics  was  formulated,  and  before  the  important 
properties  of  the  function  E+aPV  were  investigated  by  Rankine,  and  by  Joule 
and  Thomson  (1854-1856).  MoUier  employs  the  symbol  /  for  E+aPV,  and  calls  it 
the  total  energy.  He  also  uses  Regnault's  formula  for  h  (giving  ^oo  =  ^^'^)i  which 
complicates  many  of  .the  expressions  unnecessarily,  and  introduces  minor  discre- 
pancies in  the  calculations,  especially  in  the  deduction  of  the  saturation  pressure, 
and  in  the  calculation  of  the  entropy  of  the  liquid  by  integrating  {dh/<U)/T  (see 
Chap.  VII). 
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at  that  temperature,  the  whole  operation  being  performed  under  a 
constant  pressure  p  equal  to  the  saturation  pressure  at  the  tem- 
perature of  the  boiler.  The  heat  of  formation  thus  defined  may  be 
regarded  as  consisting  of  two  parts.  The  second  part  is  evidently 
the  latent  heat  of  vaporisation  L  at  saturation  pressure  and 
temperature,  about  which  there  is  no  question.  But  the  first  part, 
the  heat  of  the  Uquid,  is  the  change  of  total  heat  h  from  0°  to  t^  C. 
at  constant  pressure  p,  and  differs  slightly  from  the  quantity 
actually  measured  by  Regnault  in  his  calorimetric  experiments 
on  the  liquid.  The  difference  amounts  approximately  toa{p—  p^  v^ , 
where  Uq  represents  the  volume  of  the  liquid  at  0°  C.  and  atmo- 
spheric pressure  p-^.  The  numerical  value  of  the  difference  is  zero 
at  100°  C,  ahd  only  0-85  calorie  at  200°  C,  which  is  much  less  than 
the  probable  error  of  Regnault's  experiments  and  is  quite  un- 
important in  the  case  of  steam.  But  it  has  given  rise  to  some  con- 
fusion, and  the  correction  has  often  been  applied  with  the  wrong 
sign.  The  heat  supplied  to  the  liquid  in  the  boiler  at  constant  pres- 
sure p  is  less  by  the  amount  a{p  —  po)  Vq  approximately  than  the 
quantity  which  Regnault  measured  for  the  liquid  and  denoted 
by  h.  So  that  the  total  heat  of  steam,  which  Regnault  measured 
by  condensing  steam  in  a  calorimeter  under  a  pressure  equal  to 
that  of  saturation  maintained  by  an  artificial  atmosphere,  would 
be  equal,  neglecting  experimental  errors,  to 

L-h  h-  a(p-pQ)vQ. 

The  last  term  represents  approximately  the  work  done  by  the 
feed-pump  in  forcing  the  water  into  the  boiler  against  the  excess 
pressure  p  —  p^.  This  energy  is  not  actually  supplied  as  heat  in 
this  particular  case,  but  should  obviously  be  included  in  the  total 
heat,  which  then  reduces  to  L  +  A. 

If  on  the  other  hand  the  total  heat  of  dry  saturated  steam  were 
measured  in  the  same  way  as  Regnault  measured  that  of  water, 
namely  by  passage  through  a  throttle  and  condensation  at  atmo- 
spheric pressure  (which  has  been  done  by  Willans  and  others), 
the  quantity  measured  (when  corrected  to  zero)  would  be  simply 
L  +  A,  which  is  the  quantity  really  required.  More  generally  this 
method  gives  the  change  of  total  heat  jff ,  defined  as  the  thermo- 
dynamic function  E  +  aPV,  from  steam  to  water  at  atmospheric 
pressure,  whatever  be  the  initial  state  of  the  steam  with  regard  to 
temperature,  pressure,  superheat  or  wetness.  The  name  Total  Heat 
appears  particularly  appropriate  on  this  account,  because  the 
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change  of  H  is  the  total  quantity  of  heat  actually  measured  under 
experimental  conditions. 

15.  Regnault's  Experiments  on  H  and  L.  Regnault  re- 
presented the  results  of  his  experiments  on  the  total  heat  of  saturated 
steam  between  0°  and  200°  C.  by  the  simple  linear  formula, 

H  =  606-5  +  0-805/ (11) 

which  was  universally  adopted  for  more  than  fifty  years,  and  gives 
in  reality  a  very  fair  value  of  the  mean  rate  of  variation  between 
100**  and  200°  C,  where  his  experiments  were  most  concordant. 
That  this  formula  did  not  represent  the  variation  below  100°  C. 
(which  is  most  important  in  these  days  of  turbines)  in  an  equally 
satisfactory  manner,  was  first  shown  by  the  experiments  of  Dieterici 
(Wied.  Ann.  87,  p.  506,  1889)  at  0°  C,  and  of  E.  H.  Griffiths 
(PhiL  Trans.  A,  186,  p.  261, 1895)  at  80°  and  40°  C.  These  observa- 
tions have  been  confirmed  by  all  subsequent  work,  and  there  is  no 
doubt  at  the  present  time  that  Regnault's  formula  is  insufficiently 
accurate  in  this  region  as  well  as  theoretically  inadmissible. 

In  order  to  appreciate  the  value  of  the  experimental  evidence, 
the  results  of  Regnault  and  subsequent  observers  are  plotted  in 
Fig.  4  on  the  same  scfide  as  that  already  employed  for  the  total 
heat  of  water.  Since  the  object  of  the  figure  is  to  bring  out  clearly 
the  differences  between  various  methods,  the  difference  of  each 
result  from  the  value  given  by  Regnault's  formula  at  the  same 
temperature  is  the  quantity  plotted  in  the  figure.  Regnault's 
formula  is. represented  by  the  horizontal  straight  line  marked  O. 
Observations  giving  a  lower  result  than  Regnault's  formula  lie 
below  the  line,  those  giving  higher  results  above.  The  differences 
are  plotted  in  mean  calories  Centigrade.  The  actual  observations 
recorded  by  Regnault  himself  are  shown  by  thef  plain  circles,  each 
of  which  represents  the  mean  of  several  experiments  under  similar 
conditions.  The  crossed  circles  represent  results  of  subsequent 
observers.  The  plain  circle  giving  the  value  686-7,  or  0-3  calorie 
less  than  Regnault's  formula,  at  100°  C,  represents  the  mean  of 
88  experiments  giving  686*7  for  the  total  heat  at  atmospheric 
pressure ;  or  586-2  calories  for  the  latent  heat  at  100°  C,  if  Regnault's 
formula  is  adopted  for  the  total  heat  of  the  liquid.  Regnault  was 
well  aware  that  this  result  was  probably  too  low  on  account  of  the 
presence  of  a  small  proportion  of  water  in  the  steam,  but  he  was 
unable  to  eliminate  this  source  of  error  completely.  The  four  plain 
circles  between  65°  and  S5^  C.  represent  the  results  of  22  experi- 
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ments  in  four  groups,  some  of  which  nearly  reach  the  line,  while 
others  lie  5  or  6  calories  below.  The  mean  of  all  shows  a  defect  from 
the  formula  of  2-5  calories,  or  0«4  per  cent,  of  the  total  heat  at 
75**  C.  Combining  the  mean  of  these  with  the  observation  at  100°  C. 
we  should  obtain  a  rate  of  increase  of  0-40  in  place  of  0-80  for  the 
total  heat  between  75°  and  100°  C,  as  remarked  by  Griffiths. 

Regnault's  observations  are  liable  to  another  source  of  error 
which  has  not  previously  been  noticed.  The  calorimeter  gains  heat 
by  conduction  through  the  pipe  by  which  the  steam  is  admitted. 
Regnault  estimated  this  gain  by  observing  the  rise  of  temperature 
of  an  exactly  similar  calorimeter,  with  similar  connections,  to 
which  no  steam  was  admitted.  He  assumed  that  the  gain  of  heat 
by  conduction  through  the  connecting  pipe  would  be  the  same  for 
the  calorimeter  in  which  the  steam  was  condensed  as  for  the  idle 
calorimeter,  since  both  were  connected  to  the  same  distributing 
tap  at  the  temperature  of  the  steam.  This  assumption  is  evidently 
unsound,  because  the  flow  of  steam  would  necessarily  reduce  the 
temperature  gradient  in  the  connecting  pipe,  on  which  the  flow  of 
heat  by  conduction  depends.  He  made  a  similar  error  in  his  experi- 
ments on  the  specific  heats  of  gases.  The  effect  of  overestimating 
the  correction  in  this  manner  was  to  make  his  results  too  low. 

In  the  experiments  above  100°  C.  the  possibilities  of  error  from 
leakage  increased  rapidly  with  increase  of  pressure.  Great  trouble 
was  experienced  from  this  cause  and  the  effects  of  leakage  became 
very  obtrusive  when  the  pressure  reached  10  atmospheres.  The 
joints  had  to  be  renewed  daily,  and  many  other  precautions  taken 
which  had  previously  been  neglected.  It  would  appear  that  errors 
from  leakage  were  largely  responsible  for  the  low  points  between 
150°  and  175°  C,  since  Regnault  gave  no  weight  to  these  points 
in  selecting  his  formula. 

The  three  sources  of  error  above  mentioned  would  all  tend  to 
make  the  results  too  low  by  an  uncertain  amount  for  which  no 
correction  can  now  be  applied.  The  observations  are  also  affected 
by  the  calorimetric  errors  previously  mentioned  in  the  case  of  the 
Uquid,  for  which  some  appropriate  correction  might  be  estimated. 
But  these  corrections  are  so  small  in  comparison  with  the  un- 
certain sources  of  error  that  it  has  not  been  thought  necessary  to 
make  any  reductions  of  this  kind  in  the  case  of  steam. 

Regnault's  observations  between  —  2°  and  16°  C,  the  means  of 
which  in  three  groups  are  indicated  by  the  plain  circles  in  the 
neighbourhood  of  8°  C„  were  obtained  with  a  different  method  and 

as.  3 
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apparatus  under  conditions  most  unfavourable  to  accuracy.  The 
results  of  experiments  under  similar  conditions  varied  by  10  or 
15  calories,  and  though  the  mean  of  all  agreed  fairly  with  his  formula, 
it  is  plain  that  Regnault  himself  attached  little  weight  to  this 
series  of  observations. 

i6.   Dietericiy  Griffiths  and  Joly.   Dieterici  {loc.  cit.  1889) 

measured  the  latent  heat  at  0°  C.  by  evaporating  a  known  weight 
of  water  in  a  Bunsen  ice  calorimeter  and  observing  the  weight  of 
mercury  extruded.  The  observations  were  very  concordant,  seldom 
differing  by  more  than  one  calorie  from  the  mean  value  596-8, 
which  is  indicated  in  the  figure  by  the  point  marked  D  at  0°  C.  The 
weakest  point  of  the  determination  was  that  he  assumed  the 
constant  of  the  ice  calorimeter  to  be  15-44  milligrams  of  mercury 
per  mean  calorie  from  the  mean  of  the  results  of  previous  observers, 

Griffiths  (he.  ciL  1895)  measured  the  latent  heat  of  evaporation 
by  observing  the  supply  of  electrical  energy  required  to  keep  the 
temperature  of  his  calorimeter  constant  while  a  known  weight  of 
water  was  being  evaporated.  He  at  first  employed  a  current  of 
air  for  evaporating  the  liquid,  but  finally  succeeded  in  obtaining 
much  better  results  by  evaporating  the  water  drop  by  drop  under 
its  own  vapour  pressure  from  an  accurately  weighed  tube.  His 
results  for  the  latent  heat  in  terms  of  the  calorie  at  15°  C.  were 
578-7  at  80-0°,  and  572-6  at  4015**  C.  He  observed  that  these  two 
results  lay  very  nearly  on  the  straight  line,  DGR  in  Fig.  4,  joining 
Dieterici's  value  at  0°  C.  and  Regnault's  value  at  100°  C,  so  that 
the  variation  of  the  total  heat  between  these  limits  could  be  repre- 
sented with  considerable  accuracy  by  a  linear  formula  with  a  co- 
efficient 0-40  in  place  of  Regnault's  0-805,  provided  that  Dieterici's 
calorie  and  Regnault's  unit  were  both  equal  to  the  calorie  at  15°  C. 

In  order  to  test  the  possibility  of  this  assumption,  Griffiths 
persuaded  Joly  to  make  a  determination  of  the  relation  between 
the  latent  heat  of  condensation  at  100°  C.  and  the  mean  specific 
heat  of  water  from  12°  to  100°  C.  with  the  Joly  steam  calorimeter 
which  was  admirably  adapted  for  the  purpose.  The  results  of  ten 
closely  concordant  experiments  gave  the  mean  specific  heat  from 
11-89°  to  99-96°  C.  as  0-9952,  if  the  latent  heat  at  99-96°  C.  were 
assumed  to  be  586-66.  This  showed  either  that  the  mean  thermal 
unit  must  be  much  smaller  than  the  calorie  at  15°  C,  or  that 
Regnault's  value  of  the  total  heat  at  100°  C.  was  too  low.  The  latter 
supposition  was  the  more  probable,  because  Joly's  method  was 
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free  from  nearly  all  the  uncertain  errors  already  enumerated  in 
the  case  of  Regnault's  method. 

A  satisfactory  comparison  between  these  important  results 
first  became  possible  in  the  course  of  the  preliminary  reduction 
of  the  observations  on  the  variation  of  the  specific  heat  of  water 
between  0°  and  100°  C.  by  the  continuous  electric  method  (Bn^. 
Assoc,  Rep.  1899)  which  showed  (1)  that  Griffiths'  imit  was  in 
fact  very  nearly  equal  to  the  mean  calorie,  as  he  had  supposed,  and 
(2)  that  the  value  of  the  latent  heat  at  100®  C.  deduced  from 
Joly's  experiments  should  be  589-8  in  terms  of  the  same  unit. 
The  points  marked  6  and  J  are  plotted  on  this  assumption  in  Fig.  4. 

The  continuous  curve  marked  GJC  passing  through  these 
points  and  extending  from  0°  to  200°  C.  represents  the  theoretical 
curve  of  variation  of  the  total  heat  of  steam  deduced  from  measure- 
ments of  the  specific  heat  and  the  cooling  effect  as  described  in 
the  next  chapter.  This  curve  agreed  very  well  with  Joly  and 
Griffiths,  but  appeared  to  indicate  that  all  Regnault's  results 
between  100°  and  200°  C.  were  too  low.  It  was  impossible  to 
escape  from  this  conclusion  if  the  results  of  Joly  and  Griffiths  were 
admitted,  because  it  was  obvious  that  the  curve  of  variation  must 
be  continuous,  and  the  agreement  with  Joly  and  Griffiths  below 
100°  C.  afforded  very  strong  evidence  in  favour  of  the  theoretical 
curve  at  higher  temperatures. 

Dieterici's  value  at  0°  C,  though  agreeing  far  better  with  the 
theoretical  curve  than  Regnault's  value,  could  not  be  brought  into 
exact  agreement  with  it  unless  the  constant  of  the  ice  calorimeter 
were  15-50  in  place  of  15-44  mgm.  per  calorie  as  assumed  by 
Dieterici.  The  constant  was  subsequently  redetermined  by  Die- 
terici  with  great  care  in  1905  {loc,  dt,  p.  608).  He  found  the  value 
15-491,  which  has  recently  been  confirmed  by  E.  Griffiths  {Proc. 
Phys.  Soc.  26,  p.  1,  1913),  who  found  15-486  for  4-184  joules,  or 
15-498  per  mean  calorie  of  4-187  joules  as  here  employed.  The 
corrected  result  obtained  by  employing  this  value  of  the  constant 
is  distinguished  by  a  double  circle  which  falls  very  nearly  on  the 
theoretical  curve  at  0°  C. 

The  equation  of  the  theoretical  curve  for  dry  saturated  steam 
at  a  pressure  j:>  is  as  follows : 

H  =  0-4772r  -  SCp  +  464  calories  C (12) 

where  S  is  the  specific  heat  at  p^  and  C  the  Joule-Thomson  cooling- 
effect. 

3—2 
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17.  Results  of  Later  Observers.  Subsequent  observaiions 

of  the  latent  heat  have  tended  to  confirm  the  conclusions  thus 
reached.  Henning  (Ann.  Phys.  21,  p.  849,  1906)  obtained  values 
of  the  latent  heat  at  six  points  between  80**  and  100**  C.  by  a 
modification  of  Griifiths'  method,  suggested  by  Ramsay  and  Mar- 
shall's experiments  (Phil.  Mag,  41,  p.  88,  1896).  His  results  are 
expressed  in  terms  of  the  calorie  at  15®  C.  which  he  takes  as  equi- 
valent to  4*188  joules  from  the  observations  of  Jaeger  and  Steinwehr 
{Zeit.  Instr.  .25,  p.  104, 1905)  with  similar  Weston  cells.  His  results 
are  indicated  by  circles  enclosing  (  +  )  crosses  at  80-1,  49*1,  64-9, 
77-8,  89*8,  and  100-6°  C.  Each  point  represents  the  mean  of  a 
mmiber  of  observations,  which  are  not  quite  so  consistent  as  those 
of  Griffiths,  because  the  external  loss  of  heat  was  not  so  perfectly 
compensated.  Three  of  the  points  he  practically  on  the  curve,  but 
the  two  at  80°  and  49°  are  appreciably  higher,  while  that  at  100° 
is  slightly  lower. 

A.  W.  Smith  (Phys.  Rev,  25,  p.  145,  1907),  employing  a  current 
of  air  for  evaporation,  expressed  his  results  for  the  latent  heat  in 
joules  per  graxn,  assuming  the  electromotive  force  of  the  Weston 
cell  to  be  1*01888  volts  at  20°  C.  His  values  are  reduced  to  the  same 
unit  as  that  here  employed  by  taking  the  electromotive  force  of  the 
Weston  cell  to  be  1-0188  volts,  and  the  mean  calorie  to  be  4*187 
joules*.  His  observations  are  indicated  in  the  figure  by  the  circles 

*  There  ib  necesaarily  8ome  unoertainty  in  reducing  results,  such  as  those  of 
Smith,  expressed  in  terms  of  the  electrical  units.  Fortunately  Griffiths'  results, 
though  obtained  by  electrical  methods,  were  directly  referred  to  the  calorie  at  15°  C, 
the  absolute  values  of  his  electrical  standards  and  of  the  mechanical  equivalent  of 
heat  being  immaterial  for  the  purpose  of  reduction  (Griffiths,  loc.  ciL,  p.  272). 
Dieterici  also  determined  the  constant  of  his  ice -calorimeter  directly  by  means  of 
water  at  100°  C,  so  that  his  results  can  be  corrected  with  a  fair  degree  of  certainty 
to  mean  calories,  since  no  electrical  measurements  were  involved.  Henning's  results, 
as  given  in  terms  of  the  calorie  at  16°  C,  were  similarly  independent  of  any  assumption 
with  regard  to  the  electromotive  force  of  the  cells  employed,  because  the  same  cells 
were  employed  in  the  determination  of  the  equivalent  factor  for  reduction.  Henning 
{Ann,  Phys,,  29,  p.  444,  1909)  complains  with  apparent  reason  that  Smith  reduced 
his  results  incorrectly.  Smith  also  reduced  the  results  of  Griffiths  and  Dieterici  to 
joules,  for  comparison  with  his  own  observations,  by  making  certain  assumptions 
with  regard  to  the  electrical  units.  These  reductions  brought  tiie  results  of  Dieterici, 
Griffiths,  and  Henning,  into  very  good  agreement  with  Smith's,  but  involve  material 
errors  and  uncertainties.  Unfortunately  Davis  and  other  writers  have  accepted 
Smith's  reductions  implicitly.  Thus  Dieterici's  result,  expressed  in  mean  calories 
and  corrected  for  the  constant  of  his  ice -calorimeter,  after  conversion  into  joules 
by  one  factor  and  reconversion  back  into  calories  by  another,  is  brought  nearly 
into  agreement  with  his  original  uncorrected  value!  Griffiths'  and  Henning's 
results  are  similarly  raised  from  their  original  values  in  terms  of  the  calorie  at  16°  C, 
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with  diagonal  (  x  )  crosses,  at  140,  21-2,  28-1,  and  89-8''  C.  They 
are  seen  to  be  systematically  higher  than  those  of  Griffiths  and 
Henning,  but  agree  closely  with  Dieterici's  uncorrected  result. 
At  a  later  date  {Phys.  Rev.  88,  p.  181)  Smith  took  some  observations 
at  100°  C.  The  point  shown  at  100®  C.  with  a  diagonal  cross  is  one 
which  Smith  obtained  by  slow  evaporation,  and  is  nearly  1  calorie 
higher  than  Joly's  observation.  He  obtained  much  lower  values 
by  rapid  boiling,  which  he  explained  by  supposing  that  water  was 
carried  over  in  minute  quantity  with  the  steam,  a  very  probable 
source  of  error  in  such  cases.  He  considers  that  the  highest  values 
merit  the  greatest  confidence  on  this  account.  There  is  a  good  deal 
of  truth  in  this,  especially  at  high  temperatures  on  account  of  the 
density  of  the  vapour,  but  the  discrepancy  affects  all  Smith's 
observations  to  a  similar  extent,  and  might  easily  be  explained  by 
other  causes.  In  any  case  it  would  not  materially  affect  the  form 
of  the  curve  of  variation. 

Henning  {Ann.  Phys.  29,  p.  441,  1909)  subsequently  made  a 
series  of  observations  of  the  latent  heat  at  5  points  between  100° 
and  180°  C,  the  results  of  which  are  indicated  in  the  figure  by 
(  +  )  crosses.  The  values  of  the  total  heat  are  deduced  from  those 
of  the  latent  heat  by  adding  the  total  heat  of  the  liquid  obtained 
from  Dieterici's  formula,  which  is  in  practical  agreement  with 
that  employed  by  the  author,  and  cannot  introduce  any  material 
discrepancy.  The  results  are  too  discordant  to  be  represented  by 
any  reasonable  formula,  but  confirm  the  conclusion  that  Regnault's 
observations  in  this  region  were  considerably  too  low.  The  wavy 
line  marked  "Henning's  Table  "  represents  his  table  of  the  probable 
values  of  the  total  heat,  which  has  commonly  been  adopted  by 
subsequent  writers.  But  this  curve  was  deduced  by  a  graphic 
process  of  smoothing  and  does  not  represent  the  actual  observa- 
tions satisfactorily.  It  is  obviously  inadmissible  for  theoretical 
purposes,  as  it  involves  a  discontinuity  in  the  curve  at  100°  C. 
and  would  necessarily  introduce  inconsistencies  in  all  the  thermo- 
dynamical  relations.  Three  of  the  five  observations  are  in  very  fair 

whereas  they  should  have  been  slightly  lowered  in  reduction  to  mean  calories, 
because  the  calorie  at  15^  C.  is  about  1  in  2000  less  than  the  mean  calorie.  All  un- 
necessary reductions  of  this  kind  are  strongly  to  be  deprecated.  It  has  seemed  better 
in  the  present  work  not  to  apply  any  reductions  to  the  work  of  other  observers  when 
the  correction  is  small  as  compared  with  the  uncertainty  of  measurement.  It  is 
well  to  bear  in  mind  such  corrections  when  comparing  observations  or  choosing  a 
formula.  But  they  may  prove  very  confusing  to  subsequent  computers  who  are 
not  familiar  with  all  the  conditions  assumed  in  the  reductions,  and  have  frequently 
resulted  in  material  errors  of  the  kind  described. 


38  PROPERTIES  OF  STEAM  [ch. 

agreement  with  the  author's  theoretical  curve,  but  the  other  two 
are  lower  by  about  0-5  per  cent.,  which  is  quite  a  possible  error  in 
such  difficult  experiments,  and  is  less  than  the  differences  between 
the  individual  observations  at  each  point. 

The  method  of  deducing  the  variation  of  the  total  heat  from 
observations  of  the  specific  heat  and  the  cooling  effect,  as  explained 
in  the  next  chapter,  has  the  great  advantage  that  the  observations 
are  comparatively  simple,  and  that  errors  from  wetness,  or  leakage, 
or  loss  of  heat,  are  easily  eliminated.  Moreover,  the  whole  variation 
between  100°  and  180°  C.  is  less  than  one-twentieth  part  of  the 
total  heat,  so  that  an  error  of  1  per  cent,  in  the  specific  heat,  or 
in  the  cooling  effect,  would  produce  an  error  of  less  than  a  twentieth 
of  1  per  cent,  in  the  value  of  the  total  heat  at  180°  reckoned  from 
100°  C.  The  results  prove  conclusively  that  the  true  values  of  the 
total  heat  at  140°  and  160°  C.  cannot  possibly  be  so  low  as  Henning's 
observations  at  these  points  would  appear  to  indicate.  Although 
no  satisfactory  observations  of  the  specific  heat  or  the  cooling 
effect  are  at  present  available  at  pressures  above  10  atmospheres, 
it  seems  justifiable  to  extrapolate  the  saturation  curve  to  200°  C, 
and  to  give  greater  weight  to  Henning's  observation  at  180°  C. 
than  he  does  himself  on  account  of  its  close  agreement  with  the 
theoretical  curve. 

1 8.   Empirical  Formulae  for  H,  and  L.  Since  Regnault's 

linear  formula  for  the  total  heat  of  steam  was  shown  to  be  un- 
satisfactory, many  attempts  have  been  made  to  construct  more 
suitable  empirical  formulae  to  represent  the  observations.  The  most 
obvious  type  to  select  is  a  parabolic  formula  such  as  that  proposed 
by  Ekhohn  (Fort.  Phys.  46,  ii,  p.  871), 

H  =  596-75  +  0-4401^  -  0000634/2 (18) 

Regnault  calculated  many  similar  formulae  to  represent  his  observa- 
tions on  other  vapours.  It  is  very  easy  to  calculate  a  formula  of 
this  type  to  represent  any  selected  values  of  the  total  heat  of 
steam  over  a  limited  range.  But  such  a  formula  has  no  theoretical 
significance,  and  cannot  be  trusted  for  extrapolation.  A  formula 
capable  of  extrapolation  is  particularly  desirable  in  the  case  of 
steam,  because  the  direct  observations  are  numerous  and  fairly 
concordant  between  0°  and  100°  C,  but  the  observations  at  higher 
temperatures  are  comparatively  few,  and  rapidly  become  uncertain 
and  discordant  with  increase  of  pressure. 
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Of  empirical  formulae  hitherto  proposed  for  the  latent  heat, 
the  most  suitable  type  for  extrapolation  is  that  of  Thiesen  {Verh, 
Deui.  Phys.  Ges.  16,  p.  80,  1897),  which  has  been  found  to  suit  a 
great  variety  of  cases.  It  is  based  on  the  generally  accepted  view 
that  the  latent  heat  must  vanish  at  the  critical  temperature  t^j 
and  was  originally  given  in  the  form 

L  =  Li  («,-/)* (14) 

where  L^  is  a  constant  representing  the  value  of  L  when  i^  —  ^  =  1, 
and  the  index  ^  was  at  first  assumed  to  be  the  same  for  all  sub- 
stances. It  appears  necessary,  however,  to  admit  slight  variations 
in  the  value  of  the  index  for  different  substances. 

In  the  case  of  steam,  Henning  represented  his  observations 
below  100°  C.  by  a  formula  of  this  type,  namely, 

L  =  94-210  (865  -  O^'^i**®, (15) 

in  which  the  critical  temperature  is  assumed  to  be  365°  C.  Davis 
and  Jakob  in  reducing  results  of  experiments  on  the  specific  heat 
above  100°  C.  employed  a  similar  formula,  namely, 

L  =  92-98  (865  -  t)^'^^ ..(16) 

A  formula  of  this  type  has  generally  been  adopted  by  other  com- 
puters for  the  purpose  of  extrapolation.  It  is  essential,  however, 
if  the  formula  is  to  have  any  weight  for  this  purpose,  to  employ  the 
correct  -value  of  the  critical  temperature,  which  makes  a  very 
considerable  difference  in  the  results. 

Traube  and  Teichner  (Ann.  Phys.  18,  p.  620,  1904),  by  the 
meniscus  method,  found  the  critical  point  of  water  to  be  874°  C. 
This  observation  is  easily  verified  with  a  silica  tube,  and  there  is 
no  doubt  that  their  figure  is  a  close  approximation  to  the  true 
critical  temperature.  If  this  value  is  inserted  in  the  above  formulae, 
keeping  the  index  and  the  value  of  L  at  100°  C.  the  same,  and  putting 
the  expression  in  the  logarithmic  form,  as  required  for  practical 
calculation,  we  obtain,  for  Henning's  formula, 

logL  =  1-96955  +  0-81248  log  (874  -  /) (17) 

Similarly  with  the  formula  employed  by  Davis  and  Jakob,  if 
we  keep  the  same  value  of  the  index,  but  alter  t^  to  874,  and  take 
L  =  589-8  at  100°  C,  we  obtain 

logL  =  1-96898  +  0-8150  log  (874  -  t) (18) 
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If  on  the  other  hand  we  take  the  same  value  of  L  at  100®  C, 
but  calculate  the  value  of  the  index  to  make  L  =  594-3  at  0®  C, 
we  obtain 

logL  =  1-97145  +  0-81192  log  (874  -  t) (19) 

The  values  given  by  these  formulae  are  collected  in  the  fol- 
lowing table  for  comparison  with  those  given  by  Henning  and 
Jakob. 

Table  I.  Values  of  L  by  Formulae  of  the  Thiesen  tjrpe. 


Temp. 
Gent. 

Hx2rimro 

Davis  and  Jakob 

Author 

i =0-3125 

A =0-3160 

i= 0-31 19 

Theoretical 

^=366 

t,=374 

<e=366 

<c=374 

tc=374 

formula 

0° 

595-4 

593-7 

596-1 

594-8 

594-3 

594-3 

20° 

5851 

583-6 

585-6 

584-6 

584-2 

583-8 

40° 

574-3 

573-1 

574-7 

574-0 

573-7 

573-2 

60° 

562-9 

562-2 

563-3 

562-9 

562-7 

562-3 

80° 

551  1 

550-7 

551-4 

551-4 

551-3 

551-1 

100° 

538-7 

538-7 

538-9 

539-3 

539-3 

539-3 

120° 

525-7 

5261 

525-7 

526-6 

526-7 

526-9 

140° 

511-9 

512-8 

511-8 

513-2 

513-4 

513-6 

160° 

497-2 

498-7 

497-0 

498-9 

499-3 

499-3 

180° 

481-5 

483-6 

481-2 

483-7 

484-2 

483-9 

200° 

464-6 

467-4 

4641 

467-4 

4681 

467-4 

All  the  formulae  agree  in  giving  higher  values  than  Henning's 
table  between  120°  and  160°  C.  even  when  865°  is  taken  for  t^. 
The  substitution  of  the  correct  value  of  the  critical  temperature 
raises  the  values  by  about  8  calories  at  200°  in  each  case,  and 
brings  them  into  close  agreement  with  the  author's  theoretical 
formula.  It  also  improves  the  agreement  with  the  observations 
of  Griffiths  and  Dieterici,  especially  the  latter,  if  the  point  at  100° 
is  raised  to  589-8. 

The  employment  of  the  erroneous  value  865°  for  the  critical 
temperature  appears  to  have  led  computers,  who  have  commonly 
employed  this  formula  for  extrapolation,  to  raise  all  the  values  of 
H  and  L  unduly  at  low  temperatures,  and  to  depress  them  exces- 
sively at  200°  C,  against  the  weight  of  experimental  evidence.  If 
the  correct  value  of  the  critical  temperature  had  been  recognised 
sooner,  it  is  probable  that  more  weight  would  have  been  attached 
to  Henning's  value  at  180°  C,  and  it  would  have  been  admitted 
that  Regnault's  values  at  190°  C.  were  probably  still  too  low  Uke 
his  values  at  100°  C.  Thiesen's  formula  undoubtedly  gives  some 
useful  indication  of  the  values  of  the  latent  heat  to  be  expected 
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between  100®  and  the  critical  temperature.  At  the  same  time  it 
must  be  remembered  that  it  is  merely  an  empirical  formula, 
without  thermodynamical  foundation  apart  from  the  vanishing 
of  the  latent  heat  at  the  critical  temperature.  The  dotted  curve 
shown  in  Fig.  4  represents  the  values  of  the  total  heat  obtained  from 
the  formula  for  the  latent  heat  shown  in  the  last  colunm  but  one 
of  the  table,  calculated  from  the  observations  of  Dieterici  and  Joly 
at  0**  and  100®  C.  This  curve  agrees  with  the  full  curve  representing 
the  theoretical  formula  within  1  in  1000,  intersecting  the  author's 
curve  at  160®  and  again  at  260®  C.  Between  these  two  points,  it 
lies  a  little  above  the  author's,  and  it  is  very  likely  that  it  gives  too 
high  results  at  200®  and  above,  though  the  index  is  very  nearly  the 
same  as  Henning's.  The  index  0*8150  employed  by  Davis  and  Jakob 
gives  exact  agreement  with  the  author's  values  at  100®  and  200®, 
if  the  critical  temperature  is  874®,  and  it  is  to  be  preferred  for 
extrapolation,  above  200®  C.  It  agrees  with  the  theoretical  formula 
within  less  than  1  in  1000  from  100®  to  200®,  and  within  1  in  5000 
from  200®  to  230®  (where  the  agreement  is  again  exact),  and  the 
difference  is  still  very  small  at  250®  C.  The  author*s  formula  for 
the  total  heat,  which  applies  to  dry  steam  in  any  state,  superheated 
or  supersaturated,  and  is  in  many  ways  simpler  and  more  con- 
venient than  Thiesen's,  has  accordingly  been  extrapolated  in  the 
tables  to  259®  C.  Although  the  direct  experimental  evidence  does 
not  extend  beyond  180®  C,  it  seems  reasonable  to  infer  that  the 
values  are  sufficiently  accurate  for  practical  purposes  at  higher 
temperatures,  because  the  calculated  values  of  the  saturation 
pressure  (which  depend  on  small  differences  and  afford  a  very 
severe  test  of  the  theory)  also  agree  with  observation  to  within  less 
than  1®  C.  at  250®  C.  The  values  of  the  saturation- volume,  in  so 
far  as  they  depend  on  dpjdl^  are  much  less  certain  than  those  of  the 
total  heat,  but  are  probably  as  accurate  as  any  that  can  be  ob- 
tained by  experiment  at  these  pressures.  In  any  case  they  are 
exactly  consistent  with  the  adiabatic  equation  and  other  formulae, 
and  will  serve  as  a  useful  guide  for  theoretical  extensions. 


V 

CHAPTER  III 

•the  *  JOULE-THOMSON  METHOD 

19.  Origin  of  the  Present  Theory.  Since  the  measure- 
ment of  the  specific  heat  of  steam,  and  the  application  of  the  Joule- 
Thomson  method  to  deduce  the  variation  of  the  total  heat,  formed 
the  starting  point  of  the  present  theory,  the  conclusions  will  be 
rendered  more  intelligible  if  some  account  is  here  given  of  the 
steps  by  which  they  were  reached. 

It  was  early  remarked  by  Rankine  (1850),  and  subsequently  by 
Kirchhoff  (1858),  that  the  coefficient  0*805  in  Regnault's  formula 
for  the  total  heat  of  saturated  steam,  ought  to  be  equal  to  the 
specific  heat  S  at  constant  pressure,  if  steam  obeyed  the  laws  of 
an  ideal  gas  with  constant  specific  heat,  for  which 

aPV  =  RT,  and  E  +  aPV  =  ST  +  B (1) 

where  R,  5,  and  B  are  constants.  The  specific  heat  S  of  superheated 
steam  was  measured  shortly  afterwards  by  Regnault  at  atmospheric 
pressure  over  the  range  124°  to  222"*  C,  and  found  to  be  0-48, 
which  greatly  exceeded  the  value  0*305  required  by  the  formula 
for  the  total  heat  on  the  ideal-gas  theory.  The  experimental  value, 
S  =  0-48,  was  generally  accepted,  and  the  discrepancy  explained 
by  supposing,  as  Kirchhoff  suggested,  that  steam  at  low  pressures 
departed  widely  from  the  ordinary  gas  laws.  Some  writers,  how- 
ever, held  that  the  value  0-48  was  probably  in  error,  because  the 
quantity  of  heat  corresponding  to  the  superheat  of  the  steam 
from  124°  to  222°  C,  namely  47  calories,  on  which  the  experi- 
mental value  of  S  depended,  was  only  a  small  fraction  of  the  total 
heat,  about  700  calories,  measured  in  condensing  the  superheated 
steam  in  the  calorimeter.  But  this  objection  would  apply  with 
even  greater  force  to  the  value  of  the  constant  0-805  in  the  formula 
for  the  total  heat  of  saturated  steam  obtained  by  condensing  steam 
at  widely  different  pressures. 

One  of  the  most  consistent  views  was  that  held  by  Osborne 
Reynolds  and  Perry  {Steam-Engine,  1899,  p.  582)  who  considered 
that  the  specific  heat  should  approximate  to  0«805  at  low  pressures 
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and  temperatures,  but  increased  considerably  with  temperature, 
rising  to  a  mean  value  in  the  neighbourhood  of  0-48  over  the  range 
124°  to  222°  C.  This  view  received  some  support  from  a  calculation 
made  by  MacFarlane  Gray  on  the  basis  of  Regnault's  experiments. 
He  noticed  that  if  the  specific  heat  were  calculated  from  the  16  ex- 
periments at  128-7°  C.  giving  645-68  as  the  mean  value  of  the  total 
heat  at  this  point  at  atmospheric  pressure,  assuming  H  =  686-68 
at  100°  C,  the  value  of  S  obtained,  namely  8-95/28-7,  or  0-878,  was 
intermediate  between  0-805  and  0-48.  Gray  himself  believed  that 
the  specific  heat  was  constant  and  equal  to  0-885  (as  calculated 
previously  by  Rankine  on  the  assumption  that  the  ratio  of  the 
specific  heats  was  1-40),  and  explained  the  difference  between 
Regnault's  experimental  values,  0-88  and  0-48,  over  different 
ranges,  by  supposing  that  "any  particles  of  moisture  in  the  steam 
at  100°  C.  would  not  be  evaporated  up  to  124°  C. ;  but  they  would 
be  more  likely  to  be  evaporated  in  the  higher  range  of  temperature." 
Zeuner,  on  the  other  hand  (Zeit.  Ver.  Devi.  lug.  xi,  p.  41,  1867), 
succeeded  in  fitting  the  value  S  =  0-48  with  other  properties  of 
saturated  steam  by  admitting  large  deviations  from  the  ideal 
state  at  low  pressures,  and  considered  that  S  should  be  independent 
of  the  pressure  in  accordance  with  his  well  known  equation  for  the 
volume  (Chap.  IV,  equation  (1)).  It  will  be  seen  that  the  state  of 
uncertainty  with  regard  to  the  actual  value  of  the  specific  heat 
of  steam  was  most  unsatisfactory  about  this  time,  and  that  it 
was  a  matter  of  some  practical  importance  to  make  further  appeals 
to  experiment  by  new  methods. 

20.  The  Throttling  Calorimeter.  Joule  and  Thomson  were 
the  first  to  explain  how  it  was  that  saturated  steam  became  dried 
and  superheated  by  throttling  to  lower  pressures,  but  they  do  not 
appear  to  have  made  any  measurements  for  steam.  The  first 
application  of  their  method  to  steam  seems  to  have  been  made  by 
Peabody  (Thermodynamics  of  the  Steam  Engine,  p.  287)  in  the  use 
of  the  "Throttling  Calorimeter"  for  determining  the  wetness 
fraction  I  —  q.  According  to  Regnault's  formula,  the  total  heat 
H'  of  wet  steam  at  f  is 

H'=  687  +  0-805  (/'-  100)  -  {I  -  q)  L\  (2) 

where  U  is  the  latent  heat  at  t\  If  the  stecun  is  throttled  to  atmo- 
spheric pressure,  the  total  heat  remains  the  same  (provided  that 
there  is  no  loss  or  gain  of  heat  or  kinetic  energy)  and  is  given  in 
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tenns  of  the  mean  specific  heat  S  at  atmospheric  pressure  by  the 
expression 

ff'=  687  +  S  (r-  100),  (8) 

where  t"  is  the  observed  temperature  of  the  throttled  steam. 
Equating  the  two  values  of  the  total  heat,  we  obtain  a  formula  for 
the  wetness  fraction 

(1  -  g')Ir'  =  0-805  {f-  100)  -  S  (r-  100) (4) 

The  method  is  very  delicate,  because  an  increase  of  1  per  cent,  in 
the  wetness  of  the  initial  stecun  lowers  the  temperature  t"  observed 
after  throttling  by  about  10°  C.  Ewing  and  Dunkerley  (B.  A. 
Report,  1897,  p.  554)  applied  this  method  to  find  the  value  of  S 
in  terms  of  Regnault's  coefficient  0*805  for  the  variation  of  total 
heat  of  dry  saturated  steam.  They  took  the  steam  as  directly  as 
possible  from  a  separator  to  the  calorimeter,  and  calculated  S, 
assiuning  q  =  1,  by  means  of  the  formula 

S  =  0-805  (/'-  100)/(r-  100) (5) 

In  this  way  they  foimd  values  oiS  intermediate  between  0-805  and 
0-48,  but  no  details  were  given  in  the  report. 

A  very  complete  investigation,  founded  on  the  same  principle, 
was  made  in  the  laboratory  of  Osborne  Reynolds  by  J.  H.  Grindley 
{Phil,  Trans.  A,  1900,  p.  1),  who  found  values  of  S  ranging  from 
0-887  at  100**,  to  0-665  at  160''  C.  These  experiments  were  of  great 
value,  and  will  be  more  fully  discussed  in  a  later  section,  but  they 
left  the  true  value  of  S  more  imcertain  than  ever. 

Prof.  J.  T.  Nicolson  and  the  author  in  their  experiments  "On 
the  Law  of  Condensation  of  Steam"  (Proc.  Inst.  C.  E.y  1898), 
employed  a  throttling  calorimeter  of  the  type  shown  in  Fig.  5, 
connected  to  a  large  vertical  steam-pipe  supplying  the  engine.  The 
steam-pipe  could  be  made  to  act  as  a  fairly  efficient  separator  by 
turning  the  entrance  nozzle  as  indicated  in  the  figure.  The  steam 
was  throttled  through  a  thin  tube  of  small  bore,  in  order  to  eliminate 
the  error  due  to  conduction  of  heat  through  the  throttle,  to  which 
most  forms  of  throttling  calorimeter  then  in  vogue  were  liable. 
After  circulating  round  the  thermometer  pocket,  the  throttled 
steam,  before  leaving  the  apparatus,  was  made  to  circulate  twice 
round  the  calorimeter  to  minimise  external  loss.  The  whole  ap- 
paratus, including  the  steam-pipe  and  the  throttle  tube,  was  well 
lagged  in  the  usual  way.  The  pressure  after  passing  the  throttle  was 
generally  atmospheric,  but  an  exit  throttle  and  gauge  were  provided 
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for  raising  the  pressure  and  observing  its  value  when  required.  The 
exit  could  also  be  connected,  if  desired,  to  a  condenser  vacuum,  or 
to  a  surface  condenser  at  atmospheric  pressure,  when  it  was  re- 
quired to  measure  the  quantity  of  steam  passed.  Provision  was  also 
made  for  readily  changing  the  throttle  tube,  to  suit  different  initial 
pressures. 

The  wetness  fractions  determined  with  this  apparatus,  employing 
formula  (4)  with  Regnault's  coefficients,  persisted  in  coming  out 
negative  (which  was  obviously  impossible),  in  spite  of  all  precautions 
which  experience  in  calorimetry  could  suggest.  This  showed  either 


Exhaust 
Fig.  6.  Single  Throttling  Calorimeter, 
that  Regnault's  value  of  S  was  too  high  at  temperatures  near 
100°  C„  as  many  had  already  suggested,  or  else  that  his  value  of 
the  coefficient  0-805  for  the  variation  of  the  total  heat  was  too  low 
in  the  same  region,  and  should  be  more  nearly  0-40,  as  Griffiths 
(toe.  cit,  1895)  had  proposed  as  the  result  of  his  experiments  on  the 
latent  heat. 

21.  Experiments  on  the  Specific  Heat  of  Steam.  It  was 
accordingly  decided  to  make  a  direct  determination  of  the  specific 
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heat  at  atmospheric  pressure  by  the  continuous  electric  method, 
which  had  been  devised  some  years  previously  for  the  determination 
of  the  mechanical  equivalent,  and  which  had  already  been  brought 
to  a  fairly  high  degree  of  accuracy  by  investigating  the  various 
sources  of  error  incidental  to  the  method.  A  steady  current  of 
steam  at  atmospheric  pressure,  superheated  by  throttling  in  the 
manner  already  described,  was  passed  through  a  tube,  suitably 
jacketed  externally  and  containing  an  electric  heating  coil.  The 
electric  energy  supplied  was  measured  by  means  of  Weston  instru- 
ments, calibrated  by  the  potentiometer  method.  The  rise  of  tem- 
perature, due  to  the  watts  supplied,  was  observed  by  a  pile  of 
several  thermo- junctions  in  series,  standardised  by  comparison 
with  a  platinum  resistance  thermometer.  The  external  loss  was 
eliminated  by  taking  two  sets  of  observations  at  the  same  rise  of 
temperature  with  different  currents  of  steam,  the  current  of  steam 
in  each  case  being  measured  by  condensation  in  a  surface  condenser. 
The  results  obtained  for  S  showed  discrepancies  of  1  or  2  per  cent, 
as  was  to  be  expected  from  the  comparative  roughness  of  the 
method  of  measurement  and  the  difficulty  of  keeping  the  steam 
current  perfectly  steady,  but  indicated  a  value  of  the  specific  heat 
falling  from  0-50  to  0-49  over  the  range  of  temperature  from  110® 
to  160°  covered  by  the  experiments.  This  was  regarded  as  a 
decisive  confirmation  of  Regnault's  value  over  the  higher  range, 
and  as  showing  that  the  limiting  value  of  the  specific  heat  at  zero 
pressure  was  probably  nearly  constant,  as  in  the  case  of  many 
other  gases. 

22.   Variation  of  the  Total  Heat.   Having  thus  obtained 

by  direct  experiment  the  values  of  the  specific  heat  at  atmospheric 
pressure  over  the  required  range  of  temperature,  it  was  possible  to 
deduce  the  variation  of  the  total  heat  of  dry  saturated  steam  at 
temperatures  above  100°  C,  from  the  (Observations  already  taken 
with  the  throttling  calorimeter,  by  means  of  the  equation 

Hs  -  flioo  =  5  (<"-  100), (6) 

where  Hg  is  the  total  heat  of  dry  saturated  steam  at  the  initial 
temperature  and  pressure,  and  S  is  the  mean  specific  heat  at 
atmospheric  pressure  from  100°  C.  to  t'\  the  temperature  observed 
after  throttling  to  atmospheric  pressure.  The  curve  of  variation 
of  total  heat  found  in  this  way,  as  shown  in  Fig.  4,  p.  82,  instead 
of  being  straight  like   Regnault's,  with  a  constant  coefficient 
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dH/dT  =  0*805,  showed  a  decided  curvature,  the  rate  of  increase 
falling  from  0-40  calorie/l°  at  100°  C.  to  0-80  at  160°  C.  This  in- 
dicated that  Regnault's  coefficient  0-805  might  be  a  fair  average 
over  the  range  100°  to  200°  C,  where  his  experiments  were  most 
concordant,  but  that  the  coefficient  probably  increased  at  low 
temperatures,  approximating  to  the  value  0*475  (as  it  should 
according  to  Rankine's  theory)  at  low  pressures,  where  the  vapour 
should  behave  nearly  as  a  perfect  gas.  This  view,  while  disagreeing 
materially  with  Kirchhoff' s,  and  with  Regnault's  observations  of 
H  at  low  temperatures,  gave  good  agreement  with  the  experiments 
of  Dieterici  at  0°  C,  and  of  Griffiths  at  30°  and  40°  C,  but  the 
curve  could  not  be  fitted  with  either  if  Regnault's  value  at  100°  C. 
was  adopted.  Fortunately  Joly's  observation  at  100°  C,  when 
reduced  on  the  highly  probable  assumption  (since  verified  by  the 
results  of  the  continuous  electric  method),  that  the  mean  specific 
heat  of  water  from  0°  to  100°  C.  was  nearly  equal  to  that  at  15°  C, 
served  to  bridge  the  gap  by  indicating  that  Regnault's  value  at 
100°  C.  was  probably  2  or  8  calories  too  low.  These  results  agreed 
in  showing  that  the  coefficient  dH/dT  for  saturated  steam  was  not 
constant  and  equal  to  0-805,  but  diminished  from  0-48  at  low  pres- 
sures, to  0-40  at  100°  C,  and  about  0-22  at  200°  C,  in  consequence 
of  the  increasing  deviation  of  the  volume  of  the  vapour  from  the 
ideal  value  with  increase  of  pressure.  This  diminution  of  dH/dT  was 
clearly  necessitated  by  the  existence  of  the  Joule-Thomson  cooling 
effect,  which  also  required  a  corresponding  variation  of  the  specific 
heat  with  pressure.  This  is  easily  seen  by  considering  the  relation 
between  the  specific  heat,  the  cooling-effect,  and  the  variation  of 
the  total  heat. 

23.  The  Cooling-Effect y  C.  The  cooling-effect  C  is  defined 
as  the  ratio  of  the  fall  of  temperature  to  the  fall  of  pressure  in  a 
throttling  process  at  constant  total  heat.  It  is  a  coefficient  of  equal 
importance  in  theory  to  the  specific  heat,  but  has  the  advantage  in 
practice  of  being  more  easily  measured,  since  no  measurements 
of  heat  quantities  are  required. 

To  illustrate  the  relation  of  C  to  S  and  dH/dT ,  we  may  refer  to 
the  annexed  figure,  drawn  to  scale,  which  shows  a  portion  of  the 
saturation  line  AC  on  the  p,  t  diagram  giving  the  pressure  p  of 
saturated  steam  in  lbs.  per  sq.  in.  for  temperatures  t  between  140° 
and  160°  C.  If  dry  steam  is  taken  at  any  point  A,  say  at  80  lbs. 
and  155-5°  C,  and  is  throttled  to  a  lower  pressure,  say  60  lbs., 


48 


PROPERTIES  OF  STEAM 


[CH. 


the  state  of  the  steam  after  throttlmg  will  be  represented  by  the 
point  B  at  151°  C.  The  temperature  at  this  point  is  lower  by  the 
difference  BD  =  4-5°  C.  than  the  initial  temperature  at  A,  but  the 
total  heat  H  is  the  same  at  B  as  at  A.  The  line  AB  represents  a  line 
of  constfuit  total  heat  on  the  p,  t  diagram.  The  coohng-effect  C  is 
the  slope  of  such  a  line  at  any  point,  and  is  measured  by  the  ratio 
BD/AD  of  the  drop  of  temperature  dt  to  the  drop  of  pressure  dp, 
which  is  commonly  denoted  by  the  differential  coefficient  (dt/dp)^^ 
where  the  suffix  H  indicates  that  the  ratio  of  dt  to  dp  is  taken  under 
the  condition  of  constant  H.  Since  the  Unes  of  constant  H  are  nearly 
straight,  the  numerical  value  of  C,  namely  4*5/20,  or  0-225°/lb., 

160^ 


150 


t 

D 

/ 

B, 

y 

/ 

/ 

/ 

140 

SO  lbs.  60  70  80  90  P 

Fig.  6.  Cooling-Effeot  on  p,  t  Diagram. 

found  in  this  way  over  a  finite  range,  may  be  taken  as  representing 
very  nearly  the  slope  of  the  curve  AB  at  the  middle  point  of  the 
range,"  namely  at  70  lbs.  and  158-2''  C.  The  cooling-effect  C  has  a 
positive  sign  when  a  drop  of  temperature  accompanies  a  drop  of 
pressure,  as  is  usually  the  case  in  dealing  with  vapours. 

Since  the  total  heat  at  A  is  the  same  as  that  at  B,  the  drop  of 
total  heat  dH  from  A  to  C  along  the  saturation  curve  is  the  same  as 
the  drop  of  H  from  B  to  C,  namely  the  product  S  x  BC  of  the 
specific  heat  S  at  60  lbs.  and  the  drop  of  temperature  BC,  since  BC 
is  a  line  of  constant  pressure.  The  drop  of  total  heat  per  degree  fall 
along  the  saturation  curve,  denoted  by  (dH/dT),^  is  therefore 
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equal  to  5  x  BC/DC,  since  DC  is  the  drop  of  t  corresponding  to  the 
drop  of  H,  between  A  and  C.  In  other  words,  {dH/dT)g  must  be 
less  than  S  in  the  ratio  BC/DC.  The  temperature  at  the  point  C, 
taken  from  the  tables  at  60  lbs.,  is  144'8°  C.  Hence 

DC  =  155-5  -  144-8  =  10-7''  C. 
But  BC  =  DC  -  DB  =  10-7  -  4-5  =  6-2°  C. 

So  that  the  ratio  BC/DC  =  6-2/10-7  =  0-58  at  this  point;  or  the 
rate  of  increase  of  Hg  with  temperature  is  little  more  than  half  the 
value  of  S.  But  the  value  of  S  at  60  lbs.  near  the  saturation  line  is 
not  quite  the  same  as  at  atmospheric  pressure. 

It  is  easy  to  put  the  relation  in  a  more  general  form  in  terms  of 
known  coefficients.  Since  DB  =  C  x  DA,  by  the  definition  of  C, 
and  since  DA/DC  is  the  ratio  of  the  drop  of  pressure  to  the  drop  of 
temperature  (or  the  famiUar  coefficient  dp/dt)  along  the  saturation 
line,  the  ratio  BC/DC  is  1  -  C  {dp/dt),  or 

{dHldT)g  =  S(l-  Cdp/dt). (7) 

This  well  known  relation  is  mathematically  exact  in  the  limit  for 
smaU  differences  of  p  and  t,  being  in  fact  simply  the  general  ex- 
pression for  the  variation  of  H  in  terms  of  S  and  C,  appUed  to  the 
saturation  line  (Appendix  I  (15)).  It  shows  that  the  rate  of  increase 
of  Hg  will  be  practically  equal  to  S  at  0°  C.  (since  dp/dt  is  very  small), 
but  must  diminish  rapidly  at  high  pressures  since  dp/dt  increases 
much  faster  than  C  diminishes  with  rise  of  temperature.  It  is 
also  clear  that  {dH/dT)g  must  vanish,  or  the  total  heat  of  saturated 
steam  must  reach  a  maximum,  when  Cdp/dt  =  1,  or  when  the  line 
of  constant  total  heat  becomes  tangential  to  the  saturation  line 
on  the  p,  t  diagram.  Beyond  this  point  saturated  steam  would 
increase  in  wetness,  instead  of  being  dried,  by  throttling.  But  this 
point  is  beyond  the  range  of  any  existing  experiments  on  C,  or  S, 
or  Hg. 

In  applying  mathematical  relations  of  this  kind  to  the  results 
of  experiment,  we  are  often  met  by  the  difficulty  that  the  coefficients 
required,  such  as  S  and  C  and  dp/dt,  have  to  be  measured  over 
finite  ranges  of  temperature,  as  in  the  foregoing  numerical  example, 
and  that  the  values  so  found  will  not  be  quite  exact  when  appUed 
to  points  indefinitely  close  to  the  saturation  line,  where  they 
cannot  actually  be  measured.  The  only  satisfactory  way  of  meeting 
this  difficulty  is  to  frame  a  simple  theory  of  the  relation  of  the 
coefficients  concerned.  Any  such  theory  must  be  exactly  consistent 
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with  the  laws  of  thermodynamics,  and  must  at  the  same  time  repre- 
sent the  actual  variation  of  the  coefficients  within  the  Umits  of 
accuracy  of  experimental  measurement. 

24.  The  Joule-Thomson  Equation.  The  experimental 
methods  of  determining  S  and  C  depend  essentially  on  observing 
variations  of  H,  but  it  is  most  important  that  the  expressions 
chosen  to  represent  the  results  of  such  experiments,  especially  the 
variation  of  C  with  temperature,  should  be  thermodynamically 
consistent  with  the  variations  of  the  volume  F,  the  next  most 
important  quantity  required  in  practical  thermodynamics.  This 
agreement  is  readily  tested  by  means  of  the  second  law  of  thermo- 
svT   i"  "'   dynamics  (Appendix  I  (39)),  which  gives  the  relation 

i\  5  '  SC  =  aT  {dV/dT)^-  aV (8) 


)  V 


^     This  important  relation  was  first  given  by  Joule  and  Thomson  in  a 
'    V>    y  different  form  {Phil.  Trans,,  1854,  p.  355),  but  they  reduced  it  at 
\  '    v;      a  later  date  {Phil.  Trans,,  1862,  p.  587)  to  the  above  shape  which 
is  most  convenient  for  the  purpose. 

Joule  and  Thomson  found  as  the  result  of  their  experiments  on 
air  and  COj ,  that  the  cooling-effect  in  both  cases  was  independent 
of  the  pressure,  but  diminished  rapidly  with  rise  of  temperature. 
The  diminution  of  C  with  rise  of  temperature  might  have  been 
represented  by  a  great  variety  of  empirical  formulae*;  but  they 
adopted  the  expression  C  =  K/T^,  because  it  gave  a  solution  of  the 
thermodynamical  relation  (8)  agreeing  closely  with  an  equation 
which  Rankine  {Phil.  Trans.,  1854,  p.  337)  had  deduced  from 
Regnault's  experiments  on  the  deviation  of  the  volume  of  COj  from 
the  ideal  value.  By  integrating  equation  (8)  on  the  assumption 
that  S  was  constant,  and  that  V  must  approximate  indefinitely 
to  RTjP  at  high  temperatures.  Joule  and  Thomson  obtained  their 
well  known  form  of  characteristic  equation  for  V  in  terms  of  T 
and  P,  namely, 

aV  =  RTjP  -  KSjQT^ (9) 

The  original  equation  of  Joule  and  Thomson  was  liable  to  the 
objection  that  it  did  not  represent  the  residt  which  they  observed 
in  the  case  of  hydrogen,  namely  a  rise  of  temperature  with  fall  of 
pressure  (or  a  negative  value  of  C),  which  increased  instead  of 

*  Other  writerB  haye  in  fact  suggeated  different  formulae  for  C,  some  of  which 
fit  the  actual  obsenrations  of  C  better,  but  give  absurd  results  for  V.  It  is  therefore 
most  important  to  select  a  suitable  type  of  formula  (Phil.  Mag.,  Jan.  1903). 
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diminishing  when  the  temperature  was  raised.  It  appears  probable 
that,  at  sufficiently  high  temperatures,  all  other  gases  would 
behave  in  the  same  way  as  hydrogen  does  at  ordinary  tempera- 
tures. This  is  most  readily  included  in  the  formula  by  putting 
F  —  6  in  place  of  V  in  the  left  hand  side  of  (9),  where  6  is  a  small 
constant  representing  the  limiting  volume  beyond  which  the  gas 
cannot  be  compressed  however  great  the  pressure.  The  introduction 
of  h  into  the  equation  considerably  improves  the  agreement  at 
high  pressures. 

The  method  of  integration,  assuming  S  constant,  is  obviously 
inadmissible  if  S  is  really  variable.  We  find  in  fact  that  the  original 
equation  of  Joule  and  Thomson  does  not  represent  the  properties 
of  COj  quite  satisfactorily  with  the  value  of  K  deduced  from  the 
observations  on  the  cooling-effect.  The  agreement  is  greatly  im- 
proved if  account  is  taken  of  the  known  variation  of  S  with  tem- 
perature. The  easiest  way  to  do  this  {Phil,  Mag.,  Jan.  1908,  p.  75) 
is  to  proceed  in  the  inverse  order  if  the  variation  of  S  is  known. 
Assume  an  equation  of  the  type 

F  -  6  =  RT/aF  -  K/T^ (10) 

and  deduce  the  values  of  K  and  n  by  comparing  the  experiments 
on  S  and  C  with  the  resulting  expression  for  SC  by  relation  (8), 
namely, 

SC  =  a{n  +  l) K/T'^  -  ab (11) 

In  the  case  of  steam  it  was  evident  from  the  magnitude  of  the 
cooling  effect,  and  its  rapid  variation  with  temperature,  that  there 
must  be  a  considerable  variation  of  S  with  pressure,  according  to 
the  thermodynamic  relation,  which  follows  from  the  first  law 
(Appendix  I  (35)), 

idSldP)t  =  -  (dSC/dT)^ (12) 

The  large  variation  of  i^  with  pressure,  while  not  at  all  affecting  the 
previous  deduction  of  H^  from  equation  (6)  by  the  throttling  method, 
for  which  the  value  of  iS  at  atmospheric  pressure  alone  was  required, 
raised  a  fresh  difficulty  in  another  quarter.  It  appeared  at  first 
sight  to  be  inconsistent  with  some  previous  experiments  on  the 
adiabatic  expansion  of  steam,  which  required  a  constant  value  of 
the  index  representing  the  ratio  of  the  specific  heats.  The  solution 
of  this  difficiilty  was  not  immediately  obvious,  but  it  ultimately 
led  to  a  considerable  simplification  of  the  expressions  for  the 
various  properties  of  steam. 

4—2 
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25.    The  Adiabatic  Equation  for  Dry  Steam.    In  the 

experiments  on  the  Law  of  Condensation  of  Steam  at  McGill 
College  in  1895,  a  large  number  of  observations  of  the  temperature 
of  steam  under  various  conditions  in  the  cylinder  of  a  steam-engine 
had  been  taken  by  means  of  a  delicate  platinum  thermometer, 
constructed  of  wire  -001"  in  diameter,  which  was  sufficiently  sen- 
sitive to  measure  the  temperature  of  the  steam  to  about  O-l^C. 
under  favourable  conditions  with  the  engine  running  at  100  revs, 
per  min.  In  most  cases  the  temperature  found  was  simply  that  of 
saturation  corresponding  to  the  pressure  shown  by  the  indicator. 
But  when  the  steam  was  dry,  the  relation  between  pressure  and 
temperature  was  that  given  by  the  adiabatic  law,  P/yw  =  constant. 
The  index  of  r  in  this  equation  is  the  ratio  SjR  in  the  case  of  a 
perfect  gas,  and  is  constant  if  1$  is  constant.  Contrary  to  expecta- 


Blg.  7.  Piiton  Thermometer, 
tion,  the  value  of  the  index  n+  I  was  found  to  be  remarkably 
constant  for  steam,  and  to  be  very  little  affected  by  condensation 
on  the  walls,  or  by  leakage,  or  by  variation  of  pressure.  Leakage 
and  condensation  would  both  very  seriously  affect  the  value  of  the 
index  deduced  from  the  curves  shown  on  the  indicator  card, 
represented  by  P^V^*^  =  constant,  since  the  mass  would  not  remain 
constant.  But  neither  condensation  nor  leakage  had  much  effect 
on  the  pressure-temperature  relation,  because  the  thermometer 
showed  the  temperature  in  the  middle  of  the  cylinder  where  the 
change  was  practically  adiabatic.  The  constancy  of  the  index  was 
tested  by  a  special  series  of  observations,  in  which  the  ports  of  the 
cylinder  were  blocked  with  lead  to  prevent  leakage,  while  the 
cylinder  was  heated  with  steam  in  the  jacket  and  steam-chest. 
Under  these  conditions  it  was  possible  to  test  the  law  over  a  wide 
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range  of  pressure  and  temperature.  The  value  of  n  -f  1  found  in 
this  way  for  steam  was  13/8,  or  4-88.  Observations  were  also  taken 
with  air  in  the  cylinder  under  the  same  conditions  as  a  check  on 
the  performance  of  the  thermometer,  because  the  adiabatic  law 
was  known  for  air  with  a  fair  degree  ft  certainty.  The  thermometer 
was  automatically  compensated  for  conduction  along  the  leads  by 
connecting  a  short  loop  of  the  same  -001"  wire  to  the  ends  of  the 
compensating  leads,  as  shown  in  the  annexed  Fig.  7.  The  radiation 
error  was  checked  by  the  experiments  on  air,  and  found  to  be 
very  small  if  the  wire  was  clean.  The  method,  though  at  first  sight 
so  unpromising,  proved  to  be  the  most  accurate  (as  is  now  generally 
recognised),  for  measuring  the  adiabatic  index. 

26.  General  Type  of  Characteristic  Equation.  The  re- 
sult that  the  index  n  +  1  was  constant  for  steam  and  equal  to  18/8, 
fitted  extremely  well  with  the  view  that  S  was  constant  and  equal 
to  0-477,  because  'the  value  of  R  for  steam  is  '1101,  and  the  ratio 
S/R  is  4'88.  But  it  was  not  at  first  sight  obvious  how  the  index 
could  be  independent  of  the  pressure  for  an  imperfect  vapour,  when 
it  was  foimd  that  S  varied  so  widely  with  pressure.  It  was  shown, 
however,  by  theoretical  investigation,  that  this  property  would  be 
possessed  by  any  vapour,  however  imperfect,  provided  that  its 
intrinsic  energy  E  could  be  represented  by  the  expression 

E  =  anP  (V  -b)  +  B, (18)* 

where  b  and  B  are  constants.  It  was  also  found  that  the  character- 
istic equation  of  the  vapour  must  be  of  the  general  type 

oP  (F  -  b)IT  =  F  {PIT^+^),    (14) 

where  F  represents  any  arbitrary  function  of  the  argument 
(P/T**+^),which  remains  constant  in  adiabatic  expansion.  The  perfect 

♦  If  E=:anP(V-b)  +  B,  and  H=a{n  +  l)P{V -b)+abP  +  B,  it  foUows  that 
the  specific  heats  at  constant  pressure,  8p,  and  at  constant  volume,  Sy,  are 

Sp=a{n  +  l)P(dV/dT)p,  and  3y=an{V -b){dP/dT)„ (16) 

Bat  the  difference  Sp-S^is  given  by  the  well  known  expression  (Appendix  I, 

(45)), 

Sp-S„=aT  {dP/dT)„{dV/dT)p (17) 

We  thus  obtain  a  simple  differential  equation  for  T,  namely, 

T={n  +  l)P{dT/dP)y-n{V  -b)(dT/dV)p, (18) 

the  general  solution  of  which  is  (14),  as  given  in  the  text.  The  solution  may  be  put 
in  a  great  variety  of  forms,  since  it  involves  an  arbitraiy  function,  but  the  special 
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gas  is  a  special  case  in  which  the  function  F  is  constant  and  equal 
to  R,  but  this  does  not  satisfy  the  other  conditions  of  the  problem. 
The  solution  next  in  simpUcity  of  a  suitable  type  is  obtained  by 
taking 

aP{V  -  b)IT  =  R  +  KPIT^+'^ (15) 

where  R  is  the  constant  to  which  aP  {V  —  b)IT  approximates  when 
P  is  small,  and  K  is  another  constant  to  be  determined  by  observing 
the  deviations  from  the  ideal  state  as  the  pressure  increases.  It 
was  impracticable  in  the  case  of  steam  to  follow  the  methods 
adopted  in  the  case  of  gases,  of  observing  the  deviations  from 
Boyle's  law,  or  the  coefficient  of  expansion  and  the  pressure- 
coefficient.  Attempts  had  been  made  in  this  direction,  but  showed 
little  promise  of  leading  to  results  of  sufficient  accuracy.  It  was 
obvious  from  the  measurements  already  made  that  the  cooling- 
effect  C  was  roughly  independent  of  the  pressure,  as  Joule  and 
Thomson  had  found,  but  their  method  of  integration,  assuming 
S  constant,  was  inadequate  in  the  case  of  such  large  variations  of 
specific  heat  as  had  been  indicated  in  the  case  of  steam.  It  was 
accordingly  decided  to  repeat  the  throttling  experiments  with 
additional  precautions  in  order  to  test  the  possibility  of  this 
solution,  and  if  found  satisfactory,  to  deduce  the  value  of  the 
constant  K. 

27.    The    Differential    Throttling    Calorimeter.     The 

single  throttling  calorimeter  previously  employed  was  well  adapted 

form  (15),  given  in  the  text,  is  the  most  conyenient  for  the  purpose  for  which  it  is 
required. 

Further,  since  the  general  expression  (App.  I  (40)),  for  heat  received,  dQ,  is 

dQ=8j4T  -aT  {dV!dT)pdP, (19) 

it  follows  by  substituting  the  above  value  (16)  for  8p,  that  when  dQ=0,m  an  adia- 
batic  process,  we  must  have 

dP/P={n  +  l)dT/T,  which  gives  P/7^i= constant (20) 

By  expressing  dQ  in  terms  oi  S^,  we  similarly  obtain  (F -6)  T*^= constant,  or  by 
combining  the  two,  P(F  -&)/T= constant,  for  the  adiabatic  equation. 

These  thermodynamical  relations  are  more  fully  discussed  and  explained  in 
Appendix  I. 

Since  the  general  expression  for  the  variation  of  H  is,  App.  I  (14), 

dH=8dT-SCdP, 

the  assumption  that  8C  \a  a  function  of  the  temperature  only,  agreeing  with 
equation  (15)  or  (21),  gives  a  much  simpler  expression  for  H,  namely  equation  (24), 
than  the  assumption  that  C7  is  a  function  of  the  temperature  only,  as  made  by  Joule 
and  Thomson,  which  is  inconsistent  with  their  assumption  8  constant,  and  leads 
to  a  different  type  of  characteristic  equation,  as  shown  in  the  next  chapter,  §  39. 
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for  obtaining  the  differences  of  Hg  over  a  considerable  range  (as 
from  saturation  to  atmospheric  pressure),  required  in  the  previous 
experiments,  but  it  was  not  so  well  adapted  for  obtaining  values 
of  the  cooling-eifect  C  at  a  particular  point.  The  value  of  C  at  a 
particular  temperature  and  pressure  could  be  obtained  only  by 
successive  observations  (during  which  the  state  of  the  initial  steam 
might  vary),  or  by  differentiating  the  curves  of  constant  total  heat. 
Since  a  change  of  1  per  cent,  in  the  wetness  of  the  steam  produced 
a  change  of  about  10°  C.  in  the  temperature  observed  after  throttling, 
it  was  most  important  to  employ  a  differential  method  in  which  such 


Gauge  Po 


Gauge  F^ 


Exit. 
Throttles 

Fig.  8.  Differential  Throttling  Calorimeter. 

changes  were  automatically  eliminated.  This  was  effected  by  con- 
necting two  exactly  similar  calorimeters  (Fig.  8)  to  the  same  steam 
supply,  and  adjusting  the  terminal  pressures  p'  and  p"  by  inde- 
pendent valves  to  a  suitable  difference  p'  —  p"  read  on  a  differential 
gauge.  The  corresponding  difference  of  temperature  t'  —  t"  was 
read  with  a  differential  pair  of  platinum  thermometers.  From 
which  the  value  of  the  cooling-effect  C  =  {f  —  t")l(p'  —  p")  at  the 
mean  pressure  and  temperature  is  directly  obtained,  with  almost 
complete  elimination  of  errors  due  to  variation  of  wetness  or 
external  loss  of  heat.  The  calorimeters  were  made  of  thin  steel 
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tube,  and  each  was  well  lagged  and  drained,  and  doubly  jacketed 
with  its  own  exhaust,  so  that  a  steady  state  was  reached  in  about 
5  minutes  after  turning  on  the  steam.  This  apparatus  was  completed 
early  in  July  1897,  and  was  exhibited  to  several  members  of  the 
British  Association  on  the  occasion  of  their  visit  to  McGill  College, 
but,  owing  to  pressure  of  other  work,  the  observations  taken  with  it 
could  not  be  reduced  in  time  for  the  meeting  at  Toronto.  These 
were  supplemented  by  some  taken  by  the  fourth  year  students 
during  the  following  session,  and  showed  that  the  proposed  form 
of  characteristic  equation  (15)  afforded  a  satisfactory  solution  of 
the  difficulty*. 

28.  The  Coaggregation  Volume  c.  For  moderate  ranges 
of  pressure,  such  as  are  commonly  required  in  practice,  the  relation 
between  the  pressure,  volume,  and  temperature  of  a  gas  or  vapour 
may  most  conveniently  be  written  in  the  form 

F  -  fc  =  RTjaP  -  c (21) 

The  constant  R  is  the  limiting  value  of  the  ratio  aPVjT  in  mean 

*  The  main  reeults  of  these  experiments  were  included  in  the  original  paper 
(Proc.  R.  S.,  67,  p.  266,  1900,  referred  to  by  the  abbreviation  {R.  8.,  1900)  in  this 
work),  but  the  details  of  the  observations  and  apparatus  were  reserved  for  later 
communioations,  referred  to  {loc,  cit,  p.  268)  as  **the  papers  which  follow"  on  the 
''Differential  Throttling  Calorimeter,"  and  on  the  "Electrical  Method  of  Measuring 
the  Specific  Heat  of  Steam."  These  two  papers  were  not  published  in  the  Proceedings 
of  the  Royal  Society  as  originally  intended,  because  Prof.  Nicolson  was  then  making 
preparations  to  repeat  the  throttling  experiments  on  a  more  extended  scale  at 
Manchester,  and  did  not  wish  the  details  published  immediately.  He  also  intended 
to  work  out  a  new  set  of  Steam  Tables  based  on  the  author's  equations,  but  was 
ultimately  compelled  by  iU  health  and  overwork  to  abandon  both  of  these  intentions. 
The  experiments  on  the  specific  heat  of  steam  and  air  were  described,  and  the  ap- 
paratus exhibited,  at  meetings  of  the  Physical  Society  of  London  in  Oct.  and  Nov. 
1902,  aB  recorded  in  the  Minutes  of  Proceedings  for  those  dates;  but  the  papers 
themselves  were  not  published  in  exlenso,  because  the  author,  as  Honorary  Treasurer 
of  the  Society,  did  not  feel  justified  in  asking  the  Society  to  print  such  long  and 
elaborate  communications,  the  essential  results  of  which  had  already  been  published 
elsewhere.  These  papers  described  additional  experiments  by  improved  methods, 
and  confirmed  the  original  results,  giving  13/3  for  the  adiabatic  index,  or  the  ratio 
Sq/R,  which  was  accordingly  adopted,  in  place  of  Maxwell's  theoretical  value  4*5, 
in  the  revised  equations  for  steam,  published  in  the  Encyclopaedia  Britannicti,  1902, 
vol.  33,  articles  Thermodynamics  and  Vaporisation,  which  are  referred  to  in  this 
work  by  the  abbreviation  {E.  B.,  1902).  This  modification  was  found  to  give  improved 
agreement  with  experiment  for  all  the  properties  of  steam,  but  without  afifecting  the 
theory  or  the  general  character  of  the  conclusions.  Som^  further  details,  with 
diagrams  of  the  original  apparatus,  have  since  been  given  in  the  preface  to  a  paper 
by  J.  H.  Brinkworth,  B.Sc,  "On  the  Specific  Heat  of  Steam,"  Phil.  Trans.  R.  S., 
Series  A,  voL  215,  p.  383.  Confirmatory  results  for  the  ratio  8JR  were  obtained  by 
Makower,  and  given  in  the  Phil.  Mag.,  Feb.  1903,  p.  226. 
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calories  per  degree  when  the  pressure  is  small.  It  has  the  value 
0-11012  if  the  index  n  is  taken  as  10/3,  and  the  value  of  the  specific 
heat  Sq  at  zero  pressure  is  taken  as  0*4771 9.  These  values  agree 
sufficiently  well  with  the  experiments  on  the  specific  heat  and  the 
adiabatic  index,  and  also  with  the  conventional  values  of  the 
atomic  weights.  It  is  important  for  convenience  of  calcidation  that 
n  should  be  a  simple  fraction,  and  that  the  ratio  Sq/R  should  be 
exactly  equal  to  n  +  1,  but  the  absolute  values  cannot  be  deter- 
mined by  experiment  closer  than  1  in  1000,  The  values  of  the 
constants  R  and  Sq  when  expressed  in  mean  thermal  units  per  unit 
mass  per  degree  are  the  same  in  all  systems  of  units,  but  the 
reduction  factor  a  is  different  in  different  systems  (Chapter  II,  §  8). 
The  small  quantity  b  is  often  called  the  "covolume"  or  the 
"molecular  volume."  It  is  here  assumed  to  represent  the  volume 
occupied  by  imit  mass  of  the  substance  when  the  molecules  are 
practically  in  contact,  as  in  the  liquid  state.  It  is  so  small  in 
comparison  with  V  that  it  cannot  be  determined  with  accuracy 
by  experiments  on  the  vapour,  except  in  the  case  of  non-condensible 
gases  at  very  high  pressures.  It  is  therefore  taken  in  the  case  of 
water  as  being  equal  to  the  volume  of  the  liquid  at  0**  C.  We  thus 
obtain 

6  =  1  cu.  cm.  per  gram,  or  0-01602  cu.  ft.  per  lb. 

The  small  quantity  c  is  called  the  "  coaggregation  volume,"  and 
expresses  the  diminution  of  volume  produced  by  coaggregation 
or  pairing  of  molecules.  As  already  explained,  the  simplest  ex- 
pression that  can  be  selected  for  c  is 

c  =  q  (T^^)^ 

where  c^  is  the  value  of  c  at  some  standard  temperature  T^,  pre- 
ferably 100°  C.  or  878' 1°  abs.  The  value  of  c^  remains  to  be  deter- 
mined from  the  observations  on  the  cooling-effect  C,  which  also 
serves  as  a  subsidiary  verification  of  the  value  of  n. 

The  coaggregation  volume  c  affords  a  very  convenient  method 
of  expressing  the  deviations  of  all  the  properties  of  the  vapour 
from  the  state  of  ideal  gas,  representing  the  limiting  state  of  the 
vapour  at  zero  pressure.  All  the  experiments  hitherto  made  on 
gases  and  vapours  tend  to  confirm  the  conclusion  that  the  defect 
of  volume  c  —  b  from  the  ideal  volume  RT/aP  is  a  function  of  the 
temj)erature  only  to  a  first  approximation  at  low  pressures,  and 
can  be  represented  for  a  fairly  extended  range  of  temperature  by 
supposing  c  to  vary  inversely  as  some  power  n  of  T,  where  n  may 
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have  different  values  for  molecules  of  different  types.  There  is  no 
great  difficulty  in  calculating  the  deviations  from  the  ideal  state 
in  terms  of  c  for  other  assumptions  with  regard  to  the  variation 
of  c,  but  the  assumption  c  =^  c^  (TJT)^  suffices  for  most  practical 
purposes,  and  gives  the  following  simple  expressions: 

Defect  of  Volume,  F,  =  c  —  6. 

Defect  of  Energy,  E^  =  ancP. 

Defect  of  Entropy,  O,  =  ancPjT. 

Defect  of  Total  Heat,  H,    =  (a  (n  +  1)  c  -  a5)  P, 
Value  of  SC  ^a{n  +  l)c  —  ah. 

Value  of  S  -  SQ=^an{n-\-  1)  cPjT. 

Increment  o{G=T<I>-H,  =  a{c-b)P. 
Increment  of  log,  p,  =  a{c  —  b)  PjRT. 

These  give  very  simple  thermodynamical  relations  between  the 
various  properties,  and  are  greatly  to  be  preferred  to  any  of  the 
purely  empirical  formulae  commonly  employed.  The  two  last  are 
of  special  simplicity  and  importance,  since  they  are  independent  of 
the  assiunption  that  c  varies  as  T"**,  and  remain  true  for  any 
variation  of  c  provided  that  it  is  a  function  of  the  temperature  only. 
The  saturation  pressure  p  of  the  vapour  differs  from  that  of  an 
ideal  gas  by  a  factor  depending  only  on  the  ratio  of  the  defect  of 
volume  to  the  ideal  volume.  If  c  —  6  is  not  a  function  of  the  tem- 
perature only,  the  increment  of  G  is  represented  by  the  integral 
of  a  (c  —  h)  dP  at  constant  T,  which  is  readily  determined  on  any 
desired  hypothesis,  but  no  satisfactory  law  of  variation  of  c  or  6 
at  high  pressures  has  yet  been  discovered. 

In  the  case  of  steam  we  have  the  additional  simplification  that 
the  ratio  S^jR  is  equal  to  n  +  1,  to  a  close  approximation,  which 
has  the  effect  of  reducing  the  equation  of  the  adiabatic  to  the  same 
form  as  for  an  ideal  gas,  as  already  explained.  This  is  so  great  an 
advantage,  that,  even  if  it  were  not  so  accurately  true  as  it  appears 
to  be,  it  would  still  be  most  useful  in  practice. 

29.  Expressions  for  £,  H,  C  and  S.  Since  the  form  of  the 
characteristic  equation  has  been  chosen  to  satisfy  the  condition, 
found  experimentally,  that  the  index  (n  +  1)  is  constant  in  the 
adiabatic  expansion  of  dry  steam,  it  follows  that  the  Intrinsic 
Energy  E  can  be  represented  by  the  extremely  simple  expression, 
previously  given, 

E  =  anP  (F  -  6)  +  B,   (13) 

where  B  =  464*00  mean  calories  Centigrade  if  E  is  reckoned  from 
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the  state  of  water  at  0°  C.  This  expression  is  perfectly  general  for 
dry  steam,  whether  superheated  or  supersaturated,  and  includes 
the  intermediate  case  of  saturated  steam. 

The  corresponding  expression  for  the  Total  Heat  H  is  obtained 
by  simply  adding  aPV  to  the  expression  for  E,  since  H  =  E  +  aPV^ 

H^a(n+l)P{V  -h)  +  abP  +  B (22) 

This  equation,  when  inverted,  gives  a  very  useful  expression 
for  V  in  terms  of  H  and  P,  namely, 

V  ^^iH"  ByiSaP  +  lObjlS (28) 

The  numerical  values  of  the  constfints  in  different  systems  of  units 
are  given  in  the  Steam  Tables,  Appendix  III,  §  191. 

Both  E  and  H  are  readily  expressed  in  terms  of  P  and  T,  by 
substituting  F  —  6  =  RT/aP  —  c,  from  the  characteristic  equation, 
thus, 

E  =  nRT  -  ancP  +  B, 

ff  =  (n  +  1)  fiT  -  a  (n  +  1)  cP  4-  oiP  +  B. 

This  equation  may  also  be  written  in  the  form 

H  =  SoT-  SCP  +  P,    (24) 

where  SC  represents  the  product  of  the  specific  heat  S  and  the 
cooling-effect  C  at  a  temperature  T  and  pressure  P.  Sq  is  the 
limiting  value  of  S  at  zero  pressure,  which  is  taken  as  constant 
and  equal  to  (n  +  1)  P. 

The  values  of  H  for  dry  saturated  steam  are  obtained  by  sub- 
stituting for  P  the  value  of  the  saturation  pressure  p  corresponding 
to  the  temperature,  together  with  the  appropriate  value  of  c.  The 
values  thus  obtained  for  J5f ,  are  represented  by  the  curve  in  Fig.  4, 
and  have  already  been  verified  by  comparison  with  direct  experi- 
ments on  the  total  and  latent  heats.  It  might  be  supposed  at  first 
sight  that  the  formula  for  Hgy  since  it  involves  p  as  well  as  T,  is 
unnecessarily  compUcated,  as  compared  with  empirical  formulae 
giving  Hg  directly  as  a  function  of  T.  But  it  is  more  convenient 
in  practice  to  retain  p  expUcitly  in  the  formula,  since  the  saturation 
value  of  H  is  merely  a  special  case  of  the  general  expression,  and 
p  is  always  known. 

The  general  expression  for  the  specific  heat  S  at  constant  pres- 
sure, namely  (dHldT)j,,  is  immediately  obtained  by  differentiating 
the  expression  for  H  with  regard  to  T  under  the  condition 
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P  =  constant.  Remembering  that  c  =  c^  {TJT)\  we  observe  that 
(dc/dT)  =  -  nc/T.   Whence 

S  =  {dHldT)j,  =  (n  +  1)B  +  an{n  +  l)cP/T  =  iSo  +  an  (n  +  l)cP/r. 

(25) 

The  limiting  value  of  the  specific  heat  Sq  at  zero  pressure  must 
be  constant  and  equal  to  (n  •}-  1)  R,  if  n  is  constant.  The  small 
term  involving  c  expreisses  the  complete  variation  with  pressure 
at  different  temperatures.  It  will  be  seen  that  this  term  remains 
constant,  when  P/r»»+i  is  constant,  in  adiabatic  expansion. 

The  value  of  (dHjdP)  when  T  is  constant,  is  equal  to  —  iSC, 
by  the  definition  of  the  cooling-effect  C.  Differentiating  the  ex- 
pression for  H  with  regard  to  P  at  constant  temperature,  we  obtain 
the  equation  for  SCy 

SC  ==  -  {dH/dP)j,  =  a  (n  +  1)  c  -  oi (26) 

This  equation  shows  that  the  cooling-effect  C  should  not  be  quite 
independent  of  the  pressure  at  constant  temperature,  but  should 
diminish  shghtly  as  P  increases  in  consequence  of  the  increase  of 
S  with  pressure.  The  value  of  c  may  be  deduced  from  this  equation 
if  C  is  known  for  any  given  P  and  T, 

30.  Relation  between  C  and  c.  Substituting  for  i$  its  value 
in  terms  of  c,  the  last  equation  (26)  may  be  employed  to  find  C 
in  terms  of  c  or  vice  versa. 

c  =  (RC/a  +  b/in  +  !))/(!  -  nCP/T), (27) 

C  =  {c-  b/{n  +  l))l(Rla  +  ncP/T) (28) 

Since  6/(n  +  1)  is  very  small,  C  is  very  nearly  proportional  to  c 
at  low  pressures,  so  that  both  may  be  taken  to  vary  inversely  as 
the  same  power  n  of  the  temperature  T  to  a  close  approximation. 
For  the  same  reason,  the  ratio  of  C  to  c  is  nearly  constant  along  an 
adiabatic  at  all  pressures,  since  ncP/T  is  constant.  The  constant 
6/(n  +  1)  is  '0037  cu.  ft./lb.  which  is  less  than  1  per  cent,  of  c  at 
100°  C.  The  constant  R/a  is  the  same  as  that  in  the  equation  for 
the  volume  F,  and  has  the  value  1 '07061  when  P  is  in  Ibs./sq.  in. 
and  V  in  cu.  ft.  per  lb.  Thus  the  cooling-effect  C  in  °  C.  per  lb. 
pressure  is  of  nearly  the  same  order  of  numerical  magnitude  as  c 
measured  in  cu.  ft./lb.,  namely  C  =  0-371°  C.  per  lb.  at  1  atmo- 
sphere and  100°  C.  where  c  =  0-4213  cu.  ft.  per  lb. 

The  values  of  C  obtained  with  the  differential  throttling  calori- 
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meter  were  employed  to  calculate  corresponding  values  of  c  at  the 
mean  points  of  each  experiment.  The  values  deduced  for  the  con- 
stant Ci  at  100°  C.  agreed  very  closely  when  calculated  from  those 
of  c  at  different  pressures  and  temperatures,  showing  that  the  adia- 
batic  index  correctly  expressed  the  variation  with  temj)erature. 
The  agreement  was  not  quite  so  good  with  n  =  8*5  for  the  index, 
but  was  almost  within  the  limits  of  error  of  experiment.  The  value 
given  for  the  constfint  c^  with  the  index  n  =  8-5  in  the  original 
paper  (R,  S.  1900)  was  26-50  cu.  cms.  per  gm.  at  100°  C.  This  was 
reduced  to  26-80  by  changing  the  index  to  n  =  10/8.  The  change 
is  small,  because,  as  already  remarked,  the  ratio  c/C  is  nearly 
independent  of  n  at  low  pressures.  The  value  of  c  at  160°  C,  was 
increased  by  nearly  the  same  amount,  the  value  at  180°  C.  re- 
maining unchanged.  The  corresponding  value  at  100°  C.  when 
expressed  in  cubic  feet  per  pound,  or  in  cubic  metres  per  kilo  as 
employed  in  practice,  is 

Ci  (at  100°  C.)  =  0-4218  cu,  ft./lb.  =  002680  cu.  m./kg. 

The  coaggregation  volimie  c,  being  a  function  of  the  temperature 
only,  is  very  easily  calculated  and  tabulated.  The  same  remark 
appUes  to  the  simple  functions  SC  =  a(n+l)c  —  a^,  and 
Z  =  anc/T^  which  are  required  for  the  total  heat  and  cooling-effect, 
and  for  the  entropy  and  specific  heat  respectively.  These  are 
included  in  Table  I,  Steam  Tables,  Appendix  I. 


CHAPTER  IV 


THE  COOLING-EFFECT  C 

31.   Experimental  Values  of  C  by  the  Differential 

Method.  The  following  are  some  of  the  values  of  the  cooling-effect 
C  observed  with  the  differential  throttling  calorimeter  by  Prof. 
Nicolson  and  the  author  in  July,  and  by  the  fourth  year  students 
at  McGill  College  during  the  winter  session  of  1897.  Each  value 
represents  the  mean  of  ten  readings  of  the  temperature  and  pressure 
differences.  Most  of  the  observations  were  taken  between  150® 
and  120®,  and  between  15  and  50  lbs.  pressure.  It  was  more  difficult 
to  get  observations  at  higher  temperatures  and  pressures.  Those 
given  in  the  table  have  been  selected  so  as  to  cover  the  experi- 
mental range  as  evenly  as  possible. 

V 

Table  I.   Observations  of  the  Cooling-Effect  C 


tm 

^m 

r-r 

P'^P" 

C 

c(ob6.) 

c(calo.) 

179-2 

120-4 

2-33 

13-3 

0176 

0-224 

0-222 

176-3 

94-6 

3-66 

19-6 

0-182 

0-228 

0-228 

166-2 

76-2 

3-30 

16-6 

0-200 

0-246 

0-244 

160-4 

60-3 

3-20 

161 

0-212 

0-266 

0-266 

163-3 

431 

2-62 

10-9 

0-231 

0-272 

0-270 

149-0 

26-2 

4-31 

17-7 

0-243 

0-278 

0-279 

146-2 

30-4 

4-90 

19-6 

0-260 

0-289 

0-288 

140-3 

19-2 

2-68 

10-2 

0-263 

0-298 

0-300 

134-8 

30-2 

6-61 

20-4 

0-270 

0-314 

0-313 

130-6. 

30-3 

616 

18-4 

0-280 

0-326 

0-325. 

124-2 

20-6 

310 

10-4 

0-298 

0-341 

0-342 

118-7 

20-4 

3-07 

9-7 

0-316 

0-362 

0-368 

The  mean  temperature  and  pressure  of  each  observation  are 
denoted  by  t^  and  P^  respectively.  They  do  not  affect  the  cal- 
culation of  c  from  C  except  in  the  small  correction  term  nCP/T, 
The  column  headed  c  (obs.)  represents  the  values  of  c  obtained 
from  those  of  C  by  the  formula  already  given.  The  column  headed 
c  (calc.)  represents  the  values  of  c  corresponding  to  the  temperature 
t^,  calculated  by  the  formula  c  =  q  (TJT^)^.  The  agreement  of 
the  observed  and  calculated  values  is  seen  to  be  within  1  per  cent., 
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which  is  good  considering  the  nature  of  the  observations.  The 
values  of  the  cooling-effect  C  are  here  expressed  in  degrees  Centi- 
grade drop  of  temperature  for  a  drop  of  1  lb.  per  sq.  in.  in  the 
pressure.  The  corresponding  values  of  c  are  in  cubic  feet  per  pound. 

32.  Correction  for  External  Heat-Loss.  It  is  most  im- 
portant in  throttling  experiments  to  reduce  the  external  heat-loss 
to  a  minimum,  because  any  loss  of  heat  with  superheated  steam 
will  lower  the  temperature  and  make  the  observed  cooling-effect 
too  large.  It  is  also  most  important  to  avoid  conduction  of  heat 
through  the  throttle  from  the  high  pressure  steam.  These  objects 
were  approximately  attained  by  using  a  thin  steel  tube  for  the 
throttle,  and  by  doubly  jacketing  the  calorimeter  with  its  own 
exhaust,  as  indicated  in  Fig.  5,  in  addition  to  external  lagging.  The 
residual  error  was  further  reduced  in  the  differential  method,  by 
taking  the  difference  of  temperature  between  two  similar  calori- 
meters at  slightly  different  pressiu-es.  The  differential  apparatus 
afforded  a  ready  means  of  determining  the  residual  correction.  With 
this  object  the  throttle  tubes  were  made  interchangeable,  and  tubes 
of  different  bores  were  employed,  so  that  the  temperatures  could 
be  observed  under  similar  conditions  with  different  currents  of 
steam  in  the  two  calorimeters.  By  observing  the  difference  of 
temperature  when  the  current  of  steam  was  reduced  in  one  of  the 
calorimeters  by  fitting  a  smaller  throttle,  and  the  pressures  were 
adjusted  to  equality,  the  external  loss  of  heat  could  be  readily 
deduced,  from  the  observed  values  of  the  steam  currents.  A  series 
of  observations  taken  on  this  principle  in  the  neighbourhood  of 
800°  F.,  by  the  senior  demonstrator  Mr  H.  M.  Jaquays  in  the 
Engineering  Laboratory  at  McGill  College  during  Nov.  and 
Dec.  1897,  showed  that  the  required  temperature  correction  was 
inversely  proportional  to  the  steam  current  (as  would  naturally 
be  the  case)  and  might  amount  to  5  or  10  per  cent.,  according  to  the 
conditions  of  flow,  with  a  single  calorimeter,  when  the  current  of 
steam  was  at  the  rate  of  1  pound  per  minute.  A  suitable  correction 
was  accordingly  applied  to  the  observations  with  the  single  calori- 
meter, which  gave  too  large  a  value  of  the  cooling-effect  if  the 
correction  were  omitted.  With  the  differential  apparatus  the 
correction  was  found  to  be,  if  anjrthing,  in  the  opposite  direction, 
since  the  calorimeter  at  the  lower  temperature  had  the  smaller 
heat-loss;  but  the  correction  was  so  nearly  eliminated  by  the 
differential  method  as  to  be  of  the  same  order  as  the  accidental 
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errors  of  observation.  Since  the  correction  cannot  be  completely 
eliminated  by  lagging  or  jacketing,  it  would  appear  possible  that 
the  slightly  larger  values  of  the  cooling-effect  obtained  by  other 
observers,  who  have  not  employed  the  differential  method,  may 
be  attributed  to  external  heat-loss. 

33.   To  Find  the  Total  Heat  of  Steam  by  Throttling. 

As  already  explained,  the  method  adopted  to  find  the  initial  value  of 
the  total  heat  of  wet  steam  by  the  aid  of  the  throttling  calorimeter 
(when  Regnault's  values  of  the  coefficients  had  been  proved  to  be 
erroneous)  was  to  construct  a  table  of  the  values  of  the  total  heat 
of  superheated  steam  at  atmospheric  pressure,  deduced  from  those 
of  the  specific  heat  at  atmospheric  pressure  obtained  by  the  con- 
tinuous electric  method.  The  values  of  the  specific  heat  obtained 
in  this  way  in  'the  first  experiments  were  found  to  diminish  from 
•50  to  -49  with  rise  of  temperature  from  100®  to  160**  C,  and  gave 
results  for  the  total  heat  practically  identical  with  those  in  the 
following  table. 

Table  II.  Values  of  Total  Heat  of  Superheated  Steam  at 

Atmospheric  Pressure. 

Tempera- 
ture Single  degrees  Centigrade 

C.        F. 


200° 
190° 
180° 
170° 


392° 
374° 
366° 
338° 


C 


6* 


8' 


9° 


160°  320' 


160° 
140° 
130° 
120° 
110° 
100° 


302° 
284° 
266° 
248° 
230° 
212° 


688-63  8901  89-60  89-99  90-48  90-96  91-46  91-94  92-42  92-91 

683-66  84-14  84-63  86-12  86-60  86-09  86-68  87-07  87-56  88-04 

678-79  79-27  79-76  80-26  80-74  81-22  81-71  82-20  82-68  83-17 

673-91  74-40  74-88  76-37  76-86  76-36  76-83  77-32  77-81  78-30 

669-01  69-60  69-99  70-48  70-97  71-46  71-96  72-44  72-93  73-42 


664-10 
669-18 
664-24 
649-29 
644-31 
639-30 

0° 


64-60 
69-68 
64-73 
49-78 
44-81 
39-81 

1-8° 


6609 
60-17 
66-23 
60-28 
46-31 
40-31 


66-68 
60-66 
56-72 
50-77 
46-80 
40-81 


66-07 
61-16 
66-21 
61-27 
46-30 
41-31 


66-66 
61-66 
66-71 
61-76 
46-80 
41-81 


6706 
62-14 
67-20 
62-26 
47-30 
42-31 


67-64 
62-63 
67-70 
62-76 
47-80 
42-81 


68-03 
63-12 
68-19 
63-26 
48-29 
43-31 


68-62 
63-61 
68-69 
63-74 
48-79 
43-81 


3-6°      6-4°    7-2°     9-0°     10-8°  12-6°    14-4°  16-2° 
Degrees  and  decimals  Fahrenheit 


By  observing  the  temperatiu-e  i'*  of  the  steam  when  throttled 
to  atmospheric  pressure,  the  total  heat  of  the  throttled  steam,  and 
therefore  of  the  initial  steam,  is  immediately  given  by  reference  to 
the  table.  The  observed  temperature  i"  requires  careful  correction 
for  thermometric  errors,  especially  stem-exposure,  if  mercury 
thermometers  are  employed.  It  should  also  be  corrected  for 
external  heat-loss,  which  is  most  easily  done  by  using  a  differential 
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calorimeter  with  a  double  throttle  tube  on  one  branch,  so  that  the 
current  through  one  side  is  double  that  through  the  other.  The 
difference  of  temperature  when  hath  are  at  atmospheric  pressure, 
gives  the  correction  to  be  added  to  the  higher  reading.  The  method 
is  perfect  so  far  as  the  sample  taken  is  concerned,  but  it  is  important 
to  make  sure  that  the  sample  taken  is  a  fair  sample  of  the  main 
steam  supply  to  the  engine  under  test.  The  method  has  the  ad- 
vantage of  applying  equally  to  wet  steam  or  superheated  steam, 
provided  that  the  total  heat  is  not  outside  the  limits  of  the  table. 

34.   Curves  of  Constant  H  on  the  PT  Diagram.  The 

general  results  of  the  application  of  the  Joule-Thomson  method 
to  steam  are  best  represented  graphically  by  drawing  the  curves 
of  constant  total  heat  on  the  pressure-temperature  diagram  as 
shown  in  Fig.  9,  in  which  the  pressure  in  lbs.  per  sq.  in.  abs.  is 
taken  as  abscissa,  and  the  temperature  in  degrees  Centigrade  as 
the  ordinate.  The  full  lines  shown  in  the  figure,  extending  from  the 
line  of  zero  pressure  to  the  saturation  curve,  are  lines  of  constant 
total  heat  calculated  by  the  author's  formulae,  based  on  the  ex- 
periments with  the  differential  throttling  calorimeter,  and  on  the 
measurements  of  the  specific  heat  of  steam  at  atmospheric  pressure. 
The  dotted  lines  marked  Pa,  Gl,  and  Gsll,  represent  the  highest 
series  of  observations  made  by  Peake,  Grindley  and  Griessmann, 
respectively,  who  traced  the  lines  of  constant  H  by  keeping  the 
initial  state  as  constant  as  possible  while  the  steam  was  throttled 
to  various  lower  pressures  in  succession.  These  are  seen  to  corre- 
spond as  closely  as  could  be  expected  with  each  other  and  with 
the  theoretical  curves. 

The  dotted  lines  TT  and  ZZ  in  the  figure,  are  calculated  from 
the  characteristic  equations  of  Tumlirz  and  Zeuner,  respectively, 
which  were  most  commonly  employed  in  1900,  and  for  some  years 
later,  in  expressing  the  properties  of  steam.  These  curves  are 
seen  to  be  of  a  different  type,  and  do  not  show  a  satisfactory 
correspondence  with  experiment. 

According  to  Zeimer  {Zeit.  Ver.  Deut.  Ing.  xi,  p.  41,  1867)  the 
properties  of  steam  are  represented  by  the  characteristic  equation 

PV  =  50'9SST  -  192-5P*  (1) 

where  P  is  the  pressure  in  kilograms  per  square  metre,  and  V  the 
specific  volume  in  cubic  metres  per  kilogram,  so  that  PV  is  in 
kilogrammetres.  This  equation  requires  that  the  value  of  the 

as.  5 
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product  SCy  deduced  from  111(8),  should  be  192-5^P"*,  and 
should  be  independent  of  the  temperature.  It  follows  by  III  (12) 
that  S  must  be  independent  of  the  pressure,  but  may  be  any 
function  of  the  temperature.  Zeuner  assumed  S  constant  and 
equal  to  0-4805,  with  A  =  1/424,  so  that  C  =  0-945P"*,  which  is 
always  the  same  at  the  same  pressure,  and  becomes  infinite  at 
P  =  0.  The  numerical  value  of  C  at  a  pressure  of  1  kg./sq.  cm. 
(10,000  kg./sq.  m.)  is  9*45**  C.  per  atmosphere  (1  kg./sq.  cm.)  in 
(K.M.C.)  imits.  Similarly  at  P  =  16  kg./sq.  cm.  we  have  C  =  9*45/8 
(K.M.C.). 

The  equation  of  a  Une  of  constant  total  heat  is  obtained  by 
integrating  CdP  =  dT  at  constant  H.  If  C  =  9-45P ""  i,  as  in  Zeimer's 
equation,  we  thus  obtain  for  a  line  of  constant  H  starting  from  Tq 
atP  =  0 

T-Tq  =  87-8P*  (K.M.C.)  =  19-46Pi  (F.P.C.). 

The  dotted  Une  ZZZ  in  Fig.  9  represents  such  a  line  starting  from 
Tq  =  395°,  or  Iq  =  122°  C.  According  to  this  equation  the  lines 
of  constant  H  are  all  exactly  similar  to  ZZZ,  e.g.  the  line  starting 
from  100°  C.  would  be  obtained  by  simply  shifting  the  curve  down 
through  22°  C.  The  values  of  C  are  of  the  right  order  of  magnitude 
at  average  pressures  and  temperatures  such  as  P  =  50  lbs.  and 
t  =  150°  C,  but  the.  curves  are  evidently  of  the  wrong  type. 

The  characteristic  equation  of  Tumlirz  (Sitz.  Akad.  Wien^  II  a, 
p.  1058,  1899),  may  be  put  in  the  numerical  forms 

V  =  000467r/P  -  0008402  (K.M.C.)  =  lOrT/P  -  01846  (F.P.C.). 

(2) 

According  to  this  equation,  the  defect  of  V  from  the  ideal  value  is 
constant  and  equal  to  0-0084  cb.  m./kg.,  which  is  about  three 
times  too  small  at  100°  C.  The  product  SC  is  also  constant  and 
equal  to  0-0084-4  kilocalories  per  unit  pressure-drop  of  1  kg./sq.  m., 
or  to  0-197  per  atmosphere  (K.M.C).  The  specific  heat  is  inde- 
pendent of  the  pressure,  but  may  be  any  function  of  the  tempera- 
ture. Tumlirz  assumed  S  constant  and  equal  to  0-48,  which  gives 
C  =  0-197/0-48  =  0-412°  C.  for  a  pressure-drop  of  1  kg./sq.  cm. 
at  any  point  of  the  diagram.  According  to  the  equation  of  Tujnlirz, 
the  lines  of  constant  H  are  parallel  straight  lines  with  a  slope 
C  =  0-412°  (K.M.C.),  or  0-029°  (F.P.C.),  as  indicated  in  the  figure 
by  the  dotted  lines  marked  TT,  which  have  evidently  much  too 
small  a  slope  to  agree  with  experiment. 

According  to  the  author's  theory,  the  cooUng-effect  is  a  function 
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of  both  temperature  and  pressure,  but  the  curves  of  constant  H  are 
readily  drawn  by  putting  H  constant  in  the  general  expression  for 
H  given  by  equation  (24)  of  Chapter  III.  Puttmg  H  =  SqTq  +  B, 
we  thus  obtain 

So{t-to)  =  SCP,   (8) 

where  <q  is  the  temperature  at  which  the  line  considered  cuts  the 
vertical  axis  P  =  0,  and  is  given  by  (H  —  B)ISq  —  278,  in  terms  of 
the  value  of  H  for  the  line  considered. 

It  is  very  easy  to  draw  the  lines  of  constant  total  heat  with  the 
aid  of  this  equation  by  taking  the  values  otSC,  given  for  each  10**  C. 
in  Table  I,  and  also  in  Table  IV  of  the  Steam  Tables,  Appendix  III. 
If  it  is  desired  to  draw  the  line  passing  through  any  arbitrary  point 
P'T,  the  corresponding  value  of  S'C  must  be  found  by  inter- 
polation, and  the  equation  becomes  for  dry  steam, 

So  {t  -  t')  =  SCP  -  S'C'P\   (4) 

where  t'  is  the  Centigrade  temperature  corresponding  to  T'  abs. 
It  is  easy  to  calculate  P  by  the  aid  of  this  equation  for  any  given 
value  of  U 

If  on  the  other  hand,  the  initial  temperature  and  pressure  t\ 
P'  are  given  and  it  is  required  to  find  the  final  temperature  i" 
when  the  steam  is  throttled  to  a  given  pressure  P",  it  is  necessary 
to  proceed  by  interpolation,  as  in  the  following  example: 

Example.  If  the  initial  state  is  given  as  178  lbs.  at  187-2°  C, 
find  the  temperature  after  throttling  to  atmospheric  pressure. 

At  P'  =  178  lbs.;  f  =  187-2°  C.  S'C  (interpolated)  =  0-0915, 
S'C'P'  =  15-82. 

At  P"  =  14-7 lbs.;  r  =  150°  (trial);  iS'T"  =  0-12187  (table); 
S"C"P"  =  1-80,  whence  t'-  t"  =  (15-82  -  l-80)/0-4772  =  29-4°. 
t"  =  157-8°  C. 

If  r  -  160°  (trial),  S"C"=  0-11256  (table);  S"C"P"  =  1-64, 
whence  ^"-  157-5°. 

The  required  answer  is  evidently  157-6°  C.  The  trial  value 
assumed  for  t"  makes  very  little  difference  if  the  pressure  P"  is 
low.  The  value  of  t"  first  obtained  will  be  a  good  approximation, 
and  will  show  how  much  the  trial  value  was  too  high  or  too  low.  The 
approximation  is  so  rapid,  that  a  second  trial  is  seldom  required. 

If  the  steam  is  throttled  to  atmospheric  pressure,  a  convenient 
method  is  to  find  the  initial  value  of  the  total  heat  in  the  Steam 
Tables,  from  Table  III  (H),  or  Table  IV,  and  then  find  the  tem- 
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perature  giving  the  same  value  of  H  at  atmospheric  pressure  from 
Table  II  of  this  chapter  for  each  1**  C. 

The  value  of  the  cooling-effect  at  the  mean  temperature  and 
pressure  of  any  range  is  found  approximately  by  dividing  the 
value  of  iSC  at  the  mean  point  by  the  value  of  iS  near  the  same  point 
taken  from  Table  IV  of  the  Steam  Tables.  In  an  experiment  in 
which  P',  t\  P'\  t"  are  the  observed  quantities,  the  observed  mean 
cooling-effect,  C  =  (f-  f')/{P'-  P"),  may  most  easily  be  verified 
in  this  way. 

35.   Results  of  other  Observers.  Curves  of  constant  total 

heat  on  the  PT  diagram  were  first  exhibited  in  the  manner  shown 


200 


50   lbs.  100  150  200 

Fig.  9.  Lines  of  oonstant  H.    PT  diagram. 

in  Fig.  9,  by  Grindley  {Phil.  Trans.  A,  194,  p.  1)  to  represent  the 
results  of  his  experiments  by  the  throttling  method.  Each  curve 
was  obtained  by  keeping  the  initial  pressure  of  the  saturated  steam 
as  nearly  constant  as  possible,  and  observing  the  temperatures 
after  throttling  to  various  lower  pressures.  Values  of  the  specific 
heat  were  deduced  by  assuming  Regnault's  formula  for  the  total 
heat  of  saturated  steam.  Taking  any  pair  of  curves,  the  difference 
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of  total  heat  H'—  H"  is  on  this  assumption  equal  to  0-805  multi- 
plied by  the  difference  of  initial  temperatures  (<,'—  t^")  of  the 
saturated  steam.  The  specific  heat  at  any  constant  pressure  is 
the  difference  H'—  H"  divided  by  the  difference  of  temperature 
{f!  —  i'*)  between  the  two  curves  at  the  required  pressure. 

S  =  0-805  (V-  WW-  n ...(5) 

The  values  of  S  calculated  by  Grindley  in  this  way  showed  a 
rapid  increase  with  temperature,  but  appeared  to  be  nearly  inde- 
pendent of  the  pressure.  The  product  SC  appeared  to  be  nearly 
constant  at  all  temperatures  and  pressures  within  the  experimental 
range.  This  led  to  a  characteristic  equation  of  the  same  form  as  that 
of  Tumlirz,  but  with  quite  a  different  value  of  the  constant,  namely, 

aPV  =  RT-  0-2817P  (F.P.F.)  ==  RT  -  0-1565P  (F.P.C.) 

or   F  =  RT/aP  -  1-522  (F.P.F.  or  C.)  =  RT/aP  -  00950  (K.M.C.), 

where  the  coefficient  of  P  is  the  constant  value  of  SC  on  either 
system.  The  defect  of  volume  given  by  this  equation  is  about 
six  times  too  large  at  150**  C. 

It  is  evident  that  an  equation  of  this  type,  with  S  variable,  can 
be  fitted  fairly  well  to  the  throttling  curves,  but  the  values  of  S 
required  do  not  agree  with  direct  experiments  on  the  specific  heat. 
It  is  easy  to  calculate  the  values  of  S  and  C  on  this  hypothesis  by 
the  equation  (see  §  28) 

(dH/dT),  =  0-805  =  S  -  SC  {dpjdt) (6) 

since  both  S  and  C  must  be  independent  of  the  pressure.  We  thus 
obtain 

Table  III.  Values  of  S  and  C  by  Grindley's  Equation. 


Temp.  Cent. 

100° 

120** 

140° 

1-488 
0-538 
0-291 

160°        180°    .    200° 

i 

220° 

6-290 
1-289 
0121 

240° 

dpidt,  lbs./°  C. 
S,  cals./^  C. 
C,  °  C/lb. 

0-525 
0-387 
0-404 

0-914 
0-448 
0-349 

2-284     3-335 
0-662     0-827 
0-236     0189 

4-675 
1-037 
0-151 

8-175 
1-584 
0099 

The  values  of  C  are  in  fairly  good  agreement  with  experiment, 
but  S  cannot  be  so  low  as  0-887  at  100®  C,  or  so  high  as  1-037  at 
200**  C. ;  and  there  is  very  strong  evidence  that  S  is  not  independent 
of  the  pressure.  Grindley  did  not  actually  make  this  calculation,  but 
it  is  fairly  deducible  from  his  equation  and  data  (see  R,  S.  1900,  67, 
p.  279). 
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Grindley  endeavoured  to  eliminate  external  loss  of  heat  by 
surrounding  his  throttling  chamber  with  a  massive  east-iron  jacket 
containing  saturated  steam,  the  pressure  of  which  was  adjusted  by 
the  aid  of  an  auxiliary  thermo-couple  to  give  the  same  temperature 
as  that  of  the  throttled  steam,  a  method  suggested  by  Prof.  Osborne 
Reynolds.  The  objection  to  this  method  was  that  it  took  a  long 
time  (2  or  3  hours)  to  reach  a  steady  state,  which  is  a  serious  matter 
when  observations  have  to  be  taken  successively  at  different  pres- 
sures and  temperatures.  Grindley's  longest  curve  is  shown  in  the 
preceding  figure,  marked  Gl.  It  has  a  slightly  steeper  slope  than 
the  author's,  which  may  possibly  be  explained  by  the  fact  that 
his  initial  steam  was  always  slightly  wet,  or  that  his  method  of 
eliminating  the  heat-loss  was  less  effective  than  the  differential 
method.  The  average  values  of  the  cooling-effect  for  each  of  his 
six  cuirves  of  constant  H^  are  most  readily  compared  with  the 
author's  by  calculating  the  value  of  <o  ^^  ^^^^  pressure  for  each  curve 
by  equation  (8)  as  in  the  following  table. 

Table  IV.  Temperature  t^  at  zero  pressure  from 
Grindley's  Throttling  Curves. 


Number  of  Curve 

(1) 

(2) 

(3) 

(4) 

(5) 

(6) 

to  observed  (Grindley) 
^  calc.  (Callendar) 
„      „    (Zeuner) 
„      „    (Tumlirz) 

151-7 
154-2 
114-6 
1800 

142-2 
143-8 
112-4 
163-8 

127-8 

128-9 

86-5 

142-5 

122-8 

123-0 

80-5 

134-7 

113-9 

114-3 

73-0 

123-6 

105-0 

r05-7 

651 

112-6 

The  results  are  evidently  incompatible  with  the  equations  of 
Zeuner  or  Tumlirz,  but  the  general  agreement  with  the  author's 
equation  is  good,  apart  from  the  small  systematic  difference  already 
explained. 

Grindley  employed  an  orifice  in  a  thick  glass  plate  as  a  throttle, 
which  gave  some  trouble  in  fitting,  and  frequently  cracked,  but 
probably  served  fairly  well  to  prevent  excessive  conduction  of  heat 
from  the  high  pressure  side  to  the  throttled  steam. 

36.   Results  of  Griessmann  and  of  Peake.   Griessmann 

{Ver.  Devi,  Ing.  47,  p.  1852,  1908),  who  repeated  Grindley's  ex- 
periments at  Dresden  under  Prof.  Molher,  employed  a  porous  plug 
of  the  Joule-Thomson  type,  consisting  of  layers  of  canvas,  embedded 
in  a  thick  block  of  wood  for  heat  insulation.   His  highest  curve, 
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marked  Gsll,  is  shown  in  Fig.  9  dotted.  It  happens  to  fall  very 
nearly  on  one  of  the  author's  curves  from  150°  to  179°,  but  has  a 
slightly  greater  curvature.  All  Griessmann's  lines  of  constant  H 
are  more  highly  curved  than  those  of  the  other  observers,  indicating 
a  more  rapid  increase  of  C  with  fall  of  temperature  and  pressure. 
A  large  block  of  porous  non-conductor,  like  wood,  has  a  consider- 
able thermal  capacity  and  a  very  awkward  kind  of  memory.  It 
is  also  liable  to  become  damp  when  exposed  to  saturated  steam, 
and  the  evaporation  of  the  moisture  involves  great  loss  of  heat 
when  the  pressure  is  reduced.  This  affords  a  possible  explanation  of 
the  many  low  points  shown  on  his  curves,  and  the  systematic 
tendency  to  excessively  high  values  of  C  at  low  pressures. 

Griessmann  reduced  his  observations  on  much  the  same  lines 
as  Grindley.  Taking  Regnault's  value  for  {dHjdT)^,  namely  0-805, 
he  found  a  similar  variation  of  S  with  temperature.  He  also  found 
that  the  product  SC  was  nearly  independent  of  the  temperature  at 
constant  pressure,  indicating  that  S  was  independent  of  the  pressure, 
as  in  2ieuner's  equation.  He  thus  obtained  a  form  of  characteristic 
equation  similar  to  Grindley's,  but  with  this  difference,  that  SC 
varied  slightly  with  the  pressure.  The  values  found  for  SC  ranged 
from  about  2*20  (K.M.C.)  at  1  kg./sq.  cm.  to  1*80  at  5  kg.  The  values 
of  the  volume  deduced  from  this  equation  showed  fair  agreement 
with  Zeuner's.  Griessmann's  main  conclusion  was  that  Zeuner's 
equation  was  accurate  over  the  experimental  range;  but  he  does 
not  appear  to  have  noticed  that  Zeuner's  equation  requires  a 
very  different  variation  of  SC^  namely  from  4-50  (K.M.C.)  at 
1  kg./sq.  cm.  to  0-564  at  16  kg. 

Peake  {Proc.  R.  S,  76,  p.  185, 1905)  employed  a  perforated  mica 
disc  as  throttle,  and  jacketed  the  calorimeter  with  its  own  exhaust. 
His  curves  of  constant  £f ,  one  of  which,  marked  Pa,  is  shown  in 
Fig.  9,  were  all  very  nearly  straight  lines.  This  would  indicate  that 
C  remains  nearly  constant  at  constant  Hy  or  that  the  increase  of 
C  with  fall  of  temperature  is  nearly  compensated  by  a  diminution 
with  fall  of  pressure;  whereas  Grindley  found  that  C  varied  as  r~* 
nearly,  but  was  practically  independent  of  the  pressure.  Otherwise 
his  curves  were  similar  to  Grindley's,  but  showed  a  somewhat 
steeper  slope,  due  probably  to  less  perfect  elimination  of  the  heat- 
loss.  He  also  made  some  incomplete  experiments  on  the  specific 
heat  at  atmospheric  pressure  by  an  electric  method,  which  gave 
0*48  as  the  mean  value  between  100°  and  200°  C,  and  showed  no 
variation  with  temperature  such  as  Grindley  had  found. 
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37.   Variation  of  C  with  Temperature  and  Pressure. 

Experiments  such  as  those  described,  with  a  single  throttling 
calorimeter,  though  affording  the  simplest  method  of  observing 
the  lines  of  constant  H,  provided  that  the  initial  state  can  be  kept 
constant,  are  not  well  suited,  as  already  explained,  for  determining 
the  variation  of  C  with  temperature  or  pressure.  The  drawing  of 
smooth  curves  through  the  observed  points  is  to  a  great  extent  a 
matter  of  taste,  and  the  drawing  of  tangents  to  such  curves  affords 
considerable  scope  for  imagination.  Empirical  formulae  are  equally 
misleading  because  the  type  of  formula  selected  is  the  main  factor 
in  determining  the  result  found.  The  least  objectionable  method  is 
to  take  the  actual  observations  in  pairs  along  any  one  curve,  and 
to  find  the  value  of  C  for  each  interval  by  taking  the  ratio  of  the 
temperature  and  pressure  differences.  Values  found  in  this  way 
from  neighbouring  pairs  of  points  are  apt  to  be  very  discordant,  as 
would  naturally  be  expected,  but  the  method  has  generally  been 
adopted  by  the  experimentalists  themselves,  and  by  others  in 
reducing  their  results.  In  addition  to  affording  an  instructive 
iUustration  of  the  theory,  the  method  deserves  discussion  because 
it  appears  in  some  cases  to  lead  to  results  at  variance  with  those  of 
the  differential  method. 

This  method  of  reduction  has  been  very  carefully  and  impartially 
applied  to  all  the  results  quoted  by  Prof.  H.  N.  Davis  of  Harvard 
(Proc.  Amer,  Acad.  Sci.,  45,  p.  248,  1910),  whose  conclusions  have 
in  many  cases  been  accepted  as  more  directly  representing  the 
results  of  experiment  than  the  author's  theoretical  method.  In 
applying  this  method  Prof.  Davis  has  found  it  necessary  to  reject 
several  of  the  observations,  which  are  obviously  affected  by  varia- 
tions in  the  quality  of  the  initial  steam,  and  would  give  absurdly 
high  or  low  values  of  C.  This  eliminates  many  of  the  worst  outliers 
in  the  resulting  CT  diagram,  but  cannot  mitigate  any  systematic 
error  in  the  smoothing  of  the  curves,  especially  near  the  ends. 
He  attributes  the  residual  discrepancies  chiefly  to  the  employment 
of  mercury  thermometers  for  all  the  temperature  readings,  and 
spring-gauges  for  the  pressure  readings,  in  place  of  electrical  thermo- 
meters or  mercury  gauges,  which  are  much  better  suited  for  reading 
small  differences.  The  discrepancies  of  individual  observations  are 
further  reduced  by  taking  means  of  neighbouring  groups.  There  is 
room  for  taste  in  the  matter  of  rejection  and  grouping  of  observa- 
tions, but  it  appears  from  reference  to  the  original  observations 
that  the  points  selected  by  Davis  may  be  accepted  for  purposes 
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of  argument  as  fairly  representing  the  results  of  the  experiments. 
The  points  have  accordingly  been  verified  and  replotted  in  Fig.  10 
on  a  different  scale  (F.P.C.)  to  show  the  cooling-effect  in  degrees  C. 
for  a  pressure-drop  of  1  Ib./sq.  in.  The  points  belonging  to  different 
observers  have  been  distinguished  by  the  same  marks  as  those 
employed  by  Davis,  namely,  plain  circles  for  Grindley's  observa- 
tions, circles  with  a  vertical  cross-bar  for  Griessmann's,  and  with 
a  horizontal  cross-bar  for  Peake's.  Some  additions  have  been  made 
to  the  diagram  in  the  hope  of  rendering  it  more  intelligible. 

Davis  states  that  he  examined  the  results  with  great  care  for 
evidence  of  any  systematic  variation  of  C  with  pressure  at  constant 
temperature,  but  without  success.  He  accordingly  represented  the 
cooling-effect  as  a  function  of  the  temperature  only  by  a  simple 
curve,  shown  in  his  paper  on  a  different  scale  in  a  separate  figure. 
This  curve  is  reproduced  as  nearly  as  possible  by  the  broken  line 
marked  "Davis"  in  Fig.  10.  It  appears  to  represent  the  observa- 
tions fairly  from  high  temperatures  down  to  150®  C,  but  gives  too 
much  weight  to  Peake's  observations  at  low  temperatures. 

The  results  of  the  author's  differential  method  are  represented 
by  the  two  full  curves  marked  Cq  and  Cg.  The  upper  curve  repre- 
sents the  limiting  values  of  C  at  zero  pressure,  the  lower  curve  the 
values  of  C  at  saturation  pressure.  The  somewhat  steeper  lines 
joining  the  two  curves  indicate  the  variation  of  C  at  constant  total 
heat,  which  is  more  rapid,  owing  to  the  combined  effects  of  drop 
of  temperature  and  pressure,  which  both  tend  to  increase  C. 

In  order  to  be  able  to  estimate  the  value  of  the  evidence 
afforded  by  the  different  series  of  observations,  it  is  necessary  to 
group  them,  as  originally  taken,  along  lines  of  constant  total  heat. 
The  dotted  lines  indicate  as  closely  as  possible  the  connection  of  the 
points  obtained  from  each  of  the  original  curves  of  constant  H, 
These  lines  are  produced  backwards  to  the  saturation  temperature 
in  each  case.  The  points  so  obtained  are  surrounded  with  larger 
circles,  and  are  marked  with  the  letter  or  number  given  by  each 
observer  in  his  original  paper.  The  double  circles  with  horizontal 
cross-bars  marked  A,  B,  C,  D,  E,  F,  indicate  the  starting  points 
of  Peiake's  Unes  of  constant  H;  those  with  vertical  cross-bars  num- 
bered 11  to  1,  indicate  Griessmann's;  the  plain  double  circles, 
numbered  1,  2,  3,  4,  5,  indicate  Grindley's.  Curve  No.  6  Grindley, 
cannot  be  extrapolated  to  saturation,  because  the  line  is  so  short 
that  only  one  satisfactory  point  can  be  obtained  from  each  of  the 
three  series  of  observations  represented  on  the  curve. 
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It  is  immediately  obvious  that  nearly  all  of  Peake's  values  at 
the  higher  pressures  are  much  too  high,  especially  for  line  -B,  the 
two  highest  points  on  which  were  rejected  by  Davis  on  this  account, 
but  have  been  replaced  in  Fig.  10.  The  Davis  curve  appears,  how- 
ever, to  give  great  weight  to  the  highest  observation  on  curve  F  as 
compared  with  Grindley's  points  on  5  and  6,  which  are  quite 
satisfactory.  It  is  not  theoretically  inconceivable  that  C  should 
increase  with  increase  of  pressure,  as  shown  by  Peake's  curves, 
but  it  is  against  the  other  experimental  evidence.  Moreover 
Peake's  curve  D  is  inconsistent  with  his  other  curves  in  this  respect. 
The  point  on  this  curve  at  the  low  pressure  end,  marked  Dqj 
approaches  very  closely  to  the  high  pressure  end  of  E. 

AU  of  Griessmann's  ciu-ves,  on  the  other  hand,  as  one  would 
expect  from  their  excessive  curvature,  show  a  very  rapid  increase 
of  C  with  fall  of  T  and  P  at  constant  H,  and  give  exceptionally 
low  values  of  t  at  low  pressures,  as  might  be  predicted  from  the 
obvious  experimental  errors  of  the  points  rejected  by  Davis  and 
by  Griessmann  himself.  It  is  possible  however  that  Griessmann's 
points  near  saturation  may  be  fairly  reliable,  because  the  error  due 
to  evaporation  from  the  wood  block  is  most  to  be  feared  at  low 
pressures. 

All  of  Grindley's  curves  (except  No.  2,  where  the  points  are  so 
discordant  that  no  satisfactory  indication  is  given)  show  a  reason- 
able slope.  One  may  fairly  set  Griessmann's  observations  against 
Peake's,  and  conclude  that  the  intermediate  slope  of  the  lines  of 
constant  total  heat,  indicated  by  the  author's  differential  method, 
is  not  in  reality  inconsistent  with  the  results  of  these  experiments. 
Without  some  guidance  from  theory  it  is  hopeless  to  attempt 
to  draw  a  mean  curve  through  a  target-diagram  of  this  kind, 
especially  near  the  low  pressure  end  of  the  range,  where  the  observa- 
tions are  few  and  the  curves  short.  Grindley's  results  are  the  most 
reliable  in  this  region  since  he  was  the  only  one  of  the  three  to 
use  a  vacuum  condenser. 

The  variation  with  pressure  deduced  from  the  author's  formula 
is  corroborated  at  high  temperatures  by  the  work  of  A.  R.  Dodge 
{Am.  Mech.  Eng.  80,  p.  728),  four  of  whose  lines  of  constant  H 
are  indicated  in  the  figure  between  190°  and  260°  C,  the  observa- 
tions being  marked  by  black  dots.  The  pressure  range  extended 
from  214  to  87  lbs.,  and  the  lower  dots  on  each  line  represent  the 
higher  pressures.  The  points  between  250°  and  260°  C.  happen  to 
fall  almost  exactly  in  their  appropriate  places  on  one  of  the  author's 
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lines  of  constant  ff ,  but  those  at  lower  tempjeratures  are  evidently 
too  low,  though  they  all  show  the  same  kind  of  variation  of  C 
with  pressure  as  the  author's  formula. 

Further  experiments  on  the  cooling-effect  are  undoubtedly- 
desirable,  but  the  evidence  so  far  available  tends  to  support  the 
previous  conclusions,  and  is  far  from  justifying  the  adoption  of 
any  more  complicated  formula. 

38.   Later  Experiments  by  the  Differential  Method. 

The  differential  throttling  calorimeter  was  redesigned  for  higher 
pressures  and  temperatures  in  conjunction  with  Prof.  Dalby  in 
1906,  and  was  set  up  in  the  thermodynamic  laboratory  of  the  City 
and  Guilds'  Institution  (now  part  of  the  Imperial  College  of  Science) 
at  South  Kensington.  The  late  Prof.  Ashcroft  assisted  the  author 
in  taking  a  series  of  observations  on  the  cooUng-effect,  at  high 
temperatures.  Differential  platinum  thermometers  were  employed 
for  the  temperature  differences,  and  a  differential  mercury  gauge 
for  the  pressure  differences.  The  observations  extended  to  an  upper 
limit  of  876*^  C,  and  agreed  so  closely  with  the  variation  of  the 
cooling-effect  predicted  by  the  equations  previously  given,  that 
it  was  not  considered  worth  while  to  publish  them  in  detail,  as  it 
was  hoped  to  obtain  a  more  complete  series  at  higher  pressures  as 
soon  as  a  special  boiler  and  regulator  could  be  installed.  Unfor- 
tunately the  rapid  increase  in  the  number  of  students  under 
Prof.  Dalby,  which  necessitated  a  continual  rearrangement  of 
laboratories  and  the  erection  of  new  buildings,  and  greatly  cur- 
tailed the  funds  and  assistance  available  for  research,  made  it  im- 
possible to  proceed  further  with  the  work  at  the  time.  It  was 
concluded  that  the  variation  of  C  was  represented  with  sufficient 
approximation  for  all  practical  purposes  at  moderate  pressures  by 
the  formulae  already  published,  and  that  no  modification  should 
be  made  in  the  equations  unless  decisively  necessitated  by  the 
proposed  experiments  at  higher  pressures. 

From  a  theoretical  standpoint,  the  most  important  question 
remaining  to  be  settled  is  the  variation  of  C  with  pressure  at 
constant  temperature,  with  regard  to  which  the  results  of  other 
observers  are  so  contradictory.  It  is  a  difficult  point  to  investigate, 
even  by  the  differential  method.  Unfortunately  the  original 
experiments  at  McGill  College  were  interrupted  at  a  crucial  stage 
before  it  had  been  possible  to  attack  this  question  effectively. 
The  experiments  had  been  arranged  to  cover  the  temperature 
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range  from  120°  to  180°  C,  but,  in  the  absence  of  a  superheater, 
the  observations  threw  little  light  on  the  variation  with  pressure. 
They  might  in  fact  have  been  represented  fairly  well  by  assuming 
that  C  was  a  function  of  the  temperature  only.    The  pressure 
available  in  the  later  experiments  at  the  City  and  Guilds'  Institu- 
tion being  limited  to  50  lbs.,  it  was  decided  to  restrict  the  investi- 
gation to  the  variation  of  C  with  temperature,  since  there  was  no 
satisfactory  prospect  of  settling  the  variation  with  pressure.  Very 
few  observations  were  obtained  at  temperatures  below  180°  C. 
These  seemed  to  indicate  that  the  pressure  variation  was,  if 
anything,  less  than  that  given  by  the  form  of  characteristic  equation 
previously  assumed,  but  since  the  conditions  of  experiment  were 
somewhat  different,  no  great  stress  could  be  laid  on  the  small 
differences  found.  It  is  very  easy  however  to  examine  the  question 
theoretically  and  to  show  how  little  difference  it  makes  to  the 
results  for  practical  purposes  over  the  experimental  range. 

39.    Alternative  Theory,  C  =  F  (T).  In  the  preceding 

theory  we  have  assumed  that  the  coaggregation  volume  c  and  the 
product  SC  are  functions  of  the  temperature  only,  because  this 
leads  to  the  simplest  possible  form  of  characteristic  equation,  and 
represents  all  the  experimental  results  satisfactorily  for  practical 
purposes  over  the  necessarily  restricted  range  of  the  actual  observa- 
tions. It  is  of  considerable  interest  from  a  theoretical  standpoint 
to  investigate  the  effect  of  some  alternative  h3rpothesis.  The 
obvious  alternative  to  select  is  that  the  cooling-effect  C  is  a  function 
of  the  temperature  only.  The  theoretical  relations  thus  obtained 
are  sufficiently  simple  to  be  intelligible,  and  are  greatly  to  be  pre- 
ferred to  any  purely  arbitrary  or  empirical  equations. 

If  C  is  a  function  of  the  temperature  only,  the  equation  of  a 
line  of  constant  total  heat  is  immediately  obtained  by  integrating 
dP  =  dTjC.  We  have  also  a  very  useful  result  which  follows  from 
the  general  relations  (Appendix  I  (87)), 

{dSCIdP)s  =  C  (dSCjdT)^  =  S  (dCldP)j, .(7) 

namely  that  SC  is  constant  along  a  line  of  constant  H,  since 
(dCldP)>p  =  0,  if  C  is  a  function  of  the  temperature  only.  It  is 
therefore  very  easy  to  draw  the  lines  of  constant  H,  and  to  find 
the  value  of  S  at  any  temperature  and  pressure,  if  the  value  Sq 
at  zero  pressure  is  known.  We  have  evidently  S  =  SqCq/C,  where 
Co  is  the  value  of  C  at  Tq  and  zero  pressure  on  the  given  line  of 
constant  H,  It  is  easy  to  allow  for  the  variation  of  Sq  with  tem- 
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perature  if  desired,  but  for  the  present  purpose  we  may  take  it 
as  constant,  in  which  case  we  have  the  simple  relation 

H  —  SqTq  -f-  By 
at  zero  pressure. 

By  way  of  illustrating  the  method,  we  may  take  the  simple 
case 

c  =  is:/r«  =  Ci  (878/^)^  (s) 

where  C^  is  the  value  of  C  at  100®  C.  or  878°  abs.  The  equation  of 
a  line  of  constant  H  is  evidently 

(n  +1)KP  =  T«+i  -  To^+\ (9) 

where  Tq  is  the  value  of  T  when  P  =  0. 

The  general  expression  for  H  is  found  by  substituting 

To  =  (H  -  B)/So. 
After  a  few  simple  reductions  we  obtain 

H-B^SoT(l-(n+l)  CP/Tf^''-^^^ (10) 

The  general  expressions  for  S  and  SC  are  readily  obtained  by 
differentiation,  and  satisfy  the  required  condition  SC  =  iS^o^o- 

The  characteristic  equation  for  V  is  obtained  by  integrating 
that  for  SC, 

a  {T (dVjdT)^  ^V)  =  SC=^  S^C  (1  -  (n  +  1)  CP/r)-"/<~+i>,...(ll) 

which  becomes  an  exact  differential  on  dividing  by  T*,  and  gives, 

ifiSo=(n+l)«, 

aPV/RT  =  (1  -  (n  +  1)  CP/r)^<«+i>, (12) 

which  evidently  satisfies  condition  (14)  of  the  last  chapter  for  the 
adiabatic  equation  PjT^+'^  =  K. 

All  the  equations  show  a  very  close  correspondence  with  those 
previously  given,  except  that  the  small  quantity  b  has  been 
omitted*  in  order  to  make  the  work  easier  to  follow.  The  numerical 
results  obtained  from  the  two  sets  of  equations  are  also  in  practical 
agreement  over  the  experimental  range,  but  begin  to  diverge 
beyond  200°  C,  where  experimental  data,  except  for  the  saturation 
pressure,  are  practically  non-existent. 

The  form  of  solution  thus  obtained  differs  materially  from  that 

*  The  small  quantity  h  is  most  readily  included  in  equation  (12)  by  putting 
H''B:=a{n  +  l)P{V-b)+abP  in  (10),  which  rednoes  to  (12)  with  b  incladed 
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originally  given  by  Joule  and  Thomson  and  repeated  in  all  the 
mathematical  textbooks  at  the  present  day.  Taking  the  special 
case  which  Joule  and  Thomson  adopted,  namely  n  =  2,orC  =  K/T\ 
and  accepting  the  condition  that  the  specific  heat  Sq  at  zero  pres- 
sure is  constant,  we  find  that  the  solution  must  be  of  the  form 

aPV/RT  =  (1  -  SKPI'n)i (18) 

provided  that  Sq  is  equal  to  8R,  but  takes  the  form 

aPV/RT  =  (So/SR)  (1  -  ^KPjT^)^  +  1  -  S^j^R,  ...(14) 

if  Sq  differs  from  8/?,  the  constant  of  integration  in  either  case  being 
determined  by  the  condition  that  clPV  =  RT  when  T  is  infinite. 
In  the  limit,  when  P  is  small,  equation  (14)  evidently  reduces  to 

the  form  aPV/RT  =  1  -  KSJPISRT^ (15) 

which  agrees  with  that  given  by  Joule  and  Thomson;  but  the 
equation  in  this  form  is  inconsistent  with  their  original  assumption 
that  C  was  independent  of  the  pressure.  The  reason  of  the  dis- 
crepancy is  simply  that  Joule  and  Thomson,  in  integrating  the 
equation,  in  reality  assumed  SC  =  KSJT\  or  SC  a  function  of  the 
temperature  only,  in  place  of  assuming  C  =  K/T^.  The  solution 
which  they  obtained  is  consequently  inconsistent  with  C  =  KjT\ 
and  with  S  =  constant,  and  requires  some  variation  of  S  with 
pressure  and  temperature  even  if  Sq  is  constant.  The  inconsistency 
of  the  solution  thus  obtained  was  relatively  unimportant  for  their 
purpose  as  compared  with  experimental  errors,  but  is  the  essential 
point  in  considering  the  effect  of  the  alternative  assumption  that  C, 
in  place  of  SC,  is  a  function  of  the  temperature  only.  Since  the 
form  of  characteristic  equation  obtained  on  this  assumption, 
though  theoretically  -interesting,  is  inconvenient  for  practical 
purposes,  and  makes  very  little  difference  in  the  results  over  the 
experimental  range,  there  appears  to  be  no  sufficient  reason  for 
adopting  it  in  preference  to  the  simple  form  previously  employed. 

40.   Second  Alternative,  C  =  F  (H).  It  is  of  interest  to 

examine  in  the  same  way  another  possible  assumption,  suggested 
by  the  straightness  of  Peake's  lines  of  constant  H,  namely  that  C 
is  a  function  of  H  only.  The  equation  of  a  line  of  constant  H  is 
the  straight  line,  CP  =T  —  Tq,  and  the  general  expression  for  H 
deduced  in  the  same  way  as  before  becomes 

H^SqT-^  SqCP  +  B,    (16) 

which  is  the  same  as  equation  (24)  of  the  last  chapter,  except  that 
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SCP  is  replaced  by  SqCP^  and  that  C  is  a  function  of  H  only,  in 
place  of  SC  being  a  function  of  T  only. 

To  obtain  a  solution  comparable  with  those  previously  given, 
we  assume 

C  =  K/iH  -  B)»  =  Cj  {SoTJ{H  -  S))« (17) 

where  Cj  is  the  value  of  C  at  T^  and  zero  pressure. 

A  consistent  form  of  characteristic  equation  is  most  easily 
obtained  by  assuming  that  the  adiabatic  is  of  the  form 

PjTn+i  =  constant, 

and  substituting  a  (n  +  1)  PV  for  H  —  B  in  the  equation  for  H, 
which  gives  immediately 

aPV  =  RT^  RC^P  (RTJaPV)^ (18) 

This  equation  is  less  convenient  in  form  than  either  of  those 
previously  given,  because  V  is  not  obtainable  explicitly  as  a 
function  of  P  and  T.  If  b  is  omitted,  all  three  equations  agree 
exactly  in  the  limit  at  low  pressures  provided  that  equivalent 
values  of  the  constant  Ci=  RCJa  are  employed.  But  better  agree- 
ment is  obtained  over  the  experimental  range  by  selecting  slightly 
different  values  of  the  constant  Cj  together  with  appropriate  values 
of  b.  The  agreement  is  of  much  the  same  order  as  that  between 
the  observations  of  Grindley,  Griessmann  and  Peake  on  the 
cooling-effect.  Without  employing  the  differential  throttling 
method,  it  would  in  fact  be  difficult  to  decide  between  the  three 
equations  by  experiments  on  the  cooling-effect  alone  between 
120°  C.  and  180°  C,  but  the  form  first  given  is  much  the  simplest 
in  application,  and  gives  the  best  agreement  with  other  properties 
over  the  experimental  range.  Thus  if  the  values  of  the  cooling- 
effect  in  the  three  equations  are  chosen  to  agree  with  experiment 
at  180°  C.  and  50  lbs.,  the  assumption  C  =  F  (T),  represented  by 
equation  (10)  would  make  the  total  heat  of  saturated  steam  a 
maximiun  at  282°  C,  (where  Cdpjdt  ^  1)  which  is  improbable; 
but  equation  (16)  with  C  ^  F  (H),  would  make  H,  a  maximum 
at  a  temperature  close  to  200°  C,  which  is  irreconcilable  with 
experiment. 

41.   Values  of  H  deduced  from  C  by  Extrapolation. 

Since  the  main  object  of  experiments  on  the  cooUng-effect  is  to 
deduce  the  variation  of  H,  it  is  most  instructive,  in  comparing 
possible  types  of  formula  for  C,  giving  reasonable  agreement  over 
the  experimental  range,  to  consider  the  effect  of  each  on  the  values 
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of  H  deduced  by  extrapolation.  If  the  values  of  the  saturation 
pressure  p  are  given,  it  is  easy  to  deduce  the  values  of  H^  corre- 
sponding to  any  simple  assumption  with  regard  to  Sq  and  C  beyond 
the  experimental  limits.  Although  the  values  of  Sq  and  p  are 
somewhat  uncertain  at  high  temperatures  in  the  neighbourhood  of 
the  critical  point,  the  comparison  of  different  formulae  for  C  is 
little  affected  thereby,  provided  that  the  same  values  of  Sq  and  p 
are  taken  in  each  case. 

In  order  to  simplify  the  comparison  as  much  as  possible,  we 
may  take  S^  constant  and  equal  to  0-4772,  since  the  variation  is 
probably  small.  The  formula  selected  for  p  is 

logiol>  =  2-8526  +  4-264  {t  -  200)/T,  (F.P.C.  from  200^  to  374°  C), 

(19) 

which  gives  the  simple  expression  (Tjp)  {dp/dT)  =  4i6^5/T  for  the 
ratio  of  L  to  ap{V  —  v)»  This  is  the  simplest  possible  type  of 
formula  for  p,  and  has  been  found  to  give  results  within  the  limits 
of  experimental  error  at  high  pressures  for  most  liquids,  although 
it  is  certainly  inaccurate  at  low  pressures.  The  constants  in  the 
formula  have  been  chosen  to  give  the  same  values  as  the  author's 
formula  for  both  p  and  dp/dT  at  200°  C,  so  that  the  two  curves 
join  continuously  at  this  point.  It  probably  gives  values  which  are 
too  high  between  250°  and  300°  C,  but  the  uncertainty  at  any 
point  between  200°  and  874°  C.  is  less  than  the  discrepancies 
between  the  results  of  different  experimentalists. 

Taking  first  the  assumption  C  —  F  (H),  we  observe  that  in  order 
to  represent  the  variation  of  slope  of  successive  lines  of  constant  H  at 
low  pressures  between  120°  and  180°  C,  it  is  necessary  that  C  should 

vary  approximately  as  ll{H  -  B)^.  Taking  C  =  0-850°  C./lb.  at 
100°  C.  and  1  atmosphere,  the  lines  of  constant  H  become  tan- 
gential to  the  saturation  curve  (giving  a  maximum  value  of  Hg 
and  a  minimum  value  of  C„  when  C,  {dpjdt)  =  1)  at  a  temperature 
a  little  above  200°  C.  Beyond  this  point  the  value  of  C,  must 
increase  with  rise  of  temperature,  and  the  value  of  H^  must 
diminish  very  rapidly.  Thus  the  line  of  constant  H  passing  through 
the  point  t  =  120°  C,  P  =  20  lbs.,  with  H  -B^  184-5,  C  =  0-298, 
cuts  the  saturation  curve  a  little  above  120°  C,  and  cuts  it  again 
at  ;?  =  880,  t  =  227°.  But  the  Une  through  t,  =  100°,  C  =  0-850, 
cuts  it  again  at  a  lower  point,  namely,  t  =  225°,  p  =  867  lbs.,  and 
the  line  through  ^  =  0°  C,  H  =-  594-3,  C  =  0-955,  cuts  it  again 
at  195°  C.   None  of  the  lines  of  constant  H  can  cut  the  saturation 

as.  6 
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curve  at  all  at  any  temperature  higher  than  227°  C,  or  can  pass 
anywhere  near  the  critical  point.  In  order  to  pass  through  the 
critical  point  at  T  =  647**,  p  =  8160,  H  ^h-=  464,  the  line  through 
the  absolute  zero  must  have  a  slope 

C  =  647/8160  =  0-205, 

which  is  much  less  than  the  experimental  value  of  C  at  120°  C.  It 
seems  reasonable  to  infer  that  the  assumed  t3^e  of  solution  is 
impossible^  and  that  the  lines  of  constant  H  cannot  be  straight 
lines.  Still  less  is  it  possible  that  they  should  have  a  slope  diminish- 
ing with  fall  of  T  and  P,  as  shown  by  Peake's  hnes  E  and  F 
(Fig.  10). 

The  second  assumption,  C  =  F  (T),  as  already  remarked,  can 
be  made  to  give  very  fair  agreement  with  experiments  between 
120°  and  180°  C.  It  remains  to  show  that  it  also  gives  quite  reason- 
able values  of  H,  with  certain  limitations,  when  extrapolated  to 
the  critical  point.  Taking  the  simple  assumption  C  =  KjT^^  it 
follows,  from  the  expression  already  given  for  H  —  By  that  when 
ff  =  jB,  and  (n  +  1)  CP/T  =  1,  iS  becomes  infinite,  and  (dH/dT), 
also  becomes  infinite,  but  with  a  negative  sign,  provided  that 
C  {dp/dt)  is  greater  than  1.  The  last  condition  is  satisfied  if  n  +  1 
does  not  exceed  (T/p)  {dpldt)^  the  value  of  which  is  7-18  at  374°  C. 
according  to  the  formula  assumed  for  p.  Since  the  variation  of  H^ 
near  the  critical  point  is  extremely  rapid,  it  is  unnecessary  to  know 
the  values  of  B  or  h  or  p  with  great  accuracy.  Proceeding  in  this 
way  we  find  that  the  values  Cioo=  0*405,  and  n  =  4-25,  satisfy  the 
condition  H  =  B  si  the  critical  point,  in  addition  to  giving  very 
fair  agreement  with  observed  values  of  C  between  120°  and  180°  C. 

The  following  table  shows  values  of  H,  calculated  by  the  for- 
mulae 

C  =  P  (T)  =  0-405  (8781/r)*-a»;  (20) 

H  -  B  =  iSo^  (1  -  5-25Cjp/r)V5-«5 (21) 

for  comparison  with  values  obtained  from  the  formula  of  the 
Thiesen  type  with  tc=  874°  C,  (19)  in  Chap.  II,  previously  employed, 
and  with  values  given  by  the  author's  original  assumption 
SC  =  F  (T),  as  embodied  in  the  Steam  Tables.  The  latter  formula, 
as  already  explained,  is  of  an  unsuitable  type  for  extrapolation 
beyond  250°  C,  but  is  the  simplest  and  most  convenient  to  employ 
at  ordinary  temperatures  in  practice.  The  same  value  of  H^  at 
100°  C,  namely  689*8,  is  assumed  in  each  case,  and  the  same 
values  of  Sq  and  p.  The  value  assumed  for  Sq  does  not  affect  the 
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values  of  L  obtained  from  formula  II  (19),  but  the  values  of 
H  deduced  depend  to  a  small  extent  on  those  of  dpjdt  owing  to 
the  term  esoT  (dpjdt)  in  the  author's  expression  for  A,  which  is 
used  in  deducing  H^  from  L. 

It  will  be  seen  that  the  two  assumptions,  C  ==  F  (T),  and 
SC  =  F  (T),  give  identical  results  to  0*1  calorie  between  100®  and 
200°  C.  They  also  give  equally  good  agreement  between  0®  and 
100°  C.  Both  differ  slightly  over  this  range  from  the  empirical 
formula,  but  the  difference  is  less  than  1  in  1000,  and  much  smaller 
than  the  discrepancies  of  experimental  measurements  of  H,, 
Beyond  200°  C.  the  assumption  C  =  F  (T)  gives  slightly  lower 
results  than  formula  II  (19),  though  both  tend  to  the  same  limit 
H  =  B  at  874°  C. 

The  values  assumed  for  p  begin  to  be  uncertain  at  250°  C,  but 
make  little  difference  at  this  point.  Thus  if  we  take  p  =  565*6  in 
place  of  575-7,  the  value  of  H  for  C  =  F  (T)  is  raised  to  679-0 
in  place  of  6780,  and  that  for  SC  =  F  (T)  is  raised  from  679-5  to 
680-1  as  given  in  the  Steam  Tables.  The  formulae  diverge  more 
rapidly  at  higher  temperatures.  The  assumption  C  =  F  (T)  is 
probably  to  be  preferred  in  the  neighbourhood  of  the  critical  point, 
but  the  experimental  evidence  appears  to  be  rather  in  favour  of 
SC  =  F  (T)  at  ordinary  temperatures,  because  it  gives  better 
values  of  the  volume.  It  could  hardly  be  expected  that  any  such 
simple  assumption  as  C  =  1^  (T),  or  SC  =  F  (T),  would  represent 
all  the  properties  of  steam  accurately  over  the  whole  range  from 
0°  to  374°  C.  But  the  fact  that  the  two  assumptions  agree  so  closely 
from  0°  to  250°  C.  may  be  regarded  as  corroborating  the  variation 
of  H  previously  given,  and  as  showing  that  the  truth  probably  Ues 
between  the  two  formulae,  which  cannot  easily  be  distinguished 
by  experiments  on  C  or  H  over  the  restricted  range  available  in 
practice. 


Table  V.  Values  of  H,  forC^F  (T). 

Temp.  Cent. 

120*' 

140** 

160° 

180**       200°    '    260° 

300° 

350° 

C    =F(T) 
8C=  F  (T) 

11(19) 

6471 
6471 
646-9 

654-2 
654-2 
653-8 

660-6 
660-6 
660-2 

666-2 
666-2 
666-0 

671-0     678-0 
6710     679-5 
671-0     680-0 

1 

674-6 
679-7 

646-4 
649-7 

In  order  that  the  solution  found  for  the  case  C  =  F  (T)  should 
be  completely  consistent,  it  is  also  necessary  that  the  values  of  the 
volume  deduced  from  those  of  H  by  Clapeyron's  equation,  should 
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agree  with  those  deduced  from  the  corresponding  form  of  character- 
istic equation,  namely, 

aPV/RT  =  1  -  So/5'25R  +  {H  -  B)/5'25RT (22) 

This  equation  gives  a  value  of  the  critical  volume  Fg=  0*0884 
agreeing  as  closely  as  can  be  expected  with  the  value  Vf.—  0*0892 
for  the  liquid  deduced  from  the  expression  for  h  on  the  assumption 
that  Ac==  4^^*  The  agreement  in  the  values  of  V  is  also  good 
between  100®  and  200°  C,  but  is  not  so  good  at  points  between  250° 
and  850°  on  account  of  the  imcertainty  of  p  and  dp/dt.  Thus  at 
250°  C.  the  value  of  V  obtained  from  the  characteristic  equation 
(22)  with  p  =  575-7  as  given  by  the  empirical  formula  (19),  is 
0*8576,  but  the  value  from  Clapeyron's  equation  is  only  0*8154. 
Better  agreement  is  obtained  if  the  author's  theoretical  equation 
torp  is  adopted,  with;?  =  565*6  and  dp/dt  =  9*210  (F.P.C.).  These 
give,  from  the  characteristic  equation  V  =  0*8761,  and  from  Clapey- 
ron's equation  V  =  0*8674.  The  value  of  p  required  for  complete 
agreement  is  approximately  563  lbs.,  giving  V  =  0*881.  Generally 
speaking,  the  simple  assumption  C  =  KjT^^  with  any  possible 
values  of  K  and  n,  satisfying  the  condition  (n  +  1)  CpfT  =  1  at 
874°  C,  requires  somewhat  lower  values  of  p  between  250°  and 
850°  C.  than  those  given  by  (19)  or  commonly  assumed. 

If  equation  (22)  is  corrected  for  6,  as  indicated  in  the  foot- 
note p.  78,  we  find  V^  =  0*0507,  h^  =  491,  agreeing  closely  with 
Table  X,  Chapter  VIII.  But  there  is  strong  evidence  that  C 
cannot  be  a  function  of  the  temperature  only  at  very  high 
densities  near  the  critical  point.  Thus  in  the  case  of  COj  at  its 
critical  temperature,  81*5°  C,  the  cooling-effect  is  nearly  in- 
dependent of  P  and  equal  to  0*070°/lb.  at  moderate  pressures^  but 
it  falls  sharply  to  0*0488  at  the  critical  pressure  of  1070  lbs.,  and 
diminishes  rapidly  to  a  still  smaller  value  for  higher  densities  at 
the  same  temperature. 


CHAPTER  V 

THE  SPECIFIC  VOLUME  OF  STEAM 
42.   Experiments  previous  to  1900  on  the  Specific 

Volume  of  Steam.  On  account  of  surface  condensation  and  of 
the  presence  of  floating  particles  of  liquid,  the  older  measurements 
of  the  density  or  specific  volume  of  saturated  steam  (such  as  those 
of  Fairbaim  and  Tate,  Phil.  Trans.  1860,  p.  185)  led  to  such  irregular 
results  that  it  has  generally  been  considered  preferable  to  deduce 
the  specific  volume  in  the  state  of  saturation  from  Clapeyron's 
equation,  II  (7).  The  essential  point,  however,  is  to  make  the  values 
of  the  specific  volume  thermodynamically  consistent  with  those  of 
the  latent  heat,  which  could  also  be  done  by  deducing  the  values  of 
the  latent  heat  from  those  of  the  specific  volume  in  the  state  of 
saturation,  provided  that  the  specific  volumes  and  (dp/dT)  could 
be  measured  satisfactorily.  The  objection  to  this  method  is  that 
the  deviation  of  the  total  heat  or  latent  heat  from  lineality,  as  shown 
by  the  expressions  already  given,  depends  chiefly  on  the  small 
defect  of  voliune  (c  —  b)  from  the  ideal  volume  RTjaPy  and  not  on 
the  whole  quantity  measured.  The  great  advantage  of  the  Joule- 
Thomson,  or  throttling  method,  is  that  it  gives  the  variation  of 
total  heat  directly  in  terms  of  the  specific  heat,  and  that  the  corre- 
sponding deviations  of  volume  (c  —  h)  can  also  be  deduced  with 
great  accuracy.  Clapeyron's  equation  then  becomes  available  for 
determining  the  values  of  (dp/dT)  with  greater  precision  than  is 
possible  from  observations  of  p  itself.  Direct  measurements  of  the 
latent  heat  (except  at  100°  C.)  and  specific  volume  are  not  theoreti- 
cally required,  but  are  useful  as  an  independent  check  on  the  results. 
Among  the  best  results  for  the  specific  volume  previous  to  1900 
were  those  of  Battelli  {Mem,  Accad,^  Turin,  1898,  48,  p.  68). 
Tumlirz  (SUz.  Akad,  Wiss.,  Vienna,  1899,  p.  1058)  showed  that 
Battelli's  results  could  be  represented  within  the  limits  of  experi- 
mental error  by  taking  the  defect  of  volume  (c  —  b)  to  be  constant. 
Grindley  {PhiL  Trans.,  1900)  deduced  a  similar  equation  from  his 
throttling  experiments,  assuming  Regnault's  Unear  formula  for 
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the  variation  of  the  total  heat.  But  his  experiments  were  otherwise 
inconsistent  with  the  formula  of  Tumlirz,  as  already  explained 
(Chap.  IV,  §  85),  and  the  value  found  for  the  constant  defect  of 
volume  was  quite  different. 

Grindley's  constant  value  of  the  defect  of  volume  was  about 
11  times  larger  than  that  given  by  the  equation  of  Tumlirz,  and 
would  fit  fairly  well  with  the  curves  of  constant  H  on  the  PT 
diagram,  in  the  neighbourhood  of  180°  C,  if  the  specific  heat  were 
constant  and  equal  to  0*48.  But  it  would  make  the  defect  of 
volume  from  the  ideal  nearly  five  times  too  large  in  this  region. 
Linde  has  proposed  an  equation  of  a  similar  type  with  the  value 
of  the  constant  0-016  cb.  m./kg.,  "  as  being  suitable  for  most 
practical  calculations."  This  would  make  the  defect  of  volume 
about  right  at  150°  C,  but  would  make  the  cooling  effect  nearly 
five  times  too  small.  It  would  also  require  that  S  should  be  a 
function  of  the  temperature  only,  and  would  give  impossible  values 
otHovS. 

43*   Zeuner's   Equation.   The  equation  for  the  volume 

most  commonly  employed  in  1900,  and  still  very  often  used  at  the 
present  time,  is  that  of  Zeuner,  quoted  as  equation  (1)  in  the  last 
chapter.  We  have  already  seen  that  this  equation  is  of  an  unsuitable 
tjrpe  to  represent  the  lines  of  constant  jff,  or  the  cooling-effect, 
since  it  makes  C  infinite  at  zero  pressure,  and  much  too  small  at 
high  pressures.  But  it  is  otherwise  of  a  very  convenient  type  for 
practical  purposes.  Zeuner  realised  very  clearly  the  practical 
importance  of  making  the  equation  as  simple  as  possible  and 
exactly  consistent  with  an  adiabatic  of  the  type  PjT^  =  K.  His 
form  of  the  equation  was  chosen  to  fit  with  the  adiabatic  PjT^  =  K^ 
and  to  give  a  constant  value  0*4805  for  the  specific  heat  at  constant 
pressure.  Unfortunately  this  requires  the  high  value 

0-4805  X  424/4, 

or  50*988  for  the  constant  RjA,  which  is  8  per  cent,  greater  than 
that  corresponding  to  the  molecular  weight,  and  therefore  extremely 
improbable. 

By  choosing  the  coefficient  of  P*  in  the  last  term,  namely 

192*5P*,  to  make  the  volume  of  saturated  steam  at  100°  C.  equal 
to  1*650  cb.  m.  (the  value  deduced  from  Regnault's  formulae  for 
the  latent  heat  and  dpjdt)  the  equation  was  found  to  give  very  fair 
agreement  with  Regnault's  values  for  the  total  heat  and  the 
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volume  of  saturated  steam  over  a  considerable  range  of  tem- 
perature. This  agreement  is  illustrated  in  the  following  table,  in 
which  the  author's  values  are  also  included  for  the  sake  of  com- 
parison. 

Table  I. 
Values  of  H  and  V  by  Zeuner's  Equation  compared  with  Regnault. 


Temp. 

Total  Heat  B,  in  Calories  C. 

Volnme  F, 

in  cubic  metres  per  kg. 

Gent. 

Regnault 

2«eiiner 

Callendar 

Regnault 

Zeunex 

Callendar 

0° 

606-5 

602-2 

594-3 

210-7 

213-7 

204-5 

20° 

612-6 

609-7 

603-7 

58-73 

59-80 

57-57 

40° 

618-7 

6170 

613-0 

19-67 

2000 

19-51 

60° 

624-8 

623-9 

622-2 

7-654 

7-742 

7-674 

80° 

630-9 

630-6 

631-0 

3-379 

3-396 

3-408 

100° 

6370 

637-0 

639-3 

1-650 

1-650 

1-672 

120° 

6431 

643-3 

647-1 

0-8753 

0-8740 

0-8907 

140° 

649-2 

649-4 

654-2 

0-4977 

0-4971 

0-5083 

160° 

656-3 

655-3 

660-6 

0-3001 

0-3003 

0-3073 

180° 

661-4 

661-3 

666-1 

0-1901 

0-1913 

0-1952 

200° 

667-5 

667-0 

671-0 

0-1257 

01274 

01295 

The  simplest  method  of  deducing  the  formula  for  H  from 
Zeuner's  equation  is  to  observe  that,  since  the  equation  satisfies 
the  condition  for  the  adiabatic  P/T*  =  K^  we  must  have 

H  =  4aPF  +  B, 

where  a  =  1/424  according  to  Zeuner's  units,  and  B  =  476-1  to 
give  H  =  687  at  100°  C. 

The  ideal  volume  at  0®  C.  deduced  from  the  molecular  weight 
of  steam,  is  approximately  205-0,  which  is  much  smaller  than 
Regnault's  210-7.  Zeuner's  value  is  still  higher.  This  might  have 
been  explained  by  supposing  (with  Earchhoff)  that  steam  at  low 
pressures  did  not  obey  Avogadro's  law,  if  it  were  not  that  Dieterici's 
and  Griffiths'  values  of  the  latent  heat  are  conclusive  evidence  to 
the  contrary. 

Regnault's  values  of  the  volume  from  20°  to  60°  C.  agree  better 
with  the  author's  equation  than  with  Zeuner's.  Above  100°  C, 
Regnault's  values  are  aU  too  low,  but  agree  very  closely  with 
Zeuner's  equation 'from  80°  to  180°  C. 

If  the  ideal  volume  is  represented  by  Zeuner's  expression 

50-983  T/Py  the  defect  of  volume,  represented  by  192-5P  ,  exceeds 
10  per  cent,  of  the  ideal  at  100°  C,  but  increases  rapidly  with 
diminution  of  pressure  at  constant  temperature,  instead  of  re- 
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maining  nearly  constant,  as  in  the  case  of  normal  gases  and  vapours, 
for  which  the  defect  of  volume  is  foimd  to  be  a  function  of  the 
temperature  only  to  a  first  approximation.  If,  on  the  other  hand, 
the  ideal  volume  is  taken  to  be  that  corresponding  with  Avogadro's 
law,  namely  47r/P,  as  in  Fig.  11,  the  defect  of  volume  according 
to  Zeimer  for  saturated  steam  at  100°  C.  is  only  2-8  per  cent.,  which 
is  still  nearly  double  that  required  by  recent  measurements  of  the 
latent  heat  and  saturation  pressure.  The  defect  of  V  vanishes,  and 

the  vapour  becomes  "pluperfect,"  when  T  =  49P*,  i.e.  at  about 
220°  C.  for  steam  at  atmospheric  pressure.  This  behaviour  is  so 
inconsistent  with  all  molecular  theory  that  the  agreement  of 
Zeuner's  equation  with  Regnault's  experiments  cannot  be  regarded 
as  otherwise  than  an  accidental  coincidence  due  to  an  empirical 
adjustment  of  constants. 

When  tested  by  comparison  with  later  measurements  of  the 
volume  or  total  heat,  Zeuner's  equation  necessarily  shows  the 
kind  of  disagreement  to  be  expected  from  the  known  errors  of 
Regnault's  experiments.  This  point  is  illustrated  in  Fig.  11  by  the 
dotted  lines  representing  the  percentage  defect  of  volume  from 
Avogadro's  law  according  to  Zeuner's  equation,  for  the  saturation 
line,  and  for  F  =  1-6.  The  defect  from  Zeuner's  own  ideal  volume 
50-9T/P,  could  not  be  shown  in  the  figure  as  it  would  lie  entirely 
outside  the  page.  It  will  be  seen  that  the  saturation  line  is  nearly 
straight  but  has  the  wrong  curvature,  the  percentage  defect  from 
47T/P  increasing  at  first  too  rapidly,  but  at  a  rate  diminishing 
instead  of  increasing  with  increase  of  pressure  and  temperature. 
Similarly,  the  line  of  constant  volume,  V  =  1-6,  does  not  correspond 
at  all  with  the  points  representing  the  observations  at  that  volume, 
but  gives  nearly  double  the  observed  defect,  approaching  closely 
to  line  No.  11,  with  V  =  0-825,  in  place  of  No.  1,  with  V  =  1-598. 

44.  The  Munich  Experiments  on  V.  The  best  experi- 
ments hitherto  recorded  on  the  specific  volume  oi'dry  steam,  appear 
to  be  those  of  O.  Knoblauch,  R.  Linde,  and  H.  Klebe  {Forsch.  Ver. 
DeiU.  Ing.  21, 1905)  made  at  the  Munich  laboratory  with  apparatus 
provided  by  C.  Linde.  They  employed  a  modification  of  the  method 
of  Fairbairn  and  Tate.  A  known  mass  of  water  in  a  glass  vessel, 
with  a  vertical  stem  containing  mercury  and  serving  as  one  limb 
of  a  manometer,  is  heated  externally  by  steam  at  a  suitable  pressure. 
The  volume  is  known  from  preliminary  calibration,  with  small 
corrections  for  expansion  and  compression,  previously  determined. 
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The  pressure  and  temperature  are  directly  observed.  The  results 
of  Fairbaim  and  Tate  were  limited  to  the  immediate  neighbourhood 
of  the  saturation  point,  and  were  probably  vitiated  by  errors  of 
surface  condensation  due  to  chemical  action  of  the  steam  on  the 
glass.  Ramsay  and  Young  at  a  later  date  found  large  errors  from 
this  cause  in  their  experiments  on  steam.  The  Munich  observers 
endeavoured  to  minimise  this  source  of  error  by  employing  a  large 
bulb  of  special  glass  for  the  containing  vessel,  and  deduced  the 
saturation  volume,  in  the  same  way  as  Battelli,  by  extrapolation 
from  the  observations  at  a  moderate  degree  of  superheat.  The 
observations  for  each  filling  of  the  bulb  gave  the  variation  of 
pressure  with  temperatiu"e  for  a  constant  mass  of  steam  at  nearly 
constant  volume.  By  plotting  the  pressure  against  temperature 
for  each  filling,  they  found  the  lines  of  constant  volume  on  the 
P,  T  diagram  to  be  straight  lines  within  the  limits  of  error  of  their 
experiments.  They  obtained  the  values  of  the  saturation  volumes 
by  extrapolating  these  lines  to  the  saturation  curve,  and  they 
deduced  the  corresponding  PF,  P,  or  "Amagat"  diagram,  by 
observing  the  points  of  intersection  of  these  lines  with  lines  of 
constant  temperature,  and  plotting  the  isothermals  on  the  Amagat 
diagram  with  the  values  of  PV  thus  obtained.  This  graphic  process 
of  smoothing  involves  the  tacit  assumption  that  P  is  a  linear  func- 
tion of  T  at  constant  volume,  which  is  well  known  to  be  untrue 
in  the  case  of  any  other  gas  or  vapour,  and  may  introduce  system- 
atic errors.  It  follows  that  the  PF,  P  diagram  of  Linde,  which  is 
conmionly  quoted  and  reproduced,  does  not  directly  represent  the 
original  observations.  The  lines  of  constant  temperature,  instead 
of  being  very  nearly  straight,  as  they  should  be  at  low  pressures, 
show  an  appreciable  curvature  which  may  be  attributed  in  part  at 
least  to  the  process  employed  in  deducing  the  diagram. 
The  author's  form  of  characteristic  equation 

V  =  47T/P  -  00268  {SrS/T)^  +  00010,  (1) 

has  been  described  as  "grossly  inaccurate,"  because  it  makes  the 
isothermals  straight  lines  on  the  Amagat  diagram  (which  is  known 
to  be  a  very  good  approximation  in  the  case  of  normal  gases  and 
vai>ours),  and  because  it  does  not  exactly  satisfy  the  condition 
assumed  by  Linde  in  smoothing  the  observations,  namely  that  P 
is  a  linear  function  of  T  at  constant  volume.  As  a  matter  of  fact 
the  Munich  observations  cannot  be  represented  by  any  equation 
satisfying  this  condition,  and  it  is  a  sufKcient  answer  to  this  objec- 
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tion  that  the  equation  calculated  by  Linde  himself  to  represent 
the  Munich  experiments  as  closely  as  possible,  namely 

V  =  4t7'lOT/P  -  (1  +  0000002P)  (0081  (878/T)»-  00052),  ...(2) 

does  not  make  the  lines  of  constant  volume  straight  on  the  P,  T 
diagram,  but  is  a  slight  modification  of  the  author's  equation*. 
The  small  factor  depending  on  P  was  introduced  by  Linde  to 
represent  the  curvature  of  the  isothermals  on  the  Amagat  diagram, 
which  results  partly  from  the  assumption  made  in  smoothing  the 
observations.  Linde  himself  states  that  the  Munich  observations, 
though  quite  irreconcilable  with  the  equations  of  Zeuner  or 
Tumlirz,  are  represented  "with  great  accuracy"  up  to  160°  C.  by 
the  author's  equation.  This  is  the  more  remarkable  because  he 
quotes  the  original  form  of  the  equation  (R.  S.,  1900)  with  Maxwell's 
theoretical  value  of  the  index  n  =  8*5,  in  place  of  the  experimental 
value  n  =  10/8  given  in  the  revised  equation  (E,  B.,  1902)  which 
represents  the  actual  observations  much  more  closely.  It  is  not 
to  be  expected  that  an  equation  of  the  simplest  possible  type, 
deduced  from  observations  of  the  specific  heat,  cooling-effect,  and 
adiabatic  index,  should  represent  a  later  series  of  observations  on 
the  volume  with  the  same  degree  of  accuracy  as  a  more  complicated 
equation  specially  calculated  for  the  purpose.  But  the  agreement 
of  the  author's  equation  with  the  Munich  observations  is  far  closer 
than  would  be  inferred  from  an  inspection  of  Linde's  diagram,  and 
is  of  such  a  kind  as  to  suggest  that  the  modifications  introduced  by 
Linde  may  be  largely  due  to  errors  of  surface  condensation,  and  to 
distortion  involved  in  the  process  of  smoothing.  In  order  to  make 
a  fair  comparison,  it  is  necessary  to  eliminate  the  assumption  that 
P  is  a  linear  function  of  T  at  constant  volume,  and  to  go  back  to 
the  actual  observations  themselves.  Much  better  agreement  is  thus 
obtained.  It  is  also  necessary  to  plot  the  observations  on  a  much 
larger  scale  than  in  Linde's  diagram  in  order  to  exhibit  the  nature 
of  such  small  discrepancies  as  exist  between  them. 

45.   Reduction  of  the  Observations.   Since  P,  F,  and  T 

are  the  quantities  actually  observed,  the  most  direct  method  of 
testing  the  consistency  of  the  observations  and  exhibiting  their 
agreement  with  the  formula,  is  to  calculate  the  value  of  aPVjT  for 
each  observation  and  compare  it  with  the  constant  R,  The  small 
differences  may  then  easily  be  plotted  on  a  scale  sufficiently  large 

*  Eqaations  (1)  and  (2)  give  V  in  ob.  m./kg.  when  P  is  in  kg./sq.  m. 
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to  show  both  the  experimental  errors  and  the  deviations  from  the 
formula.  Or  the  values  of  R  at  each  point  may  be  calculated  by 
adding  to  the  value  oiaPVjT  the  value  of  the  difference  a{c  —  b)  PjT 
according  to  the  author's  formula.  With  the  exception  of  filling 
No.  10,  which  gives  discrepancies  of  1  per  cent,  the  values  of  R 
thus  found  are  remarkably  concordant  for  the  observations  taken 
with  any  one  of  the  82  fillings.  But  they  vary  from  one  fiUing  to 
another  under  similar  conditions  in  an  irregular  manner  which  is 
evidently  due  to  errors  in  the  determination  of  the  mass  of  water 
introduced  into  the  globe.  Thus  the  value  of  R  from  No.  4  is 
0'6  per  cent,  too  high,  and  that  from  No.  7,  0-8  per  cent,  too  low. 
These  excessive  errors  occur  chiefly  in  the  short  lines  near  the 
saturation  point,  where  the  range  of  temperature  covered  is  too 
small  to  give  the  observations  any  value  for  verifying  the  formula. 
Of  the  long  lines  covering  an  extended  range  of  temperature,  the 
greatest  differences  are  0-8  per  cent,  between  1  and  5,  and  0-24  per 
cent,  between  5  and  12  in  the  opposite  direction.  In  order  to 
eliminate  these  accidental  differences  as  far  as  possible  from  the 
comparison,  the  value  of  the  mass  for  each  filling  has  been  corrected 
to  the  same  mean  value  of  72,  namely  0-11012,  in  terms  of  the  mean 
thermal  unit.  It  happens  that  this  value  is  almost  exactly  the 
mean  of  all  the  values  of  R  calculated  from  the  separate  observa- 
tions, excluding  a  few  obvious  experimental  errors.  It  is  very 
natural  that  such  accidental  errors  should  occur  in  the  values  of 
the  mass  of  water  introduced  into  the  bulb,  because  the  introduction 
involved  some  very  difficult  experimental  manipulation,  including 
scrupulous  cleaning,  drying,  freezing  with  solid  COj ,  and  evacuating. 
In  the  first  few  fillings  the  whole  mass  introduced  was  less  than 
2  grams,  and  errors  of  a  few  miUigrams  were  inevitable.  The  largest 
correction  applied  to  the  mass  of  this  account  is  only  1  in  400  in 
the  case  of  filling  No.  1  (where  the  whole  mass  was  about  1-5  gm.), 
and  is  equivalent  to  an  error  of  4  mgm. 

The  quantity  plotted  in  the  diagram  Fig.  11,  the  scale  of  which 
is  about  ten  times  as  large  as  Linde's  PF,  P  diagram,  is  not  the 
whole  volume  but  only  the  defect  of  aPVjT  from  the  ideal  value  R, 
plotted  as  a  percentage  of  R.  The  actual  observations  are  shown 
by  the  small  circles  in  relation  to  the  lines  of  constant  volume  given 
by  the  author's  formula. 

The  ordinate  corresponding  to  each  circle  represents  the 
difference  1  —  aPVjRTy  multiplied  by  100,  as  calculated  directly 
from  the  Munich  tables  of  observations.  The  crossed  circles  repre- 
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sent  the  extrapolated  values  at  saturation  given  in  the  same  tables. 
The  lines  of  constant  volume  represent  the  corresponding  quantity, 
namely  100  (c  —  b)l(V  +  c  —  b),  according  to  the  author's  formula. 
This  is  very  easily  calculated  by  the  aid  of  the  table  of  values  of  c 
for  each  degree  given  in  the  Steam  Tables,  Appendix  III.  The  agree- 
nlent  is  seen  to  be  almost  incredibly  perfect,  since  each  point 
represents  a  single  observation,  and  not  the  mean  of  a  group.  The 
deviations  rarely  amoimt  to  1  in  1000,  except  in  the  case  of  the 
observations  near  the  saturation  line,  which  are  obviously  vitiated 
by  surface  condensation,  as  the  observers  themselves  admit.  For 
this  reason  the  short  lines,  in  which  the  observations  extended  only 
a  few  degrees  from  the  saturation  point,  could  not  be  included  in 
the  diagram  without  confusion,  because  many  of  them  exhibit 
much  larger  effects  of  surface  condensation  than  any  shown  in  the 
figure. 

It  appears  probable  that  the  effect  of  surface  condensation  in 
increasing  the  percentage  deviation  near  the  saturation  point, 
depends  partly  on  accidental  traces  of  dirt  or  impurity,  and  partly 
on  the  chemical  action  of  the  water  on  the  glass,  which  increases 
rapidly  with  rise  of  temperature  and  pressure.  The  effect  of  any 
dissolved  impurity  is  to  lower  the  vapour  pressure  or  raise  the 
boiling  point,  so  that  some  liquid  remains  when  the  temperature 
is  above  that  of  saturation.  In  the  case  of  water  the  rise  of  boiling 
point  produced  by  x  gram-molecules  of  salt  in  solution  per  gram  of 
water  is  approximately  lOOOa:  degrees  C.  The  proportion  of  water 
remaining  when  the  temperature  is  6°  C.  above  the  saturation  point 
will  therefore  be  lOOOas JO.  Thus  the  defect  of  pv  due  to  surface  con- 
densation should  be  represented  by  a  hyperbolic  curve,  as  is  easily 
seen  to  be  the  case  for  filling  No.  22,  where  the  effect  is  well  marked. 
The  effect  may  extend  for  10  or  more  degrees  beyond  the  satura- 
tion point,  depending  on  the  temperature  at  which  the  solution 
becomes  saturated,  and  is  not  limited  to  1°  or  less  as  the  observers 
supposed.  The  observations  indicate  clearly  that  the  correction 
they  applied  for  surface  condensation  was  inadequate,  and  that 
all  the  saturation  points  are  liable  to  a  small  systematic  error.  For 
No.  22  the  defect  of  volume  due  to  surface  condensation  may  be 
estimated  at  2  in  1000  for  d  =  2-5°.  The  impurity  required  to 
produce  this  effect  would  be  only  5  millionths  of  a  gram-molecule 
of  salt  per  gm. 

Above  180°  C.  there  are  only  three  short  lines,  which  show 
deviations  reaching  0-7  per  cent,  from  the  formula,  but  the  observa- 
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tions  are  so  few,  and  the  experimental  difficulties  increase  so 
rapidly  with  the  pressure,  that  little  weight  can  be  attached  to  them. 
The  observers  themselves  do  not  tabulate  their  general  results 
beyond  180°  C,  and  though  some  deviation  is  to  be  expected  at 
higher  pressures,  it  is  impossible  to  say  how  far  the  deviation  shown 
is  due  simply  to  increasing  experimental  errors.  The  author's 
formula  agrees  very  well  with  the  saturation  pressures  up  to  200°  C, 
and  it  would  be  undesirable  to  introduce  any  modification  to  suit 
these  few  observations  between  180°  and  190°  C.  without  much 
more  conclusive  experimental  evidence. 

46.  Comparison  of  Formulae  for  V  and  L.  The  agree- 
ment of  Linde's  formula  with  the  author's  in  the  neighbourhood  of 
the  saturation  curve  is  much  closer  than  would  be  imagined  from 
a  mere  comparison  of  the  constants,  and  is  within  the  limits  of 
probable  error  of  the  method.  The  differences  become  serious  only 
when  the  formula  is  extrapolated  to  high  temperatures  or  pressures, 
beyond  the  limits  of  the  experiments  themselves.  The  agreement 
in  the  neighbourhood  of  saturation  is  illustrated  by  the  following 
table,  in  which  Henning's  values  calculated  from  his  smoothed 
table  of  L,  are  included  for  comparison. 

Table  II.  Volume  F,  and  Latent  Heat  L  of  Saturated  Steam. 


V  in  litres  per  kilogram 

L  in  calories  Centigrade 

Temp. 

Callendar 

Linde 

Henning 

j  Callendar 

Linde 

Henning 

Gent. 

1902 

1906 

1909'' 
1673 

from5&C 

from  V 

Table  " 

100° 

1672-2 

1676*6 

639-3 

638-7 

638*7 

110° 

1209-1 

1210-8 

1210 

633-2 

632-0 

6321 

120° 

890-7 

892-2 

891-2 

626*9 

625-6 

626*3 

130° 

667-6 

669-0 

667-5 

620-3 

618-7 

618-2 

140° 

608-3 

609-0 

607-8 

613-6 

611-6 

610*9 

160° 

392*6 

393-2 

392-1 

606-6 

604-2 

603-8 

160° 

307-3 

307-2 

307-1 

499-3 

4970 

496*6 

170° 

243*6 

2430 

2430 

491*8 

489*7 

489-4 

180° 

196-2 

194-3 

194-7 

483*9 

482*3 

482-2 

Henning's  values  of  the  volume  agree  on  the  whole  better  with 
the  author's  than  with  Linde's.  Linde's  high  values  from  100° 
to  150°  C.  are  due  chiefly  to  the  high  value  47-10  selected  for  the 
constant  Rja.  So  high  a  value  of  this  constant  was  not  justified 
by  the  actual  observations  on  the  volume,  which  give  R  —  46*99, 
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but  was  required  to  compensate  for  the  exceptionally  low  values 
of  dpjdt  in  the  neighbourhood  of  100"^  C.  deduced  from  the  Munich 
observations  on  the  saturation  pressure,  since  it  had  been  shown 
by  the  reduction  of  Joly's  observations  (R,  S.,  1900)  that  the  latent 
heat  at  100°  C.  could  not  well  be  much  lower  than  539  in  terms  of 
the  calorie  at  15°  C.  as  previously  explained.  The  values  of  the 
saturation  pressure  itself,  and  a  fortiori  those  of  dp/dt^  could  not 
be  determined  very  satisfactorily  from  the  Munich  observations, 
especially  near  the  limits  of  the  experimental  range  at  100°  and 
180°  C,  because  the  mercury  thermometers  employed  showed 
irregularities  of  0*1°,  equivalent  to  nearly  20  nun.  in  the  saturation 
pressure  at  the  highest  points,  with  an  even  larger  proportionate 
uncertainty  in  dp/di  for  the  lower  ranges.  The  fact  that  the  values 
of  the  latent  heat  calculated  by  Linde  agree  so  well  with  those 
subsequently  found  by  Henning,  is  a  most  remarkable  coincidence. 
The  differences  nowhere  exceed  1  in  1000,  and  are  much  smaller 
than  the  probable  error  of  the  calculation  as  estimated  by  Henning 
himself.  But  we  have  already  seen  that  Henning's  table  does  not 
represent  his  actual  observations  satisfactorily,  and  the  coincidence 
merely  shows  that  there  must  be  systematic  errors  in  the  values  of 
dp/dt  (see  p.  144)  if  the  values  of  the  volume  are  correct. 

Henning's  table  of  latent  heat  makes  the  rate  of  diminution  of 
L  discontinuous  near  100°,  but  practically  constant  and  equal  to 
0-72  calorie  per  1°  C.  from  120°  to  180°  C,  which  is  theoretically 
impossible.  The  curve  of  latent  heat  must  obviously  be  continuous 
with  the  well  established  curve  below  100°  C,  €md  the  rate  of 
diminution  with  rise  of  temperature  must  increase  more  rapidly  as 
the  temperature  rises,  as  shown  in  the  author's  table  representing 
values  calculated  from  the  theoretical  expression 

(H  -  ^)  (1  -  v/V), 
which  gives 

L  =  [594-8  -{8-So)t-  SCp]  (1  -  v/V) (8) 

The  constant  594-8  is  the  value  of  L  +  SCp  at  0°  C.  The  factor 
{s  —  Sq)  is  the  difference  of  the  limiting  specific  heats  of  Uquid 
and  vapour,  representing  the  primary  cause  of  variation  of  the 
latent  heat.  The  term  SCp,  which  increases  rapidly  with  the  satura- 
tion pressure  p,  represents  the  Joule-Thomson  effect  and  becomes 
important  at  temperatures  above  100°  C.  The  factor  (1  —  v/V) 
shows  that  the  latent  heat  vanishes  when  the  volume  of  the  liquid 
V  becomes  equal  to  that  of  the  vapour  F.  This  formula  for  L  is  the 
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simplest  possible,  and  is  exactly  consistent  with  Clapeyron's 
equation,  and  with  the  characteristic  equation  for  the  volume.  It  is 
quite  possible  that  the  rate  of  diminution  of  the  latent  heat  may 
increase  more  rapidly  with  temperature  above  200°  C,  than  is 
shown  by  the  simple  term  SCp^  and  the  factor  (1  —  vjV).  But  the 
properties  of  saturated  steam  at  temperatures  above  200°  C.  are 
of  little  practical  importance,  and  no  satisfactory  experimental  data 
exist  at  present  for  the  volume,  or  the  latent  heat,  or  the  specific 
heat,  or  the  cooUng-effect  in  this  region.  The  author's  formulae  are 
intended  for  practical  use  over  the  experimental  range,  and  it 
would  be  a  great  mistake  to  spoil  them  for  practical  purposes  by 
introducing  purely  speculative  complications  devised  to  suit  the 
possible  behaviour  of  the  saturated  vapour  at  higher  temperatures. 
The  pressure  factor  (I  -j-  0*000002^?)  in  Linde's  equation  is  a  device 
of  this  type,  which  is  to  be  deprecated  as  an  unnecessary  comphca- 
tion  at  low  pressures,  besides  giving  impossible  values  for  H^  at 
high  pressures  (see  p.  122),  as  explained  in  the  next  chapter.  There 
are  other  serious  objections  to  Linde's  equation  which  cannot  be 
passed  over,  because  his  formula  has  been  so  widely  adopted,  as 
being  the  most  accurate  for  superheated  steam,  which  is  quite 
contrary  to  the  experimental  facts. 

47.   Objections  to  Linde's  Equation.  The  correction  term 

0-031  (878/T)*  —  0-0052,  in  Linde's  equation  vanishes  and  changes 
sign  at  <  =  402°  C.  a  few  degrees  above  the  critical  point.  According 
to  Linde's  equation,  steam  becomes  a  "pluperfect"  gas  above  this 
temperature,  deviating  from  Boyle's  law  in  the  same  way  as 
hydrogen,  the  product  PV  increasing  with  increase  of  pressure 
at  constant  temperature  instead  of  diminishing,  which  cannot 
possibly  be  correct.  The  reason  of  this  is  chiefly  that  Linde  has 
assigned  too  high  a  value  to  the  constant  0-0052  (which  is  more 
than  five  times  as  great  as  in  the  author's  equation)  in  order  to 
compensate  for  the  selection  of  the  lower  value  8  for  the  index  in 
place  of  the  author's  10/8.  The  excuse  given  for  this  is  merely  the 
convenience  of  having  a  whole  number  for  the  index.  It  will  be 
found  however  that  the  index  10/8  is  in  many  respects  more 
convenient  than  the  index  8  in  actual  practice  having  regard  to 
all  the  various  calculations  for  which  it  is  required,  more  parti- 
cularly in  relation  to  the  adiabatic  equation,  which  Linde  appears 
to  have  overlooked.  It  may  be  argued  that  a  temperature  of  400°  C. 
is  so  seldom  reached  in  a  steam-engine  that  the  error  is  inunaterial. 
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It  is  evident  however  that  material  discrepancies  may  be  expected 
long  before  this  temperature  is  attained. 

It  is  most  important  in  practice,  for  calculations  relating  to  the 
discharge  of  steam,  and  for  other  reasons,  to  have  the  simplest 
possible  form,  like  the  author's  P/r»+i  =  K,  for  the  adiabatic 
equation.  To  be  of  any  use,  the  results  of  such  calculations  must  be 
exactly  consistent  with  the  tables.  Linde's  equation  does  not 
satisfy  the  theoretical  condition  (14)  of  Chapter  III,  namely  that 
the  deviation  from  the  ideal  volume  must  be  of  the  form 

(T/P)  F  {P/T^+^). 

It  is  therefore  extremely  inconvenient  in  practice,  in  addition  to 
being  almost  certainly  inaccurate  at  high  temperatures. 

The  measurements  of  the  volume  taken  alone  were  inadequate 
to  determine  all  the  constants  in  the  equation,  since  the  observations 
of  V  might  have  been  represented  equally  well  by  a  variety  of  other 
formulae  of  different  types.  The  values  of  the  constants  were 
accordingly  adjusted  as  far  as  possible  to  suit  other  observations, 
such  as  those  on  the  cooling-effect.  But  in  spite  of  the  complexity  of 
the  equation  the  agreement  obtained  is  not  at  all  satisfactory,  and 
the  formula  cannot  be  reconciled  with  observations  on  the  specific 
heat  as  will  be  explained  in  the  next  chapter. 
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CHAPTER  VI 

THE  SPECIFIC  HEAT  OF  STEAM 

48.   Variation  of  the  Specific  Heat.  The  experimental 

and  theoretical  evidence  leading  to  the  adoption  of  the  formula 
{R.  5.,  1900) 

5  =  iSo  +  «w(n  +  l)cP/r, (1) 

for  the  variation  of  the  specific  heat  of  steam  at  constant  pressure, 
has  already  been  summarised  and  explained  in  Chapter  III,  and 
the  formula  itself  has  been  indirectly  verified  by  the  comparison 
of  the  resulting  values  of  the  total  heat,  cooling-effect,  and  specific 
voliune,  with  those  obtained  by  experiment.  It  remains  in  the 
present  chapter  to  complete  the  verification  by  direct  comparison 
with  the  results  of  later  experiments  on  the  specific  heat,  and  to 
discuss  some  of  the  thermodynamical  relations,  which  afford  good 
illustrations  of  the  application  of  the  laws  of  thermodynamics  to 
test  the  consistency  of  various  empirical  expressions  which  have 
since  been  proposed. 

The  limiting  value  of  the  specific  heat  Sq  at  zero  pressure  is  a 
function  of  the  temperature  only,  and  has  been  taken  as  constant 
for  the  range  required  in  steam-engine  practice,  although  it  might 
theoretically  be  any  function  of  the  temperature  so  far  as  the  form 
of  the  characteristic  equation  for  V  in  terms  of  P  and  T  is  concerned. 
Recent  experiments  have  shown  that  the  value  of  Sq  is  not  quite 
constant  over  the  experimental  range,  and  that  the  variation 
becomes  important  at  temperatures  approaching  2000°  C,  such 
as  commonly  occur  in  internal  combustion  engines.  But  it  has  been 
found  possible  to  represent  the  properties  of  steam  satisfactorily 
up  to  a  temperature  of  400°  C.  by  adopting  a  suitable  mean  value 
of  Sq  .  This  appears  to  be  justifiable  because  the  uncertainty  of  the 
variation  of  Sq  over  this  range  according  to  different  experiments 
and  formulae  is  nearly  of  the  same  order  of  magnitude  as  the  varia- 
tion itself.  Moreover  it  is  most  important  for  practical  calculations 
on  the  discharge  of  steam,  and  for  other  purposes,  that  the  equation 
of  the  adiabatic  of  dry  steam  should  be  of  the  simplest  possible 
form,  namely  PIT^'^\  and  should  be  exactly  consistent  with  the 
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tables.  This  cannot  be  secured  unless  a  constant  value  is  assumed  for 
Sq  over  the  experimental  range,  and  is  a  decisive  argument  in 
practice. 

As  the  result  of  extended  trials  in  various  calculations  of  the 
properties  of  steam  from  experimental  observations  and  tests,  it 
has  not  hitherto  been  found  possible  to  make  any  material  im- 
provement in  the  value  ISR/S,  assumed  for  Sq  in  the  revised 
equations  {E,  B.,  1902).  This  value  has  accordingly  been  retained 
in  order  to  avoid  introducing  immaterial  and  vexatious  changes  in 
the  Steam  Tables.  It  is  probable  that  this  value  is  too  high  near 
100°  C,  where  Makower  found  values  ranging  from  4-26  to  4-80  for 
the  ratio  Sq/R,  and  where  Brinkworth  has  recently  obtained  the 
value  4-21.  But  a  higher  value  is  certainly  required  at  200°  than  at 
100°  C,  and  the  value  4-883  seems  to  give  the  best  general  agree- 
ment with  the  latest  observations  of  the  saturation  pressure  as 
explained  in  a  later  chapter. 

The  second  term  in  formula  (1),  which  depends  on  P,  and  may 
be  called  the  variation  with  pressure,  is  of  much  greater  magnitude 
and  importance  than  the  variation  of  Sq.  Its  presence  in  the 
formula  is  essential  in  order  to  make  the  values  of  the  specific  heat 
thermodynamically  consistent  with  the  variation  of  the  total  heat, 
volume,  and  saturation  pressure. 

49*  Results  of  Later  Observers.  The  approximate  con- 
stancy of  the  specific  heat  of  steam  at  atmospheric  pressure  was 
verified  indirectly  by  the  experiments  of  Holbom  and  Henning 
{Ann.  Phys.,  18,  p.  789,  1905),  which  covered  a  wide  range  of 
temperature.  They  employed  a  modification  of  Regnault's  method 
with  an  oil  calorimeter  at  110°  C,  so  that  the  steam  was  not  con- 
densed in  the  calorimeter,  and  the  possible  error  due  to  the  inclusion 
of  the  latent  heat  was  avoided.  They  also  measured  the  specific 
heat  of  air  with  the  same  apparatus  over  the  same  ranges  of  tem- 
perature. The  value  found  for  air  between  110°  and  270°  C.  was 
0*2815,  and  that  for  steam  over  the  same  range,  0-4492.  They 
admitted  that  these  results  were  too  low  as  compared  with  those 
of  Regnault,  but  they  considered  that  their  experiments  gave  the 
ratio  of  the  specific  heats  of  steam  and  air  with  a  fair  degree  of 
accuracy,  and  that  the  variation  of  the  mean  specific  heat  of  air 
with  temperature  could  be  fairly  represented  by  the  coefficient 
4  X  10-^  At  a  later  date,  Swann  {Brit.  Assoc.  Rep.y  1908,  p.  81, 
Phil.  Trans.  A,  1910,  p.  199)  found  a  similar  coefficient  for  the  rate 
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of  increase  of  the  mean  specific  heat  of  air  between  0°  and  100°  C, 
but  a  much  higher  value  of  the  specific  heat  itself,  namely  0*2418 
at  0**  C.  €md  0-2423  at  100°  C.  These  exceeded  Regnault's  values 
by  2  per  cent.,  but  agreed  very  closely  with  Joly's  observations  on 
the  specific  heat  at  constant  volume  when  reduced  to  constant 
pressure. 

Swann's  result  for  air  has  since  been  verified  by  Holbom  and 
Jakob  (Zeit.  Ver.  Deut.  Ing.,  58,  p.  1429,  1914).  The  original 
results  of  Holbom  and  Henning  for  steam  can  be  reduced,  with 
a  fair  degree  of  probability,  by  employing  Swann's  formula  for 
the  mean  specific  heat  of  air,  together  with  their  own  values  of 
the  ratio  air/steam.  The  results  thus  obtained  are  exhibited  in  the 
following  table  {Brit.  Assoc.  Rep.,  1908,  p.  81). 

Table  I.  Reduction  of  Holbom  and  Henning's  Values  for  S. 


Temp. ) 
Range  f 

110° 

270° 

110° 
440° 

110° 
620° 

110° 
820° 

115° 
826° 

270° 
440° 

440° 
620° 

620° 
820° 

Mean  t 

190° 

276° 

366° 

466° 

470° 

366° 

530° 

720° 

Air,  obs. 
Steam,  obs. 
Ratio 
Air,  calc. 
Steam,  oalo. 

0-2316 

0-449 

1-940 

0-2445 

0-474 

0-2360 

0-460 

1-968 

0-2467 

0-481 

0-2442 

0-476 

1-946 

0-2471 

0-481 

0-2492 

0-498 

1-998 

0-2487 

0-497 

1-900 
0-249 
0-473 

0-2382 

0-470 

1-974 

0-2468 

0-487 

0-2612 

0-603 

1-924 

0-2497 

0-480 

0-2618 

0-666 

2-122 

0-2528 

0-536 

The  calculated  values  given  in  the  last  hne  agree  very  fairly 
with  Regnault  at  178°  C,  but  indicate  a  much  smaller  rate  of 
increase  with  temperature  than  the  original  observations  given  in 
the  fifth  line,  headed  Steam,  obs.  The  observations  for  the  range 
115**  to  826**  in  the  fifth  column  were  taken  with  a  different  form 
of  apparatus,  which  gave  a  much  lower  result  than  the  first  form 
over  the  same  range,  but  the  experimental  difficulties  were  so 
great  at  these  temperatures  that  Uttle  weight  can  be  attached  to 
it.  The  values  given  in  the  last  three  columns  are  deduced  by  taking 
differences  of  total  heat  between  the  first  four  ranges,  and  show 
the  values  of  S  over  smaller  ranges  and  at  higher  temperatures. 
The  uncertainty  is  increased  by  taking  differences  in  this  way,  but 
the  results  indicate  a  more  rapid  increase  at  high  temperatures,  as 
is  also  shown  to  be  the  case  by  explosion  experiments.  The  cal- 
cidated  values  shown  in  the  last  line  are  probably  too  low  at  higher 
temperatures,  because  it  appears  likely  that  the  specific  heat  of 
air  may  increase  more  rapidly  in  this  region  than  is  assumed  in  the 
formula.  Even  the  value  0-474  at  190**  may  be  1  or  2  per  cent,  too 
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low  from  this  cause,  and  should  be  regarded  rather  as  a  lower  limit 
to  the  possible  value  of  S, 

50.  Variation  of  5  with  Pressure.    According  to  the 

theory  already  explained,  it  is  not  actually  necessary  to  take  any 
observations  of  the  specific  heat  at  pressures  other  than  atmo- 
spheric, because  the  complete  variation  of  the  total  heat  is  most 
easily  deduced  by  the  throttling  method  when  the  specific  heat  at 
atmospheric  pressure  is  known.  The  advantage  of  this  method  is 
that  the  observation  of  the  coohng-effect  is  much  simpler  than 
that  of  the  specific  heat,  because  no  measurements  of  quantities 
of  heat  are  required.  Moreover  measurements  of  the  specific  heat 
at  pressures  other  thtm  atmospheric  involve  additional  experi- 
mental difficulties  and  sources  of  error.  It  is  of  considerable  interest, 
however,  to  compare  measurements  at  different  pressures  with  the 
results  deduced  from  the  observations  on  the  cooling-effect. 

The  variation  of  the  specific  heat  with  pressure  as  deduced  from 
the  observations  on  the  cooUng-effect,  is  shown  by  the  full  lines  in 
the  annexed  diagram  (Fig.  12),  which  are  drawn  for  pressures 
of  0,  2,  4,  6,  and  8  kilos  per  sq.  cm.  in  accordance  with  equation  (1) 
for  the  variation  of  S.  The  horizontal  line  marked  Sq  at  0*477 
represents  the  assumed  mean  value  of  the  specific  heat  at  zero 
pressure.  The  circle  marked  C  represents  the  first  experimental 
value  0-496  at  108°  C.  and  1  atmosphere;  that  marked  B  Brink- 
worth's  more  recent  value  0-487  in  terms  of  the  mean  calorie.  Both 
of  these  give  slightly  lower  values  than  0-477  for  the  specific  heat 
Sq  at  zero  pressure.  The  circles  marked  R  and  HH,  indicate  the 
observations  of  Regnault  and  of  Holbom  and  Henning  respectively 
at  atmospheric  pressure.  The  circles  marked  HS  indicate,  the 
observations  of  Holborn  and  Henning  reduced  by  assuming  Swann's 
formula  for  air,  which,  as  already  explained,  is  probably  too  low 
at  temperatures  between  200®  and  400°  C. 

51.  Knoblauch's  Experiments.  The  other  points  marked 
on  the  figure  indicate  the  observations  of  Knoblauch  and  Jakob 
(Forsch.  Ver.  Deut.  Ing.,  1906,  86,  p.  109),  at  pressures  of  2,  4,  6, 
and  8  kg./cm.^,  and  those  of  Knoblauch  and  H.  MoUier  {loc.  cit.y 
1911, 109,  p.  79).  The  points  belonging  to  the  later  series  of  observa- 
tions are  enclosed  in  circles,  each  of  which  represents  the  mean  of 
several  observations.  They  agree  closely  with  the  earlier  series, 
being  made  by  the  same  method  with  similar  apparatus,  except 
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that  all  the  dots  representing  the  observations  at  the  lowest 
pressure  of  2  kg./cm.^,  are  slightly  higher  in  the  later  series  than  in 
the  earlier  between  150°  and  200°  C,  but  much  lower  in  the  later 


series  than  in  the  earlier  in  the  neighbourhood  of  850°  and  above. 
The  dotted  curves  marked  2,  4,  6,  8,  represent  the  smoothed  table 
of  results  given  by  Jakob  (Zeit.  Ver.  Devi.  Ing.y  1912,  p.  1980)  to 
fit  both  series  of  observations  as  closely  as  possible.  The  points  at 
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different  pressures  are  distinguished  in  the  figure  by  the  same 
marks  as  in  the  original  papers,  namely  dots  for  the  observations 
at  2  kg./cm.2,  small  circles  for  4  kg.,  crosses  (+)  and  ( x )  for  6  and 
8  kg.  respectively.  The  points  at  different  pressures  are  well 
separated  below  200°  C,  but  begin  to  overlap  at  300°  C.  and  above, 
where  the  4,  6,  and  8  kg.  points  lie  very  close  together.  It  will  be 
seen  that  the  observations  confirm  the  variation  of  the  specific 
heat  with  pressure,  as  predicted  from  the  observations  on  the 
cooling-effect,  not  only  in  kind,  but  also  in  magnitude.  The  range 
of  variation  shown  by  the  observations  is  in  fact  almost  identical 
at  210°  C,  but  somewhat  greater  below  that  temperature,  and 
somewhat  less  above. 

The  dotted  line  marked  KJq  represents  the  extrapolated  value 
of  the  specific  heat  at  zero  pressure  given  by  Knoblauch  and  Jakob 
in  their  first  paper.  This  showed  a  variation  of  Sq  with  temperature 
ranging  from  0-447  at  100°  C.  to  0-509  at  400°  C.  which  was 
supported  by  Holborn  and  Henning's  original  value  0-449  at 
190°  C.  But  the  range  of  variation,  amounting  to  nearly  14  per 
cent.,  appeared  inadmissible  in  the  light  of  subsequent  reductions 
{BriL  Assoc.  Rep.,  1908,  p.  839).  The  observations  of  Knoblauch 
and  Jakob  in  1906,  did  not  extend  beyond  850°.  The  high  values 
obtained  at  this  point  wete  inconsistent  with  the  lower  values 
subsequently  obtained  by  Knoblauch  and  MoUier  at  higher  tem- 
peratures. In  Jakob's  latest  reduction,  the  upper  end  of  the 
Sq  curve  has  accordingly  been  lowered  to  0*489  at  400°  C, 
and  the  lower  end  *  raised  to  0-461  at  100°  C,  reducing  the 
variation  to  about  6  per  cent.,  which  is  a  more  reasonable  value. 
Knoblauch  and  MoUier  reduce  the  variation  still  further,  to  about 
4  per  cent.,  as  would  seem  to  follow  from  their  observations  at 
a  pressure  of  2  kg.  Since  the  points  marked  R  and  HS  at  1  atmo- 
sphere should,  if  anything,  be  further  raised,  it  appears  probable 
that  the  2  kg.  points  of  Knoblauch  and  MoUier  are  stiU  too  low. 
This  would  require  a  similar  adjustment  of  the  4  kg.  curves,  and 
would  bring  their  results  into  better  agreement  with  the  author's. 

52.   Values  of  5  at  Saturation.   It  is  difficult  to  measure 

the  specific  heat  near  saturation  by  direct  experiment  on  account 
of  the  risk  of  water  being  carried  with  the  steam,  which  would 
make  the  specific  heat  appear  too  high.  Thus  one  per  cent,  of  water 
in  the  steam  would  make  S  about  50  per  cent,  too  high  if  measured 
over  a  range  of  20°  C.  For  the  lowest  observations  in  the  Munich 
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experiments,  the  steam  was  first  raised  to  a  temperature  about 
10**  or  20®  C.  above  saturation  in  a  superheater,  from  which  it 
passed  to  the  calorimeter,  where  the  watts  required  to  raise  it 
another  80**  or  40°  C.  were  observed.  In  the  first  series,  only  two 
experiments  gave  values  of  S  appreciably  exceeding  0-50,  namely 
0-557  at  8  kg.  and  0-581  at  6  kg.,  both  points  being  exceptionally 
close  to  the  saturation  line.  It  is  possible  that  these  may  have  been 
affected  a  Uttle  by  entrained  moisture,  since  the  observations 
between  200°  and  250°  C.  are  abnormally  low  in  comparison.  In 
any  case  it  is  obvious  that  the  extrapolation  of  the  curves  to 
the  saturation  line  must  be  of  a  very  speculative  character 
owing  to  the  distance  to  be  covered  and  the  paucity  of  observa- 
tions. 

In  the  earlier  paper,  the  curves  of  Knoblauch  and  Jakob  appear 
to  have  been  produced  to  the  saturjation  line  by  purely  graphic 
estimation.  The  points  on  the  saturation  line  thus  found  at  2,  4,  6, 
and  8  kg.,  were  connected  by  an  empirical  formula 

Ss  =  0-41  +  2-52  X  10«/(r,  -  T,)*, (2) 

where  T^  is  the  critical  temperature  and  T,  the  saturation  tem- 
perature at  the  point  considered.  With  starting  points  given  by 
this  formula  at  saturation,  a  series  of  parallel  curves  were  drawn 
showing  values  of  S  up  to  pressures  of  20  kg./cm.^;  but  very  little 
weight  could  be  attached  to  a  graphic  extrapolation  of  this  kind 
without  any  theoretical  basis. 

Jakob,  in  his  later  reduction  (1911),  employed  a  different  em- 
pirical formula  for  the  saturation  values,  namely, 

S,  =  0-455  +  2  X  10-«>T,8/(r^  -  T,) (8) 

This  is  the  formula  represented  by  the  dotted  line  marked  Jakob 
(sat.)  in  Fig.  12.  It  gives  a  smaller  range  of  variation  than  (2) 
at  high  temperatures,  and  raises  all  the  saturation  values  by  about 
0-020  over  the  experimental  range  from  2  to  8  kg./cm.*,  which 
brings  them  into  better  agreement  with  the  author's,  but  the 
formula  has  no  theoretical  foundation. 

53.   Calculation  of  S  ~  So  from  the  Characteristic 

Equation.  The  only  satisfactory  method  of  extrapolating  experi- 
mental results  for  S  to  the  saturation  line  is  by  the  aid  of  some 
form  of  characteristic  equation  which  is  known  to  represent  the 
other  properties  of  steam  in  the  neighbourhood  of  saturation.  The 
variation  of  S  with  pressure  at  constant  temperature  for  any 
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substance    is   given    by    the    well    known    differential    equation 
(Appendix  I  (48)) 

(dSjdP),  =  ^aT  {(PV/dT%, (4)    ^ 

which  is  easily  solved  if  V  is  known  as  a  function  of  T  and  P.  The 
author^s  equation  gives  in  this  way  the  general  expression  for  5, 


5  =  iSo  +  an  (n  +  1)  cP/T, 


,{5) 


where  n  =  10/3,  a  =  10,000/427  (K.M.C.),  and  c  =  00268  (878/r)» 
(K.M.C.).  A  similar  result  is  easily  obtained  from  Linde's  equation. 


iS  =  iSo  +  an  (n  +  1)  cP  (1  +  0-OlP)/r,, 


(6) 


where  a  =  10,000/427  (K.M.C.),  n  =  8,  and  c  =  0081  {S7S/T)\ 
This  expression  is  exactly  similar  to  the  author's,  but  with  different 
values  of  c  and  n,  and  with  the  addition  of  the  small  correction 
temi  O'OlP  depending  on  P,  which  makes  it  give  higher  results 
at  high  pressures. 

The  corresponding  expressions  for  the  product  SC  are 


Author     SC  =  a(n  +  l)c  —  aft,     

Linde,      iS'C  =  a(n+l)c(l  +  002P)  -  00052a. 


.(7) 
.(8) 


The  constants  have  the  values  given  above  on  the  (K.M.C.) 
system.  It  will  be  seen  that  the  correction  term  0-02P  in  expression 
(8)  for  SC  is  twice  as  great  as  in  the  corresponding  expression  for  S. 

The  following  table  shows  a  comparison  of  Jakob's  extrapolated 
values  with  the  variation  of  S  at  saturation  deduced  from  the  two 
equations. 


Table  II.  Values  of  S  at  Saturation. 


PreBsme 
kg./om.' 


Author 
1902 


Linde 
1006 


0 
2 
4 
6 
8 


0-461 
0-499 
0-622 
0-639 
0-664 


0-461 
0-600 
0-626 
0-646 
0-666 


ThomaB 

Knoblauch 

Jakob 

1907 

and  Jakob 

1911 

0-461 

0-447 

0-461 

0-600 

0-480 

0-499 

0-624 

0613 

0-633 

0-640 

0-648 

0-666 

0-662 

0-683 

0-600 

Jakob's  values  have  been  taken  from  his  1911  paper  without 
modification,  but  the  others  have  been  reduced  to  Jakob's  later 
values  of  Sq  (which  range  from  0-461  at  2  kg.  to  0-468  at  8  kg.) 
for  purposes  of  comparison,  since  the  characteristic  equations  do 
not  give  Sq  but  only  S  -  Sq.  The  extrapolated  values  assumed  for 
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Sq  at  100°  C.  and  zero  pressure,  are  given  in  the  first  line.  They  are 
taken  as  0-461,  except  for  Knoblauch  and  Jakob,  where  the  curve 
(KJq)  gives  the  value  0'447.  It  will  be  seen  that  both  the  character- 
istic equations  give  differences  of  S  diminishing  with  rise  of  pressure ; 
whereas  the  Knoblauch  and  Jakob  columns  show  nearly  equal 
differences,  which  is  the  natural  tendency  of  all  graphic  methods 
in  which  the  proper  run  of  the  curves  is  estimated  by  eye.  Thus 
according  to  the  author's  equation  the  successive  differences  of  S 
are  88,  28,  17,  15,  diminishing  with  rise  of  temperature;  but 
according  to  Knoblauch  and  Jakob,  88,  88,  85,  85,  and  according 
to  Jakob  (1911),  88,  84,  88,  84.  Linde's  equation  shows  a  range  of 
variation  of  0-065  from  2  to  8  kg.  which  is  somewhat  greater  than 
the  author's  0-055,  but  much  less  than  Jakob's  0-101.  In  an  extra- 
polation of  this  kind  it  is  reasonable  to  attach  greater  weight  to 
values  deduced  from  an  equation  which  is  known  to  represent  the 
volume  correctly,  than  to  a  graphic  or  empirical  method,  because 
the  variation  of  S  with  pressure  depends  directly  on  the  variation 
of  the  volume.  If  the  starting  points  selected  by  Jakob  at  2,  4, 
6,  8  kg.  on  the  saturation  curve  are  so  uncertain,  the  uncertainty 
of  the  empirical  extrapolation  to  20  kg.  is  many  times  greater. 

54.  Experiments  of  Thomas.  The  experiments  of  Thomas 
{Trans.  Amer.  Soc.  Mech.  Eng.,  29,  pp.  1021-1067,  1907)  are  of 
special  interest  and  importance  in  this  connection  because  he  used 
the  saturation  limit  itself  as  the  starting  point  of  his  measurements, 
and  directly  observed  the  watts  required  (1)  to  dry  a  given  current 
of  steam,  and  (2)  to  superheat  it  through  ranges  of  10°,  20°,  40°, 
60°,  80°,  100°,  and  150°  C.  The  pressure  was  varied  from  7  to 
500  Ibs./sq.  in.,  and  special  attention  was  devoted  to  measuring 
and  eliminating  the  heat-loss.  By  surrounding  the  calorimeter 
with  an  electrically  heated  and  highly  polished  jacket,  he  was 
able  to  reduce  the  external  loss  practically  to  zero,  but  he  also 
tried  other  methods  in  which  the  conditions  as  to  heat-loss  were 
widely  varied.  His  calorimeter  had  a  very  small  thermal  capacity 
as  compared  with  the  massive  oil-bath  of  Knoblauch  and  Jakob. 
This  is  quite  an  important  point  in  a  steady-flow  method.  The 
temperatures  were  taken  with  thermo-couples,  and  the  watts  with 
a  direct  reading  instrument,  which  precluded  a  high  order  of 
accuracy  in  the  observation  of  small  differences,  but  was  well 
suited  for  the  measurement  of  the  total  heat.  The  watts  required 
to  dry  the  steam  were  obtained  by  observing  the  point  at  which 
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the  temperature  first  began  to  rise  above  that  of  saturation  when 
the  watts  were  incre&sed.  It  would  appear  from  Thomas's  observa- 
tions that  the  water  present  in  the  original  steam  supply  often 
amounted  to  8  or  4  per  cent.  Owing  to  the  time  taken  to  evaporate 
small  drops  of  water  in  a  rapid  current  of  steam  when  the  superheat 
is  very  small,  it  is  practically  certain  that  a  small  proportion  of 
water  was  still  present  in  the  steam  when  the  temperature  first 
began  to  rise  above  the  saturation  point.  It  appears  in  fact  from 
an  analysis  of  the  observations  that  the  proportion  of  water  present 
at  this  stage  was  nearly  the  same  in  all  cases,  and  amounted  to 
about  one-fifth  of  1  per  cent.,  being  equivalent  to  nesffly  1  calorie  C. 
This  would  raise  all  the  values  of  the  specific  heat  obtained  over 
the  first  interval  near  saturation  by  an  equal  amount,  but  would 
not  materially  affect  the  accuracy  of  the  results  for  the  variation 
of  the  specific  heat  along  the  saturation  curve. 

It  is  noteworthy  that  if  Thomas's  curve  for  <S'  at  saturation  is 
reduced  to  the  same  value  as  the  author's  at  2  kg.,  it  practically 
coincides  with  the  author's  from  2  to  8  kg.,  so  that  it  could  not  be 
shown  separately  on  the  scale  of  the  figure.  Beyond  this  point  it 
begins  to  diverge  shghtly  from  the  author's,  lying  a  little  below 
it  as  indicated  by  the  broken  line  marked  Thomas.  But  the  devia- 
tion appears  to  be  within  the  limits  of  possible  error  in  such  difficult 
experiments,  considering  the  small  number  of  points  actually 
obtained  at  the  higher  pressures.  No  doubt  it  is  true  that  the 
author's  theoretical  results  at  saturation  appear  excessively  low  as 
compared  with  Jakob's  extrapolated  values.  But  they  err  a  little 
in  the  opposite  direction  when  compared  with  Thomas's  experi- 
mental values,  and  there  should  be  little  hesitation  in  such  a  case 
in  giving  greater  weight  to  the  results  of  actual  experiments  at 
high  pressures  than  to  a  purely  speculative  extrapolation. 

Thomas's  observations  at  300  and  500  lbs.  are  shown  in  Fig.  12 
by  the  marks  T  in  relation  to  the  author's  theoretical  curves  at 
these  pressures.  The  two  highest  values  of  the  specific  heat  actually 
observed  by  Thomas,  as  given  in  his  tables,  at  a  pressure  of 
500  Ibs./sq.  in.,  were  0-686  between  242"*  C.  (sat.),  and  262"*  C,  and 
0-617  between  262""  and  282°  C.  The  author's  formula  gives  0-668 
and  0-639  respectively  over  these  ranges,  which  show  reasonably 
good  fiigreement  considering  that  it  was  difficult  to  keep  the  quahty 
of  the  steam  quite  constant  at  this  high  pressure.  Thomas's  points  at 
292''  and  832"'  fall  exactly  on  the  author's  curve  at  500  lbs.  Linde's 
formula,  taking  Sq  =  0-461  (Jakob),  gives  0-744  and  0-704  for  the 
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first  two  points,  values  which  appear  to  be  too  high  owing  to  the 
correction  term  (1  +  0-OlP),  which  raises  the  value  of  S  by  about 
0-100.  On  the  other  hand,  Jakob's  first  formula  for  S  at  saturation 
gives  5  =  1*511  at  242**  C,  and  his  second  formula  gives  S  =  1-260. 
The  highest  value  actually  observed  by  Knoblauch  and  Jakob  was 
only  0*557.  It  appears  inconceivable,  in  the  light  of  Thomas's 
experiments,  that  the  specific  heat  at  500  lbs.  could  possibly  be  as 
high  as  1*260,  even  at  saturation,  where  the  author's  formula 
gives  0-684,  or  a  linear  extrapolation  of  Thomas's  values  0*646. 

55-   Variation  of  S  with  Pressure  at  260"*  C.  The  actual 

observations  of  Knoblauch  and  Jakob,  smd  Knoblauch  and  Mollier 
agree  very  well  with  Linde's  equation  for  the  variation  of  S  in  the 
neighbourhood  of  200**  C,  where  the  observations  at  different 
pressures  are  well  separated.  They  agree  equally  well  with  the 
author's  equation  at  210°  C.  But  at  higher  temperatures  the 
observations  at  different  pressures  begin  to  overlap,  owing  to 
experimental  errors,  and  the  pressure  variation  of  S  cannot  be 
determined  with  any  certainty  from  the  observations  themselves, 
because  the  variation  is  of  the  same  order  as  the  experimental 
errors.  The  smoothed  curves  and  tables  given  by  Jakob  appear  to 
make  the  variation  a  little  too  small  as  compared  with  the  character- 
istic equation,  or  with  Thomas's  experiments.  This  is  shown  by  the 
following  table  of  values  at  260**  C. 

Table  III. 
Values  of  S  -  So  at  260**  C,  from  2  to  16  kg./sq.  cm. 


Pleasure  kg./cm.* 

2 

4 

6 

8 

0032 
0043 
0-0407 
00484 

10 

12           14 

16 

Jakob,  table 
Thomas,  curves 
Author,  calc. 
linde,  calc. 

0*007 
0011 
00102 
0*0114 

0016 
0021 
0*0204 
00233 

0*023 
0032 
00306 
00366 

0*042 
0*063 
00609 
00616 

0062 
0063 
00611 
0*0763 

0062 
0073 
00713 
0-0894 

0074 
0081 
0*0814 
0*1040 

There  is  strong  theoretical  evidence  that  the  lines  should  be 
equally  spaced  for  moderate  pressures  at  any  given  temperature. 
The  equal  spacing  of  Knoblauch  and  Jakob's  curves  (1907)  at 
low  pressures  was  reduced  by  Jakob  (1911)  on  account  of  the 
raising  of  the  2  kg.  curve  in  the  later  experiments  by  Knoblauch 
and  Mollier.  Otherwise  they  agree  very  well  with  the  author's 
difference  of  0*0102  for  2  kg.  at  moderate  pressures,  but  show  a 
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more  rapid  increase  with  pressure  as  saturation  is  approached  at 
constant  temperature.  Thomas's  curves  on  the  other  hand,  show 
practically  the  same  spacing  as  the  author's  up  to  16  kg.  but  a 
smaller  rate  of  increase  with  pressure  at  higher  pressures.  The 
difference  is  of  no  great  practical  importance,  and  the  experimental 
evidence  does  not  appear  to  justify  the  adoption  of  a  more  com- 
pUcated  formula  than  the  author's.  Linde's  equation  gives  some- 
what larger  differences  increasing  with  pressure,  and  does  not  seem 
to  agree  so  well  with  observation  over  the  experimental  range. 

56.   Rate  of  Variation  of  H  with  7  for  Saturated 

Steam.  The  variation  of  H  with  temperature  for  saturated  steam 
can  be  deduced  from  the  values  of  <S'  and  C  at  saturation  by  the 
general  formula  (7)  of  Chapter  III  (see  also  Appendix  I  (15)), 

{dH/dT),  =  S-SC  (dp/dt) (9) 

but  as  neither  S  nor  C  can  actually  be  measured  at  saturation,  the 
most  appropriate  use  of  this  formula  is  to  deduce  the  values  of 
{dH/dT)g  corresponding  to  any  particular  type  of  characteristic 
equation  assumed.  The  chsuracteristic  equation  gives  S  —  Sq  and 
SC  directly,  swid  the  value  of  {dHjdT),  is  then  made  to  depend  on 
those  of  Sq  and  dpjdt  which  are  known  with  a  fair  degree  of  certainty. 
Similarly  if  (dHjdT),  were  given,  the  formula  might  be  employed 
to  deduce  consistent  values  of  C  from  those  of  5,  or  vice  versa. 
If  thermodynamically  consistent  formulae  are  employed  for  all 
the  properties,  such  tests  are  superfluous,  because  all  such  calcula- 
tions must  lead  to  identical  results;  but  if  empirical  formulae 
derived  from  experiment  are  employed,  the  equation  affords  a 
useful  and  necessary  test  of  consistency. 

The  following  table  shows  a  comparison  of  values  of  (dH/dT), 
obtained  by  different  methods.  The  first  column  gives  the  values 
taken  from  Henning's  table  of  H,  or  L  (Chapter  II),  which  showed 
such  remarkable  agreement  with  those  previously  calculated  by 
Linde  from  his  characteristic  equation  by  the  aid  of  Clapeyron's 
formula.  The  corresponding  values  of  Linde  are  given  in  the  second 
column  headed  Linde-Clapeyron.  The  values  in  the  third  column, 
headed  Linde,  S  and  C,  have  been  calculated  by  (9)  from  Linde's 
equation  using  his  own  values  of  dp/dt,  and  choosing  Sq  to  give 
the  same  change  of  H  as  the  previous  column  between  100**  and 
180**  C.  Values  deduced  in  this  way  are  likely  to  be  more  correct 
in  the  neighbourhood  of  100®  C.  than  those  deduced  from  Clapeyron's 
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relation,  which  throws  too  much  weight  on  possible  errors  of 
dpjdt.  They  also  show  a  diminution  with  rise  of  temperature,  as 
required  by  theory,  instead  of  tending  to  a  constant  value  0*2^ 
as  in  Henning's  table.  But  the  diminution  shown  is  much  too  rapid 
near  200°  C,  and  would  make  H  reach  a  maximum  in  the  neigh- 
bourhood of  210°  C.  for  saturated  steam,  which  is  most  improbable, 
and  tends  to  show  that  the  correction  term  0-02P  in  Linde's 
equation  is  erroneous. 

Table  IV. 
Values  of  dHjdT  for  Saturated  Steam  by  different  formulae. 


Temp. 

Henning, 
Table 

Linde- 
dapeyron 

Tiinde, 
iSfandC 

Davis, 
Parabola 

Davis, 
iSfandC 

Davis-Thiesen 

Author's 

Cent. 

<e366 

<e374 

equation 

100° 

0-36 

0-34 

0*398 

0-374 

0-367 

0-388 

0-404 

120° 

0-32 

0-34 

0-361 

0-336 

0-331 

0-340 

0-363 

0-373 

140° 

0-31 

0-31 

0-313 

0296 

0-306 

0-309 

0-334 

0-337 

160° 

0-31 

0-31 

0-262 

0-266 

0-280 

0-276 

0-306 

0-299 

180° 

0-32 

0-31 

0177 

0-216 

0-260 

0-237 

0-272 

0-269 

200° 

— 

0080 

0176 

0-209 

0-192 

0-233 

0-222 

The  values  in  the  column  headed  Davis,  parabola,  are  calculated 
from  the  parabolic  formula  of  Davis  (Trans.  Amer.  Soc.  Mech.  Eng., 
XXX,  p.  741,  1909)  which  gives 

{dHjdT),  =  0-8745  -  000198  {t  -  100) (10) 

This  is  a  purely  empirical  formula  calculated  from  the  throttling 
experiments  of  Grindley,  Griessmann  and  Peake,  and  is  not  suitable 
for  extrapolation  below  100°  C.  because  it  deviates  widely  from 
experiment  in  this  region,  and  would  make  S  =  0-578  at  0°  C. 
Between  120°  and  180°  C.  the  formula  represents  the  observations 
on  which  it  was  founded  satisfactorily,  but  it  appears  probable  that 
the  experiments  themselves  were  affected  by  systematic  errors  due 
to  heat-loss,  which  tend  to  make  the  rate  of  increase  of  H  too  small. 
It  is  obvious  that  a  linear  formula  for  {dHjdT),  (corresponding  with 
a  parabola  for  H^  cannot  easily  be  reconciled  with  other  properties 
of  steam,  or  with  any  reasonable  form  of  characteristic  equation, 
such  as  that  of  Linde,  which  Davis  adopts  for  the  volume.  It  is 
also  inconsistent  with  the  values  of  {dHjdT),  calculated  by  formula 
(9)  from  the  values  selected  by  Davis  for  S  and  C,  as  shown  in  the 
next  column.  Davis  in  a  later  paper  {Proc.  Amer.  Acad.^  xlv, 
p.  284,  1910),  recommends  a  formula  of  the  Thiesen  type  (see 
Chapter  II)  for  extrapolation,  which  gives  the  values  of  {dHjdT)^ 
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in  the  column  headed  t^,  365^.  The  agreement  of  this  formula  with 
observations  below  100®  C.  is  greatly  improved  if  the  correct  value, 
iff  =  874°,  is  substituted  for  the  critical  temperature,  which  is 
the  chief  justification  for  the  employment  of  the  formula  for 
extrapolation.  The  effect  of  this  correction  is  to  raise  the  values  of 
H  by  about  3  calories  in  the  neighbourhood  of  200°,  where  they 
are  brought  into  exact  agreement  with  the  author's  equation  for  H. 
It  will  be  observed  that  Davis's  parabolic  formula  would  make 
H,  a  maximum,  or  (dH/dT),  =  0,  when  t  =  289°  C,  whereas  the 
Davis-Thiesen  formula  with  tc  =  365°  would  make  H  a  maximum 
at  ^  =  259°  C,  and  with  t^  =  374°  would  give  a  maximimi  for  H  at 
t  =  277°  C.    In  the  discussion  on  Davis's  paper,  Prof.  Marks  (he. 
cit.j  p.  765)  gave  it  as  his  opinion  that  "the  true  curve  should  lie 
somewhat  higher  at  high  pressures  than  the  Davis  curve,  and  that 
an  equation  giving  a  maximum  value  of  the  total  heat  at  a  tem- 
perature considerably  nearer  the  critical  point  would  represent 
the  facts  better  than  the  equation  proposed."  Without  laying  too 
much  stress  on  the  position  of  the  maximum,  which  is  a  somewhat 
speculative  question,  one  may  at  least  assert  that  an  equation  of 
the  Thiesen  type,  with  t^  =  874°,  which  gives  the  correct  result 
for  L  at  the  critical  temperature,  and  a  maximimi  at  a  lower  point 
than  Davis's  curve,  is  not  likely  to  give  results  which  are  much 
too  high  in  the  neighbourhood  of  200°  C.  Moreover  it  gives  very 
fair  agreement  with  experiment  even  at  temperatures  below  100°  C, 
and  also  agrees  with  Henning's  observations  at  180°  C,  which 
are  most  likely  to  err,  if   anything,  in  defect,  like  all  other 
obsen^ations  on  the  latent  heat.     On  the  other  hand  the  Davis 
parabola  gives  a  value  3  calories  C.  lower  than  Henning's  experi- 
ments at  180°  C,  and  lower  than  some  of  Regnault's  observations 
at  190°  C,  which  are  likely  to  be  at  least  8  calories  too  low,  since  it 
is  very  improbable  that  he  could  have  succeeded  in  eliminating  the 
wet-steam  error  more  completely  at  190°  than  at  100°  C.  On  these 
grounds  it  would  appear  probable  that  the  author's  theoretical 
formula,  deduced  from  throttling  experiments  by  the  differential 
method,  may  be  more  nearly  correct  than  the  Davis  formula  in 
the  neighbourhood  of  200°  C,  as  it  gives  much  better  agreement 
with  observation  below  100°  C,  and  is  also  in  practically  perfect 
agreement  with  the  Thiesen  formula  at  temperatures  up  to  240°  C. 

57.   Calculation  of  S,  at  Saturation  from  (dH/dT),  or 

dL/dT.    In  consequence  of  the  difficulty  of  measuring  S  near 
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saturation,  many  attempts  have  been  made  to  caleulate  appropriate 
values  from  various  formulae  assumed  for  {dHjdT),  by  means  of 
the  general  relation  (9)  given  in  the  preceding  section.  In  order  to 
do  this  it  has  been  usual  to  substitute  for  SC  from  the  relation 

SC  =  aT  {dVjdT)^  -  aV, (11) 

and  for  dpjdt  from  Clapeyron's  equation,  which  gives  the  expression 
for  5, 

S  =  {dH/dT),  +  L  {dVldT)J(V  -  v)  -  LVjT  (V  -  »),  ...(12) 

but  these  substitutions  are  purely  a  matter  of  form  if  it  is  under- 
stood that  SC  is  calculated  from  some  form  of  characteristic 
equation  for  F,  and  that  the  values  of  V  satisfy  Clapeyron's 
equation,  as  is  generally  the  case. 

If  a  formula  for  L  is  given  in  place  of  H,  the  value  of  (dHldT)g 
is  taken  as  dL/dT  +  dh/dT.  The  formula  in  this  shape  was  given 
by  Planck  {Thermodynamics,  Eng.  Trans.  1903,  p.  147)  as  a  "  rigorous 
test  of  the  second  law"  of  thermodynamics,  and  is  often  known  as 
"Planck's  formula."  He  obtained  the  formula  in  a  different  way, 
and  made  the  additional  substitution 

8  -  (aT  (dvldt)j,  -  av)  {dpjdt) 

for  dhjdt.  But  this  is  undesirable,  because  dhjdt  is  the  quantity 
most  easily  measured  for  the  liquid  at  temperatures  above  100**  C. 
It  is  simpler  to  keep  the  formula  in  the  shape  (9),  as  being 
the  direct  expression  of  the  relation  between  S,  and  {dHldT)g, 
because  the  effect  of  different  assumptions  is  then  immediately 
obvious. 

The  formula  has  already  been  applied  (Table  III  of  Chapter  IV) 
as  in  {R.  S.,  1900),  to  determine  the  variation  of  Sg  when  given 
values  are  assumed  for  SC  and  {dH/dT)g.  It  is  not  so  well  adapted 
to  give  Sg  in  terms  of  {dHjdT)g  if  C,  is  given,  because  a  small  error 
in  C  or  dHjdT  involves  a  relatively  large  error  in  <S'  at  high  tem- 
peratures when  Cdp/dt  is  nearly  equal  to  1,  and  because  the  value 
of  S  becomes  indeterminate,  or  infinite,  when  Cdp/dt  reaches  unity. 

Thiesen  {Ann.  Phys,,  9,  p.  80,  1902)  employed  a  formula  of 
this  type  to  calculate  Sg  for  steam,  assuming  his  original  formula 
for  L,  with  the  index  |,  and  865°  C.  for  the  critical  temperature. 
He  took  the  expression  K/T^  for  SC  from  the  original  Joule-Thomson 
equation,  and  calculated  K  from  Clapeyron's  equation  at  100®  C. 
He  thus  found  values  of  S  at  saturation  ranging  from  0*466  at 
0°  C,  to  a  minimum  0*415  at  80°  C,  and  rising  again  to  0*51  at 
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180**  C.  There  is  no  experimental  evidence  for  such  a  minimum, 
but  the  method  gives  more  reasonable  results  if  Thiesen's  original 
formula  is  corrected  to  agree  with  observed  values  of  the  latent 
heat  as  previously  explained,  provided  that  a  suitable  type  of 
characteristic  equation  is  used.  Having  found  values  of  5,  by 
this  method,  Thiesen  proceeded  to  deduce  consistent  values  of  Sq 
from  the  expression  for  S  —  Sq  given  by  the  characteristic  equation 
assumed  for  SC,  This  is  evidently  an  essential  part  of  the  process, 
because  the  values  of  jS^,  deduced  by  this  method  cannot  be  har- 
monised with  any  arbitrsuy  values  of  Sq  determined  by  experiment 
or  selected  by  an  independent  method. 

58.   Erroneous  Application  of    Planck's  Equation. 

Davis  {Trans.  Amer.  Soc.  Mech.  Eng.,  xxx,  p.  750, 1909)  employed 
the  s€mie  method  in  order  to  corroborate  the  high  values  given  by 
Ejioblauch  and  Jakob  (Munich)  at  saturation.  He  quotes  Planck's 
formula  in  the  shape  (12)  given  above,  except  that  he  neglected  t; 
in  the  last  term,  which  then  reduces  to  L/T.  The  effect  of  this  is 
to  increase  the  value  of  S  by  0-010  at  200"*  C.  He  assumed  dH/dT 
and  L/T  from  his  own  parabolic  formula  for  H,,  (dVjdT)^  from 
Linde's  equation,  and  L/(F  —  v)  from  Henning's  values  of  dpjdt. 
Since  Linde's  values  of  V  satisfy  Clapeyron's  equation  with 
Henning's  values  of  L  suid  dpjdty  the  result  is  practically  the  same 
(except  for  the  neglect  of  v)  as  if  the  last  two  terms  in  Davis's 
equation  (12)  were  replaced  by  SCdp/dt.  The  results  found  in  this 
way  agreed  with  Eoioblauch  and  Jakob's  extrapolation  in  giving 
the  exceptionally  high  value,  <S',  =  0*795  at  205**  C,  and  were 
generally  regarded  at  the  time  (in  America)  as  a  conclusive  con- 
firmation of  the  Munich  extrapolation.  The  comparison  was  repeated 
by  Davis  in  a  later  paper  {Proc,  Amer.  Acad.,  xlv,  p.  297, 1910)  and 
made  more  convincing  by  showing  that  Thomas's  values  of  H  led 
to  slightly  higher  results  for  S  than  the  parabolic  formula  for  H. 
The  reason  of  this  is  that  Thomas's  values  of  (dH/dT),,  as  reduced 
by  Davis,  are  shghtly  higher  than  the  values  given  by  Davis's 
formula  for  Hg ,  and  agree  more  nearly  with  the  author's.  The  author's 
values  of  {dHjdT),,  if  added  to  Linde's  values  of  SCdp/dt,  would 
give  still  higher  values  of  Sg . 

Davis  does  not  appear  to  have  made  any  experiments  himself 
in  support  of  his  formula,  but  his  conclusions  were  accepted  in 
America  without  serious  criticism  ^*  as  the  most  valuable  contribu- 
tion to  the  science  and  practice  of  steam-engineering  since  the 
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determination  of  the  mechanical  equivalent  of  heat  by  Rowland." 
The  parabolic  formula  for  ff ,  in  spite  of  its  obvious  defects,  was 
accepted  by  Peabody  as  the  basis  of  his  new  tables,  and  Jakob 
revised  his  extrapolation  of  S  at  saturation  to  conform  as  closely 
as  possible  with  the  values  calculated  by  Davis  from  "Planck's" 
equation  (12). 

Davis's  calculation  of  jS^,  from  "Planck's  equation"  (12)  was 
very  effective  at  the  time  in  discrediting  the  experiments  of  Thomas 
and  supporting  the  empirical  extrapolation  of  Knoblauch  and 
Jakob ;  but  it  rests  on  a  fundamental  fallacy,  and  cannot  be  seriously 
maintained.  The  thermodynamical  equation  (9)  is  no  doubt  exact, 
but  it  merely  gives  the  values  of  S  at  saturation  which  are  required 
to  harmonise  the  Davis  formula  for  H  with  Linde's  values  of  SC 
at  the  saturation  point,  and  leads  to  excessive  discrepancies  at  all 
other  points.  The  method  fixes  the  values  of  S  along  the  saturation 
line  by  an  arbitrary  conjunction  of  two  inconsistent  formulae 
which  cannot  be  reconciled  on  any  reasonable  hypothesis.  The  effect 
of  this  is  most  easily  seen  by  calculating  the  values  of  Sq  at  zero 
pressure  from  Linde's  equation  corresponding  to  those  of  S  at 
saturation  given  in  the  table  calculated  by  Davis.  The  values  are 
collected  for  comparison  in  the  following  table. 

Table  V. 
Comparison  of  Davis's  values  of  S^  with  Jakob  and  Linde. 


Temp. 
Gent. 

Values' of  8  at  Baturation 

Values  of  8q 

{dH/dT) 

Knoblauch 
and  Jakob 

DaviB- 
Planok 

Jakob 
1911 

Linde - 
Jakob 

DaTis- 
Linde 

Jakob 
1911 

Davis 
parabola 

TJnde- 
Jakob 

100-6° 
126-3° 
1631° 
170-1° 
193-2° 
206  1° 
216-8° 
2261° 
236-8° 
246-2° 
263-6° 

0-470 
0-492 
0-637 
0-684 
0-699 
0-796 
0-919 
1-068 
1-318 
1-634 
2-041 

0-484 
0-606 
0-560 
0-616 
0-722 
0-794 
0-876 
0-966 
1067 
1179 
1-293 

0-484 
0-509 
0-568 
0-608 
0-716 
0-796 
0-892 
0-997 
1160 
1-323 
1-514 

0-486 
0-604 
0-638 
0-666 
0-613 
0-644 
0-676 
0-708 
0-749 
0-790 
0-830 

0-469 
0-463 
0-484 
0-613 
0-573 
0-616 
0-666 
0-716 
0-786 
0-858 
0933 

0-461 
0-461 
0-462 
0-463 
0-464 
0-465 
0-466 
0-467 
0-468 
0-469 
0-470 

0-373 
0-322 
0-270 
0-236 
0-190 
0-166 
0-146 
0-127 
0-106 
0-087 
0-071 

0-376 
0-320 
0-248 
0-186 
0-081 
0-016 

-  0-064 

-  0121 

-  0-212 

-  0-302 

-  0-392 

The  first  empirical  formula  (No.  (2)  p.  104)  of  Knoblauch  and 
Jakob  (1907)  gave  the  values  of  *S,  quoted  by  Davis  and  shown  in 
the  first  column.  These  did  not  agree  very  well  with  those  calculated 
by  Davis  from  Planck's  equation  and  given  in  the  second  column, 
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except  that  the  curves  intersected  at  205®  C,  and  were  of  a  similar 
t3rpe;  but  Jakob  in  his  second  empirical  formula  (1911),  quoted 
as  No.  (8)  in  this  chapter,  succeeded  in  bringing  his  results  into 
very  fair  agreement  with  those  calculated  by  Davis  over  the 
experimental  range.  The  values  of  S,  in  the  fourth  column  are 
calculated  from  Linde's  equation  for  S  —  S^hy  employing  Jakob's 
latest  values  of  Sq  (1911)  given  in  the  sixth  column.  They  are  seen 
to  be  quite  inconsistent  with  the  values  calculated  by  Davis,  showing 
less  than  half  the  range  of  variation.  The  same  result  is  shown  in 
the  next  colimin  by  calculating  the  variation  ofS^  with  temperature 
required  by  the  Davis  values  of  S  at  saturation.  These  show  that 
if  the  Davis  formula  and  Linde's  equation  are  both  assumed  to 
be  correct  at  saturation,  the  value  of  S^  must  increase  rapidly  with 
temperature,  reaching  a  value  0*988  at  258*5®  C,  nearly  double  that 
given  by  Jakob. 

The  values  of  (dff/dT),,  calculated  from  Linde's  equation  by 
assuming  Jakob's  values  of  Sq,  are  shown  in  the  last  column,  for 
comparison  with  those  given  by  the  Davis  psirabola.  The  Linde 
values  give  a  maximum  for  Hg  at  207*5®  C,  and  a  high  negative 
value  of  {dH/dt)g  at  258*5°  C,  which  is  obviously  impossible.  The 
reason  is  simply  that  the  values  of  the  term  SCdpjdt  given  by  Linde's 
equation  are  far  too  large,  owing  to  the  P  correction  factor  ( 1 + 0*02P), 
which  reaches  the  value  1*86  at  258*5°  C,  and  represents  chiefly 
errors  of  reduction  and  surface-condensation  in  the  Munich  experi- 
ments on  F.  The  high  values  of  5,  obtained  by  Davis  from  Planck's 
relation  are  due  almost  entirely  to  Linde's  SCdpjdt^  which  reaches 
the  value  1*222  at  258*5°  C. 

But  if  the  values  of  SC  given  by  Linde's  equation  are  much  too 
high,  it  follows  that  those  of  S  —  Sq  must  also  be  too  large,  since 
they  depend  on  the  same  constants,  and  one  cannot  be  reduced 
without  reducing  the  other.  If  the  values  of  SC  are  reduced  in 
comparison  with  those  of  iS  —  iSq  >  so  as  to  obtain  reasonably  good 
agreement  with  values  of  {dH/dT)g  given  by  experiment,  we  find 
that  the  variation  of  5,,  shown  in  the  fourth  column  under  the 
heading  Linde- Jakob,  which  is  already  less  than  half  that  given  by 
the  Davis-Planck  calculation,  is  thereby  further  reduced  to  give 
very  fair  agreement  with  the  variation  shown  by  the  author's 
equation  or  by  Thomas's  experiments. 

It  might  conceivably  be  argued  that  it  is  justifiable  to  use 
Linde's  values  of  SC  or  (dVldT)^,  in  the  neighbourhood  of  satura- 
tion, without  assuming  that  his  equation  applies  at  other  points. 
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But  it  is  just  at  this  point  that  the  errors  of  his  formula,  as  shown 
by  the  variation  of  H,  are  most  conspicuous.  It  would  of  course 
be  absurd  to  calculate  H  or  O  with  values  of  S  taken  from  Linde's 
equation  with  the  Davis-Planck  values  at  saturation;  but  even  if 
Linde's  equation  is  used  only  for  the  volume  and  Jakob's  values 
exclusively  for  *S,  the  two  assumptions,  being  thermodynamically 
inconsistent,  will  inevitably  give  rise  to  material  discrepancies. 
(See  Appendix  I,  §  180.) 

59,  Calculation  of  5  from  C*  One  of  the  most  appropriate 
uses  of  the  observations  on  the  cooling-effect  C,  is  for  deducing  the 
variation  of  S  with  pressure,  as  already  explained,  from  the  ex- 
pression for  S  —  Sf^  given  by  the  characteristic  equation.  Since  the 
variation  S  —  SqIS  generally  a  small  part  of  the  whole  specific  heat, 
there  is  little  chance  of  serious  error  in  this  method  even  if  c  is 
not  very  accurately  known.  Thus  to  take  an  extreme  case,  an  error 
of  4  per  cent,  in  c  at  200°  C.  would  produce  an  error  of  only  1  per  cent, 
in  5  at  saturation  pressure,  and  a  much  less  error  at  lower  pressures. 

If  on  the  other  hand  we  attempt  to  calculate  Sg  from  equation 
(9)  or  (12)  in  the  form 

S,  =  {dHldT)J{l  -  Cdpldt), 

by  assuming  a  formula  for  H  or  L,  and  employing  experimental 
values  of  C,  any  error  in  C  is  multiplied  many  times  at  temperatures 
above  200°  C,  when  Cdp/dt  approaches  unity.  Thus  if  we  take 
(dff/dT),  =  0-1755  from  Davis's  formula  at  200°  C,  and 

C  =  0155°  C./lb. 

from  Davis's  curve,  we  find  Sg  =  0-650,  which  agrees  fairly  with  the 
Linde- Jakob  column  in  Table  V,  but  is  much  smaller  than  the  value 
0-744  given  by  interpolation  in  the  column  headed  Davis-Planck. 
Davis  does  not  give  results  obtained  by  this  method,  though  it 
might  easily  be  employed  to  support  Jakob's  extrapolation.  If  we 
wished  to  get  the  value  0-744  for  S,  at  200°  C.  with 

{dHldT)g  =  0-1755, 

it  would  suffice  to  take  C  =  0-162,  which  is  within  the  limits  of 
uncertainty  of  the  experiments  on  which  Davis's  curve  for  C  is 
founded.  But  if  we  take  C,  =  0-192°  C./lb.,  the  value  given  by 
Linde's  equation,  we  find  5,  =  1-81  at  200°,  which  is  absurd.  It 
would  obviously  be  inconsistent  to  use  Davis's  value  of  {dH/dT)^ 
in  place  of  Linde's  in  such  a  case,  though  this  is  precisely  what 
Davis  did  in  applying  Planck's  relation.    Linde's  equation  gives 
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values  of  C  at  200**  C.  increasing  from  0*151°  C./lb.  at  zero  pressure 
to  0*192  at  saturation  pressure,  instead  of  diminishing  with  increase 
of  pressure,  and  the  values  at  high  pressures  appear,  to  be  irrecon- 
cilable with  experiment. 

Jakob  in  his  later  reduction  (1911),  beyond  stating  that  the 
values  for  jS^^  calculated  by  Davis  from  Plswick's  relation  show  a 
remarkable  coincidence  with  his  later  empirical  formula  (which  is 
not  to  be  wondered  at),  makes  no  use  of  Linde's  equation  to 
support  his  own  values  of  S  at  other  points,  since  it  would  evidently 
be  impossible  to  secure  any  reasonable  agreement. 

Special  Case,  C  ^  F  (T).  The  relation  between  the  specific 
heat  and  the  cooling-effect  takes  a  simple  form,  as  already  ex- 
plfidned  in  Chapter  IV,  when  C  is  a  function  of  the  temperature 
only.  The  equation  of  a  line  of  constant  H  on  the  PT  diagram  is 
immediately  obtained  in  analytical  form  by  integrating,  dP  =  dTjCy 
if  1/C  is  any  integrable  function  of  T.  The  integral  may  be  put  in 
the  form  P  +  Pq  =  F  (T),  where  P^  is  the  constant  of  integration. 
This  one  solution  includes  aU  the  lines  of  constant  total  heat, 
since  they  must  all  have  the  same  slope  at  the  same  temperature. 
The  value  of  Pq  ,  corresponding  to  any  particular  line  which  may 
be  required,  is  obtained  by  substituting  the  values  of  P  and  T  for 
any  given  point  on  the  line. 

If  C  is  not  given  as  a  function  of  T  explicitly,  but  merely  as  an 
arbitrary  curve  derived  from  experiment,  the  solution  is  readily 
obtained  in  the  form  of  a  table  of  corresponding  values  of  P  -f-  Pq  , 
or  F  (T),  and  T,  by  the  arithmetic  process  of  summing  values  of 
1/C  tabulated  for  each  degree  of  temperature.  The  part  of  the 
table  corresponding  to  any  particular  line,,  extending  from  P  =  0 
to  P  =  p  at  saturation  temperature  tg ,  is  easily  found  by  taking  the 
value  of  P  +  Po  from  the  table  at  tg ,  and  subtracting/?,  which  gives 
Pq  for  the  particular  line  required.  The  coordinates  P  and  T  of  any 
point  on  the  line  wiU  serve  equally  to  determine  Pq  for  that  line. 

To  find  the  value  of  <S'  at  any  point  of  a  line  of  constant  H,  in 
terms  of  the  value  Sq  at  any  standard  pressure,  such  as  P  =  0,  or 
P  =  1  atmosphere,  on  the  same  line  we  have  the  result,  already 
proved  (equation  (7)  of  Chapter  IV),  that  SC  is  constant  along  a 
hne  of  constant  H,  if  C  is  a  function  of  T  only.  In  other  words  we 
have  S/Sq  =  Cq/C,  where  Cq  is  the  value  of  C  at  the  given  standard 
pressure  on  the  same  line,  which  is  known  from  the  table  of  C  and 
r,  andP  +  PQ. 
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If  an  expression  for  C  as  a  function  of  T  is  given,  the  expression 
for  S  may  be  put  in  the  corresponding  analytical  form  by  the 
method  previously  explained  in  Chapter  IV.  Thus  if  C  =  KjT^^ 
we  obtain,  from  (11)  of  Chapter  IV, 

SIS^  =  Co/C  =  {TjT^Y  =  (1  -  (n  +  1)  CP/r)-«/(«+i),....(18) 

where  ^q  is  the  value  of  S  when  P  =  0,  on  the  line  of  constant  H 
through  the  point  PT, 

The  method  is  mathematically  complete,  but  is  liable  in  practice 
to  two  objections  for  calculating  S.  (1)  Any  error  in  C  gives  an 
equal  proportionate  error  in  Sy  instead  of  affecting  the  variation 
of  S  only.  (2)  The  assumption  that  C  is  a  function  of  T  only,  is 
not  necessarily  true,  and  may  introduce  additional  errors  in  S. 

Davis  (Proc.  Amer.  Acad.  Sci.y  45,  p.  291,  1910)  devised  an 
ingenious  method  based  on  the  general  relation 

{dSldP)s=^-S{dCldT)^,  (14) 

which  may  also  be  written  in  the  form* 

log.  (S/So)  =  -(    (dC/dT)^  dP    (H  constant),  ...(15) 

where  the  integration  is  to  be  performed  along  a  line  of  constant  H^ 
and  the  ratio  SjS^  refers  to  any  two  points  on  the  same  line  at 
pressures  P  and  Pq.  The  method  of  applying  this  formula  is 
described  by  Davis  as  follows: 

"The  use  of  the  new  equation  at  ordinary  temperatures  is  a 
matter  requiring  patience  and  much  labour.  First  one  computes 
and  plots  against  t  the  derivative  of  the  C  =  f{t)  curve.  Next  one 
computes  from  the  curve  of  C  itself  the  progress  of  some  line  of 
constant  H  across  the  pt  plane;  this  is  necessary  in  order  to  be 
able  to  express  dC/dT  as  a  function  of  p  in  the  integral.  Then  the 
integral  has  to  be  evaluated,  either  by  replotting  dC/dT  against  p 
for  the  particular  H  curve  in  question  and  using  an  integraph,  or 
by  a  step  by  step  numerical  process.  The  results  are  the  Napierian 
logs  of  the  desired  ratios." 

Davis  worked  out  the  ratios  in  this  way  along  four  lines  of 

*  Davis  leayes  the  equation  in  the  exponential  form,  S/S^ = e~',  where  z  repiesents 
the  integral.  Jakob  also  quotes  it  in  this  form.  But  if  C  is  a  function  of  i  only,  as 
assumed  by  Davis,  it  is  easy  to  see  that  {dC/dT)pdp  at  constant  H,  becomes 
dO{dp/dt)nf  or  dC/C,  the  integral  of  which  between  limits,  taken  with  the  negative 
sign,  is  simply  loge  {Cq/C),  giving  the  solution  8/8q=Cq/C,  already  proved  in  a 
different  way.  Since  it  is  unnecessary  to  make  any  use  of  the  "derivative  of  the 
inaccurately  known  function  C"  namely  {dC/dT)p,  the  objection  urged  by  Davis 
against  his  own  method  does  not  apply  to  the  author's. 
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constant  H  (1)  from  121^  to  187^  C,  (2)  from  149**  to  ISO**  C, 
(8)  from  205**  to  258°  C,  and  (4)  from  288*'  to  819°  C.  Curve  (1) 
did  not  agree  at  all  with  Knoblauch  and  Jakob's  results.  Curve  (2) 
gave  fair  agreement  only  at  ISO**  C.  near  saturation.  Curves  (8) 
and  (4)  gave  fair  agreement  at  high  superheats;  but  the  data  for 
C  in  this  region  were  based  chiefly  on  the  law  of  corresponding  states, 
which  introduces  an  additional  element  of  uncertainty.  Jakob 
made  some  use  of  the  points  on  (8)  and  (4)  in  extrapolating  his 
curves  to  20  kg.,  which  otherwise  were  devoid  of  any  theoretical 
basis. 

Davis  also  made  some  approximate  calculations  at  4S5**,  600°, 
925**,  and  1480**  C.  taking  dCjdT  and  T  constant  at  constant  H,  and 
assuming  the  law  of  corresponding  states.  The  variation  of  <S^  found 
at  485°  C.  was  only  about  half  that  given  by  Knoblauch  and 
Mollier's  experiments,  and  was  not  accepted  by  Jakob. 

The  weakest  point  of  the  method,  as  explained  by  Davis,  is 
that  ''the  formula  has  the  disadvantage  of  involving  the  derivative 
of  the  inaccurately  known  function  C,  which  prohibits  its  use  at 
low  temperatures  where  C  itself  is  scarcely  known  at  all."  But  there 
is  no  reason  why  the  method  should  not  give  fairly  reliable  values 
over  the  experimental  range  if  the  values  of  C  employed  for 
deducing  H  are  correct.  Unfortunately  Davis  gives  only  three  lines 
of  constant  H  between  121°  and  258°  C,  which  do  not  extend  to 
saturation,  or  overlap,  so  that  his  solution  is  very  incomplete.  It 
is  easy  however  to  complete  the  solution  by  the  author's  method. 
The  values  of  1/C  taken  from  Davis's  curve  give  by  simple  sum- 
mation a  table  of  corresponding  values  of  P  +  Pq  ^^^  ^»  which 
includes  all  the  Unes  of  constant  H,  and  gives  ratios  of  S/Sq=  Cq/C 
at  any  desired  points. 

The  following  table  shows  values  of  S  at  saturation  calculated 
in  this  way  from  Davis's  cun'^e  for  C,  for  comparison  with  the 
empirical  formulae  of  Knoblauch  and  Jakob. 

Table  VI. 
Values  of  S  at  Saturation  from  Davis's  Curve  for  C. 


P,  kg./om.* 

2           4 

6 

8 

10    !     16 

20 

26 

31-7 

37-3 

42-9 

^°C. 

119-6 

0-643 
0-480 
0-499 

142-9 

168-1 

169-6 

179-1    200-6 

211-4 

226-1 

236-8 

246-2 

263-6 

8,  Davis 
S,  K.  and  J. 
8,  Jakob 

0-676 
0-613 
0-633 

0-600 
0-648 
0-666 

0-621 
0-683 
0-600 

0-640 
0-621 
0-637 

0-690 
0-761 
0-749 

0-730 
0-866 
0-834 

0-792 
1-068 
0-997 

0-838 
1-318 
1160 

0-886 
1-634 
1-323 

0-933 
2041 
1-614 
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The  values  in  the  line  S,  Davis,  are  obtained  from  the  ratios 
jS/iSq  by  assuming  Jakob's  values  of  Sq,  which  range  from  0-461 
to  0*468  at  the  required  zero  points  on  the  lines  of  constant  H^ 
and  cannot  introduce  any  material  uncertainty.  The  difference 
S  —  Sq  at  2  kg.,  deduced  from  the  Davis  curve  for  C,  is  more  than 
twice  as  great  as  that  assumed  by  Jakob,  or  given  by  Linde's 
formula.  The  reason  is  that  Davis's  curve  for  C  (Fig.  10)  runs  much 
too  high  at  120**  C,  as  already  remarked,  and  gives  values  of 
dCjdT  about  twice  as  great  as  Grindley's  curve,  or  as  the  differential 
method.  The  curve  for  S  at  saturation  deduced  from  Davis's  curve 
for  C  intersects  the  Jakob  curve  for  S^  in  Fig.  12  near  10  kg.,  which 
is  the  only  Davis  point  plotted  by  Jakob  near  saturation.  On  the 
other  hand  the  difference  S  —  Sq  given  by  Davis's  curve  at  250*^  C. 
is  much  less  than  half  that  given  by  Jakob's  extrapolation,  or  less 
than  a  third  of  that  given  by  Knoblauch  and  Jakob's  original 
formula.  This  is  further  proof,  from  Davis's  own  curve,  that  Jakob's 
empirical  extrapolation  gives  impossible  results. 

6o.   Comparison  of  Values  of  H  deduced  from  5.   It 

has  been  necessary  to  discuss  the  speculations  of  Jakob  and  Davis 
with  regard  to  the  values  of  <S'  at  saturation  in  considerable  detail, 
because  so  much  use  has  been  made  of  these  and  similar  arguments 
to  the  discredit  of  the  author's  equation  for  the  variation  of  *S, 
which  does  not  otherwise  differ  materially  from  the  Munich  obser- 
vations. It  appears  that  Jakob's  excessively  high  values  of  5, 
have  no  real  foundation  in  theory  or  experiment,  and  are  merely 
due  to  empirical  extrapolation;  but  since  they  are  confined  to  the 
immediate  neighbourhood  of  the  saturation  line,  they  produce 
much  less  effect  than  might  be  expected  on  the  calculated  values 
of  H,  and  are  therefore  of  little*  importance  in  practice,  except  for 
special  problems  involving  small  differences.  This  is  most  easily 
seen  by  comparing  the  values  of  H  —  H^  reckoned  from  the  satura- 
tion point  at  constant  pressure  up  to  various  degrees  of  superheat. 
The  whole  effect  on  H  amounts  to  0-5  only  of  a  calorie,  even  at  a 
pressure  of  10  kg./cm.*,  which  is  beyond  the  range  of  Knoblauch 
and  Jakob's  experiments,  and  near  the  limit  of  Linde's. 

The  author's  values  are  seen  to  be  intermediate  between  those 
of  Linde  and  Jakob,  agreeing  with  the  former  near  saturation,  and 
with  the  latter  at  250*^  and  450°  C.  The  rapid  increase  of  Linde's 
values  at  high  temperatures  is  chiefly  due  to  the  high  value  of  the 
constant  0*0052,  which  is  equal  to  c  at  400°  C,  and  is  5  times  as 
great  as  the  author's  b. 
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The  values  in  the  last  line  are  calculated  by  the  aid  of  the  formula 
ly -  fl^ioo  = 'S'o (^ -  100)  -  a(l -f- 0-OlP) (4c -  0-0052)P -f- 2-9,  ...(16) 

which  is  not  given  by  Linde,  but  is  easily  deduced  from  his  equation. 
1^100  is  the  value  of  H  at  100°  C.  and  atmospheric  pressure.  5©  is 
the  me£ui  value  of  S  at  zero  pressure  between  t  and  100°  C,  and 
is  taken  from  Jakob's  tables.  The  svmbols  a  swid  c  have  the  same 
values  as  in  Linde's  equation  (6)  on  the  K.M.C.  system.  The  con- 
stant 2-9  is  the  value  of  the  preceding  term  at  100°  C.  and  1  atmo- 
sphere. 

Table  VII.  Values  ofH  -  H,  for  Superheated  Steam 
at  10  kg./cm.2  or  142  Ibs./in.^. 


Temp.  Gent. 


H-  H,,  Jakob 
Author 
Linde 


99 


Jf 


260°  1  300**  360' 


39-3  64-7 
39-3  66*4 
39-6  '  66-8 


89-8 
90*8 
91*6 


400' 


I 


1151 
116-8 
117-3 


460' 


140-5 
140-5 
142-9 


The  systematic  difference  between  Jakob's  values  of  H  —  H, 
and  those  given  by  either  of  the  characteristic  equations,  incidentally 
illustrates  the  fact  that  the  Munich  experiments  on  S  cannot  be 
reconciled  with  any  reasonable  form  of  characteristic  equation 
imless  a  special  expression  for  Sq  is  employed  giving  a  minimum 
value  somewhere  in  the  neighbourhood  of  200°  C.  There  is  no 
experimental  evidence  for  such  a  minimum,  and  no  theoretical 
explanation  has  been  suggested.  It  is  most  likely  that  there  is  a 
systematic  error  in  the  experiments,  since  all  the  2  kg.  points 
are  too  low,  as  already  remarked,  in  the  region  150°  to  250°,  as 
compsu^ed  with  the  observations  of  Regnault  (R),  and  of  Holborn 
and  Henning  (HS,  corrected)  at  1  atmosphere,  which  also  probably 
err  in  defect. 

In  any  case  the  differences  in  the  values  of  H  —  Hg  for  super- 
heated steam  at  constant  pressure  are  of  minor  importance  as 
compared  with  the  discrepancies  in  H,  according  to  different 
formulae.  These  are  illustrated  by  the  following  table  of  values  of 
ff,  —  Hioo»  ^  which  the  various  formulae  are  extrapolated  to 
280°  C.  in  order  to  illustrate  more  clearly  the  characteristic 
differences  between  them. 

The  values  calculated  from  Linde's  equation  show  a  maximimi 
near  207°  C.  and  fall  off  much  too  rapidly  at  high  pressures,  owing 
to  the  high  value  of  the  expression  for  SC  given  by  his  equation, 
as  previously  explained.  It  follows  that  the  Linde  values  of  H 
must  also  be  appreciably  too  low  even  at  120°  and  140°.    But  his 
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equation  gives  higher  values  at  120**  and  140**  than  Davis's  parabola, 
which  must  also  be  too  low  in  this  region,  though  it  is  distinctly 
preferable  to  Linde's  at  temperatures  above  200°  C.  The  values  in 
the  line  headed  Thiesen,  are  those  given  by  the  Davis-Jakob 
formula,  with  the  value  of  the  critical  temperature  corrected  from 
865°  to  374°  C,  which  gives  improved  agreement  with  values  of 
Hg  below  100°  C.  It  must  be  remembered  in  comparing  these 
figures  that  a  difference  of  half  a  calorie  is  less  than  1  in  1000  of 
the  value  of  jff ,  and  is  of  the  same  order  as  the  uncertainty  of  the 
absolute  value  of  jff ,  but  is  not  without  significance  in  comparing 
relative  values  over  small  ranges  of  temperature. 

Table  VIII.  Values  of  H^  —  jffioo  according  to  different  formulae. 


Temp.  Cent. 

120° 

7-2 
71 
7-6 

7-8 

140° 

160° 

180° 

200° 

220° 

240° 

260° 

280° 

^«  -  ^100 »  Linde 
„          Davis 
„         Thiesen 
„         Author 

13-6 
13-4 
14-6 
14-9 

18-9 
18-9 
20-9 
21-3 

230 
23-6 
26-7 
26-8 

25-2 
27-6 
31-7 
31-7 

25-3 
30-7 
360 
35-8 

22-2 
330 
39-2 
39-2 

15-5 
34-6 
41-5 
41-7 

3-6 
36*3 
42*2 
430 

6i.  The  Mean  Specific  Heat  reckoned  from  Saturation. 

According  to  Regnault's  definition  of  Hy  the  mean  specific  heat 
reckoned  from  saturation  is  the  factor  required  for  calculating  the 
total  heat  of  superheated  steam  at  any  pressure  when  the  degree 
of  superheat  is  given.  The  mean  specific  heat  is  often  tabulated  for 
this  purpose,  since  it  affords  the  only  method  avaUable  if  an  em- 
pirical formula  is  assumed  for  H  at  saturation.  But  the  method  of 
expression  in  terms  of  the  degree  of  superheat  is  really  a  survival 
from  the  time  when  the  only  formula  employed  was  that  of  Reg- 
nault,  namely, 

H  =  606-5  4-  0-805^,  +  0-48  (t  -  f,),  (17) 

where  t^  denotes  the  saturation  temperature  on  the  Centigrade 
scale  corresponding  to  the  given  pressure.  This  formula  was  very 
simple  and  convenient  for  practical  purposes,  but  became  in- 
admissible when  it  was  shown  to  be  inconsistent  with  measurements 
of  Hg  at  low  temperatures,  and  with  experiments  by  the  Joule- 
Thomson  method  above  100°  C. 

The  method  becomes  very  inconvenient  when  a  complicated 
empirical  formula  is  employed  for  jff,,  together  with  a  variable 
value,  requiring  elaborate  tabulation,  for  the  mean  specific  heat. 
Marks  and  Davis  use  three  different  methods  for  tabulating  jff,. 
(1)  Between  0°  and  100°  C,  a  graphic  method  representing  Smith's 
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reduction  of  the  observations  on  L  (II,  §  17).  (2)  Davis's  parabolic 
formula  between  100**  and  200**  C.  (3)  Above  200°  C.  a  formula  of 
the  Thiesen  type  with  t^  ==  865°  C.  It  would  evidently  be  very 
difficult  to  secure  a  satisfactory  degree  of  continuity  in  the  rate  of 
variation  of  H^  by  such  a  method.  Jakob  simplifies  the  procedure 
by  employing  the  same  Thiesen  formula  for  L  over  the  whole  range, 
in  conjunction  with  Dieterici's  formula  for  A,  but  omits  the  necessary 
correction  (II,  §  18)  for  ajw. 

The  values  of  H  for  superheated  steam  were  obtained  by  Marks 
and  Davis  by  a  step  by  step  numerical  integration  of  a  set  of  curves 
representing  Knoblauch  and  Jakob's  original  experiments  with 
slight  modifications.  It  would  be  difficult  to  carry  out  a  process  of 
this  kind  satisfactorily  owing  to  the  excessively  rapid  variation 
of  S  in  the  neighbourhood  of  saturation  according  to  Ejioblauch 
and  Jakob.  The  results  were  smoothed  by  a  graphic  process,  but 
cannot  be  utilised  for  small  differences,  or  represented  by  any  simple 
formula,  owing  to  the  complexity  of  the  process  by  which  they 
are  deduced,  and  the  impossibility  of  securing  a  high  order  of 
accuracy  of  tabulation  by  such  a  method. 

Knoblauch  and  MoUier  (1911)  gave  tables  and  curves  of  mean 
and  true  specific  heat,  similar  to  those  of  Jakob  founded  on  their 
observations.  Their  tables  differ,  however,  in  two  particulars. 
(1)  Their  values  at  saturation  from  2  to  8  kg./cm.^  are  from  0-007 
to  O'OOS  higher,  owing  to  the  uncertainty  of  extrapolation,  since 
the  lowest  observation  at  2  kg.  was  at  160°  C.  (2)  They  do  not 
give  the  extrapolation  beyond  8  kg.,  which,  as  remarked  by  Thomas 
and  by  Stodola,  leads  to  such  curious  results  on  the  entropy  diagram. 

The  following  table  shows  a  comparison  of  the  values  given  by 
Knoblauch  and  MoUier  with  those  given  by  the  author's  formula. 

Table  IX.  Mean  S  for  Superheated  Steam  from  t^  to  t^  C. 


p= 

2  kg./cm.* 

4  kg./cm.* 

6  kg./cm.* 

8  kg./cm.' 

«.= 

119-6° 

142-9° 

1680° 

169-6° 

t 

K.andM. 

Author 

K.aiidM. 

Author 

ICandM. 

Author 

K.andM. 

Author 

160^ 

0-496 

0-613 

0-628 

0-533 

_^ 

^^^ 

_ 

_^_ 

200° 

0-488 

0-605 

0-609 

0-523 

0-637 

0-638 

0-566 

0-668 

260^ 

0-484 

0-600 

0-499 

0-514 

0-519 

0-628 

0-636 

0-643 

300° 

0-482 

0-496 

0-495 

0-608 

0-610 

0-519 

0-521 

0-631 

360° 

0-483 

0-493 

0-494 

0-603 

0-606 

0-613 

0-614 

0-622 

400° 

0-484 

0-491 

0-493 

0-600 

0-603 

0-608 

0-611 

0-617 

460° 

0-486        0-489 

0-494 

0-498 

0-503 

0-506 

0-610 

0*612 

600° 

0-489        0-487 

0-496 

0-496 

0-604 

0-602 

0-510 

0*608 

124  PROPERTIES  OF  STEAM  [ch. 

The  differences  in  the  values  of  H  —  H^  deduced  from  those  of 
S^  in  the  above  table  are  unimportant  as  compared  with  the 
uncertainties  of  the  experimental  measurements.  The  maximum 
difference  occurs  at  250**  C.  and  2  kg.,  where  it  amounts  to  about 
1  in  800  of  H.  According  to  the  author's  view,  as  previously  ex- 
plained, his  own  values  of  S^  are  probably  correct  in  this  neigh- 
bourhood, but  those  of  Knoblauch  and  Mollier  are  systematically 
too  low,  as  compared  with  those  of  Holborn  and  Henning  and  of 
Thomas,  in  consequence  of  the  defective  method  employed  for 
the  estimation  of  the  heat-loss  in  their  experiments.  The  author's 
values  are  probably  a  little  too  high  at  lower  temperatures,  and 
too  small  at  higher  temperatures  owing  to  the  neglect  of  the  un- 
certain variation  of  Sq  with  temperature,  but  the  error  from  this 
cause  is  so  small  and  uncertain  that  it  is  better  to  neglect  it  for 
the  sake  of  exact  consistency  with  the  simple  form  of  adiabatic, 
as  previously  explained. 

62.  General  Expression  for  H.  Since  the  general  expres- 
sion for  the  variation  of  the  total  heat  of  any  substance  in  terms  of 
T  and  P  is  ^jj  ^  g^rp  _  gQ^p  (^g) 

it  follows  that  the  simplest  possible  type  of  expression  for  the  total 
^^^  ^^  H^  SoT  -  SCP  +  B, (19) 

where  Sq  is  taken  as  constant,  and  SC  is  a  function  of  T  only. 
While  it  is  permissible  to  speculate  with  regard  to  the  effect  of 
other  assumptions  for  the  variation  of  Sq  and  SC,  it  cannot  be  said 
that  the  experimental  evidence  at  present  available  in  the  case 
of  steam  justifies  the  adoption  of  any  more  elaborate  formula  as 
a  standard  of  reference  or  for  purposes  of  tabulation. 

The  thermodynamical  formula  is  just  as  easy  to  use  for  practical 
purposes  as  that  of  Regnault,  but  has  the  advantage  of  greater 
generality  and  significance,  in  addition  to  giving  much  better 
agreement  with  experiment.  Since  the  pressure  and  the  tempera- 
ture are  the  observed  conditions  defining  the  state  in  any  practical 
problem,  it  appears  undesirable  to  adhere  to  the  artificial  method 
of  expression  in  terms  of  the  degree  of  superheat,  which  dates  from 
a  time  before  the  first  law  of  thermodynamics  was  properly  under- 
stood, and  which  introduces  an  unnecessary  complication  in  the 
calculation.  By  the  aid  of  the  thermodynamical  formula  it  is 
much  easier  to  obtain  accurate  values  of  H  directly  from  a  table 
of  H  of  moderate  dimensions,  than  to  calculate  such  values  from 
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a  table  of  mean  specific  heat  by  reference  to  the  degree  of  superheat. 
It  is  difficult  by  the  latter  method  to  secure  the  degree  of  accuracy 
and  consistency  desirable  for  comparative  purposes  without  ela- 
borate tabulation. 

When  the  value  of  H  itself  is  required  at  any  particular  point, 
it  is  generally  better  to  obtain  it  from  the  table  of  H.  by  interpola- 
tion, rather  than  to  calculate  it  from  a  table  of  SC^  as  is  sometimes 
recommended.  But  the  Table  of  SC  (Table  IX,  Appendix  III)  will 
be  found  useful  in  some  special  problems,  such  as  calculating  S^ 
from  the  formula 

S^^S^  +  P {S'C  -  S''C')I(T'-  T'), (20) 

at  any  pressure  P  over  the  range  T'  to  T";  or  in  deducing  the 
drop  of  temperature  in  a  throttling  process,  or  for  similar  purpose? 
involving  SC. 


CHAPTER  VII 

ENTROPY  AND  SATURATION  PRESSURE 
63.   Available  Work,  and  Camot's  Function.   Many 

years  before  the  final  establishment  of  the  conservation  of  energy  as 
applied  to  heat,  Camot,  in  his  famous  essay,  Reflections  on  the 
Motive  Power  of  Heat  (Paris,  1824),  had  already  enunciated  an 
equally  fundamental  principle,  peculiar  to  thermodynamics,  which 
he  stated  as  follows : 

"  The  motive  power  of  heat  is  independent  of  the  agents  set  at  work 
to  realise  it;  its  quaniity  is  fixed  solely  by  the  temperatures  between 
which  in  the  limit  the  transfer  of  heat  takes  place,^^ 

He  established  this  principle  by  theoretical  reasoning  which 
could  not  be  improved  materially  at  the  present  day.  He  showed 
that  the  action  of  a  heat-engine  in  obtaining  work  from  heat,  could 
be  regarded  for  theoretical  purposes  as  being  equivalent  to  the 
repetition  of  a  cycle  of  operations  in  which  the  working  fluid 
(e.g.  steam)  was  alternately  heated  and  cooled,  serving  as  the 
vehicle  by  which  heat  was  permitted  to  flow  from  a  high  tempera- 
ture, that  of  the  boiler,  to  a  low  temperature,  that  of  the  condenser; 
that  work  could  not  be  obtained/rom  heat  in  such  a  process  without 
difference  of  temperature;  and  that  conversely,  wherever  a  differ- 
ence of  temperature  existed,  it  might  be  utilised  theoretically  for 
the  production  of  motive  power.  It  followed  that,  when  heat  was 
allowed  to  pass  directly  from  one  body  to  another  at  a  Jower 
temperature,  by  the  ordinary  processes  of  conduction,  convection, 
or  radiation,  without  the  performance  of  work,  the  motive  power, 
which  might  have  been  obtained  from  the  same  flow  of  heat  through 
a  suitable  engine,  was  wasted.  Thus  in  order  to  obtain  the  maximum 
power  from  a  given  flow  of  heat,  it  was  essential  that,  in  the  opera- 
tion of  the  ideal  engine,  "  there  should  not  be  any  direct  interchange 
of  heat  between  bodies  at  sensibly  different  temperatures,^*  It  would 
not  be  possible  to  construct  an  actual  engine  satisfying  this  con- 
dition otherwise  than  approximately.  But  as  Camot  points  out, 
the  details  of  the  mechanism  are  immaterial  for  theoretical  purposes. 
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In  considering  the  limit  of  possible  performance,  it  is  easy  to 
imagine  that  the  theoretical  conditions  are  perfectly  satisfied. 

The  simple  Carnot  cycle  for  steam  is  as  follows.  The  existence 
of  a  source  of  heat,  corresponding  to  the  boiler,  at  a  temperature  T', 
and  of  a  sink  of  heat,  corresponding  to  the  condenser,  at  a  lower 
temperature  T",  is  postulated.  (1)  A  mixture  of  water  and  steam 
at  T"  is  compressed  in  a  cylinder,  without  allowing  any  heat  to 
escape,  until  the  contents  are  raised  to  the  temperature  T\  (2)  Some 
of  the  water  is  evaporated  at  T'  by  supplying  heat  from  the  source 
which  is  at  the  same  temperature.  (3)  The  mixture  is  then  expanded 
without  further  gain  or  loss  of  heat  till  the  temperature  falls  to  T". 
(4)  Heat  is  abstracted  by  the  sink  at  T"  until  sufficient  steam  is 
condensed  to  restore  the  mixture  to  its  original  volume,  in  which 
state  it  must  contain  the  same  quantity  of  heat  as  it  contained 
originally. 

At  each  repetition  of  the  cycle,  a  certain  quantity  of  heat  Q  is 
received  from  the  source,  a  certain  quantity  is  rejected  to  the  sink, 
and  a  certain  balance  of  motive  power  IF  is  obtained.  These  quanti- 
ties could  be  calculated  with  great  accuracy  per  unit  mass  of  steam 
evaporated  at  T'  from  a  knowledge  of  the  properties  of  steam,  but 
the  exact  values  are  immaterial  for  the  present  purpose.  The  ideal 
cycle  satisfies  the  fundamental  criterion  that  there  is  no  inter- 
change of  heat  between  bodies  at  sensibly  different  temperatures, 
all  mechanical  and  thermal  losses,  such  as  friction  and  interchange 
of  heat  between  the  working  substance  and  the  walls  of  the 
cylinder,  are  supposed  to  be  absent,  and  the  object  is  to  show  that 
the  work  obtained  per  unit  of  heat  supplied  must  be  the  maximum 
that  it  is  possible  to  obtain /rom  heat  cdone^  for  any  kind  of  engine, 
with  any  working  fluid,  between  the  given  limits  of  temperature. 

Since  the  working  fluid  is  at  the  same  temperature  as  the  source 
during  reception  of  heat,  and  is  at  the  same  temperature  as  the 
sink  during  rejection  of  heat,  an  infinitesimal  difference  of  tem- 
perature will  suffice  to  reverse  the  direction  of  heat-flow  in  either 
case.  An  ideal  engine  satisfying  these  conditions  would  be  per- 
fectly reversible  so  far  as  the  thermal  operations  were  concerned, 
and  would  work  with  equal  efficiency  in  either  direction.  When 
taking  heat  from  the  source  at  the  high  temperature,  in  the  direct 
method  of  operation,  it  would  give  a  certain  quantity  of  motive 
power  WjQ,  for  each  unit  of  heat  supplied  by  the  source;  when  all 
its  operations  were  reversed  in  order  bxiA  direction,  it  would 
abstract  heat  from  the  condenser  and  return  it  to  the  source,  in 


128  PROPERTIES  OF  STEAM  [ch. 

which  case  the  expenditure  of  the  same  quantity  of  motive  power 
W/Q  in  driving  the  engine  backwards  would  suffice  for  each  imit 
of  heat  returned  to  the  source.  Camot  reasoned  that  the  efficiency 
of  such  an  engine  must  be  a  maximum  for  given  limits  of  tem- 
perature, because,  if  it  were  possible  to.  devise  an  engine,  or  to 
discover  a  working  fluid,  giving  more  motive  power  per  unit  of 
heat  taken  from  the  source,  part  of  the  power  might  be  employed 
to  drive  a  reversible  engine  backwards  and  restore  to  the  source 
the  quantity  of  heat  taken  from  it.  We  should  thus  be  able  to 
obtain  a  continuous  supply  of  motive  power  without  any  con- 
sumption of  fuel. 

Carnot  expressed  his  principle  in  the  following  form  for  practical 
application.  If  W  is  the  work  obtainable  with  a  reversible  heat- 
engine  from  a  quantity  of  heat  Q  supplied  to  the  working  fluid  at  a 
temperature  <**  C,  the  condenser  being  assumed  for  simplicity  to 
be  at  a  constant  temperature  0°  C,  the  efficiency  W/Q  must  be 
some  function  of  the  temperature  only,  denoted  by  F  (<),  giving 
W/Q  =  F  (t)  as  a  simple  expression  of  the  principle. 

The  simplest  applications  of  the  principle  are  to  cycles  of 
infinitesimal  range,  for  which  Camot  employed  the  equivalent 

expression  dWldt  =  QF'{t) (1) 

deduced  by  differentiation  for  a  small  range  of  temperature  dt. 
F'  (t)  is  the  derived  function  of  F  (^),  and  is  generally  known  as 
Camot's  function.  It  expresses  the  work  obtainable  in  a  cycle  per 
degree  fall  per  unit  of  heat  supplied  at  a  temperature  f ,  and  must 
be  the  same  for  all  substances  at  the  same  temperature.  Its  value 
is  easily  calculated  for  any  substance  when  the  required  physical 
properties  have  been  determined  from  experimental  data.   Carnot 
verified  his  principle  by  calculations  of  this  kind  as  far  as  possible 
with  the  scanty  physical  data  available  at  that  time.  Thus  he 
calculated  the  value  of  F'  {t)  for  steam  at  100°  C.  in  the  following 
manner.   He  took  the  latent  heat  L  required  to  evaporate  1  kilo- 
gram as  550  kilocalories,  and  the  change  of  volume  V  —  v  from 
water  to  steam  as  1-70  cb.  m.  per  kg.,  from  Watt's  results.    In  a 
cycle  of  1°  C.  range,  the  forward  pressure  during-  evaporation 
would  exceed  the  back-pressure  during  condensation  by  the  drop 
of  steam-pressure  per  degree  fall  at  100**  C,  denoted  by  dp/dty 
which  he  took  as  being  26  mm.  of  mercury,  or  860  kilos  per  sq. 
metre,  from  Dalton's  experiments.  The  nett  work  obtainable  per 
kilo,  as  shown  on  the  indicator  diagram,   would   therefore  be 
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{F-v)  (dp/dt)  ==  l-TO  X  860  =  611  kilogrammetres  per  kg.  per  1**. 
The  heat  supplied  being  550  kilocalories,  the  work  obtainable  per 
1°  fall  per  unit  of  heat,  or  the  value  of  the  function  F'  {t)  for  steam 
at  100°  C,  is 

F'{t)  =  (F-  i;)  {dpldt)/L  =  611/550  =  1-12  kg.m./kiloeal....(2) 

The  value  given  by  the  most  recent  data  for  steam  is  1*144  in  the 
same  units. 

Camot  found  similar  values  for  air  and  alcohol,  confirming  his 
principle,  and  showing  that  the  value  of  F'  (t)  was  probably  the 
same  for  different  substances  at  the  same  temperature,  but  dimin- 
ished somewhat  for  all  substances  with  rise  of  temperature,  though 
he  was  unable  to  find  the  law  of  variation,  owing  to  the  scarcity 
and  inaccuracy  of  the  experimental  data  available. 

The  value  which  he  found  for  air  at  0**  C,  though  correctly 
calculated,  was  far  from  the  truth,  and  very  misleading.  The  heat 
absorbed  by  unit  mass  of  a  gas,  obeying  the  law  PV  =  RT^  in 
expanding  by  a  fraction  1/T  of  its  volume  at  a  constant  tempera- 
ture T,  is  equal  to  the  difference  Sj,  —  S^  between  the  specific  heats 
at  constant  pressure  and  volume.  Camot  took  Sj,  =  0-267  for  air 
from  the  experiments  of  Delaroche  and  Berard,  and  the  ratio 
SJS^  =  1«48,  as  deduced  by  Poisson  from  the  velocity  of  sound, 
giving  0*080  for  Sj,  —  S^,  in  place  of  the  correct  value  0-069  ac- 
cording to  modern  data.  The  work  done  in  a  cycle  per  I*'  fall  for 
the  same  expansion  is  R/T.  Camot  took  T  —  267  at  0**  C.  from 
Gay  Lussac's  experiments,  giving  22  =  30  kgm.  per  kg.  of  air,  per 
1**,  and  obtained  F'  (t)  =  80/267  x  0-080  =  1-40,  whereas  it  should 
be  1-568  at  0°  C.  His  formula  gives  the  expression  R/T  x  F'  {t) 
for  the  difference  of  the  specific  heats,  which  he  predicted*  must 
be  the  same  for  equal  volumes  of  all  gases  at  the  same  temperature 
and  pressure.  He  also  showed  that  the  ratio  of  the  whole  work  done 
by  a  gas  in  isothermal  expansion  to  the  heat  absorbed  was  T  x  F'  (t) 
and  was  the  samef  for  all.  If  he  could  have  assumed  either  to  be 
the  same  at  different  temperatures,  he  would  have  found  that  F'  (t) 
varied  as  1/T,  but  the  data  were  too  discordant  to  suggest  the 
true  relation.  The  missing  link  was  supplied  by  Joule's  experiments 
at  a  later  date. 

Clapeyron  (1886)  verified  Camot's  calculations,  and  put  the 
expression  for  F'  (t)  in  the  case  of  a  vapour  in  the  anal3rtical  form 
(2)  given  above,  which  is  generally  known  as  Clapeyron's  equation, 

*  Verified  by  Dolong,  1829.  f  'Verified  by  Joule,  1845. 
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though  Camot  was  the  first  to  use  it  for  calculating  F'  (t).  Clapeyron 
was  the  first  to  employ  the  indicator  diagram  for  illustrating  the 
performance  of  an  ideal  cycle,  and  to  deduce  general  expressions 
for  F'  (<),  applicable  to  all  substances,  in  terms  of  the  partial 
differential  coefficients,  which  are  now  generally  known  as  the 
thermodynamical  relations  (see  Appendix  I,  §  188). 

Kelvin  (1848)  proposed  to  base  an  absolute  scale  of  temperature 
on  Carnot's  function,  since  it  was  the  same  for  all  substances  at  the 
same  temperature,  and  endeavoured  to  deduce  the  relation  between 
F'  (t)  and  the  scale  of  the  gas-thermometer  by  means  of  Regnault's 
experiments  on  steam.  Joule  about  the  same  time  inferred  from 
the  properties  of  gases  that  F'  {t)  should  be  simply  J/T.  But  this 
was  first  clearly  explained,  in  terms  of  the  mechanical  theory  of 
heat,  by  Clausius  and  Rankine  (1850),  who  showed  that  F'  (t) 
should  be  exactly  J/T  for  a  perfect  gas,  suitably  defined  by  as- 
suming the  work  done  in  isothermal  expansion  equivalent  to  the 
heat  absorbed,  or  the  difference  of  the  specific  heats  independent 
of  the  temperature,  either  of  which  assumptions  would  make 
Carnot's  expression  T  x  F'  (t)  constant  and  equal  to  the  mechanical 
equivalent  J,  But  there  were  large  discrepancies  between  the 
experimental  values  of  F'  (t)  and  J/T,  and  it  remained  uncertain 
how  far  these  were  due  simply  to  experimental  errors  or  to  sys- 
tematic deviations  of  actual  gases  from  the  properties  assumed  in 
defining  the  perfect  gas.  This  question  was  attacked  by  the  porous 
plug  method  of  Joule  and  Kelvin,  who  succeeded  in  showing  that 
the  scale  of  absolute  temperature  T,  defined  in  terms  of  Carnot's 
function  by  the  relation  F'  {t)  =  JjT^  agreed  even  more  closely  than 
could  have  been  anticipated  with  the  gas-scale,  especially  in  the 
case  of  the  hydrogen  thermometer,  which  has  been  adopted  by 
general  agreement  as  giving  the  practical  equivalent  of  the  absolute 
scale  of  temperature.  In  this  way  the  relation  between  the  available 
work  and  the  temperature  limits  in  the  Camot  cycle  is  reduced  to 
the  simplest  possible  form. 

64.   The  Entropy  Measure  of  Heat.    It  follows  from 

Carnot's  principle,  as  above  explained,  that,  when  a  quantity  of 
heat  energy  Q  is  supplied  to  €«iy  working  substance  at  a  tempera- 
ture T  in  a  heat-engine,  the  maximum  quantity  of  work  obtainable 
in  a  cycle  per  degree  fall  is  represented  by  the  product  Qx  F'  (t), 
which  is  equal  to  JQ/T  by  the  definition  of  absolute  temperature. 
Expressed  in  heat  units,  the  proportion  of  the  heat  energy  con- 
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vertible  into  work  per  degree  fall  is  Q/T,  or  the  quantity  dQ 
convertible  in  a  range  dT  is  Q  (dT/T),  or  (Q/T)  dT.  By  the  first 
law,  the  heat  rejected  at  T  —  dT  is  Q  —  dQ. 

In  a  simple  Camot  cycle,  no  heat  is  received  except  at  the  upper 
Umit  of  temperature  T',  and  no  heat  is  rejected  except  at  the  lower 
limit  T".  We  may  therefore  obtain  the  result  for  any  finite  range 
T'  to  T"  by  integrating  the  relation  dQ/Q  =  dT/T,  between  limits 
T  and  T",  which  gives 

Q'/T'=  q^jT'^  (Q'-  Q")I(T-  T')  -  AWI(T'--  T'%..(S) 

where  Q'  is  the  heat  received  at  the  higher  temperature,  Q"  the 
heat  rejected  at  the  lower  temperature,  and  AW  the  thermal 
equivalent  Q'—  Q"  of  the  work  obtainable  in  the  cycle.  This  method 
of  integration  was,  in  fact,  applied  by  Camot,  and  explcdned  {loc. 
cit.y  p.  27)  as  being  equivalent  to  the  employment  of  a  series  of 
engines,  each  working  through  an  infinitesimal  range  and  receiving 
the  caloric  rejected  by  the  engine  next  above  it  in  the  series.  But 
the  correct  expression  for  the  work  obtainable  in  a  Camot  cycle 
oi  finite  range,  in  terms  of  heat-energy  on  the  mecham'cal  theory, 
was  first  given  by  Rankine  (Phil.  Mag,,  1851,  p.  55). 

The  thermal  equivalent  of  the  work  obtainable  in  a  Camot 
cycle  is  seen  to  be  equal  to  the  product  of  the  quantity  Q'/T' 
(depending  only  on  the  heat  received  and  the  temperature  of 
reception)  and  the  temperature  fall  T'  —  T".  For  a  cycle  of  any 
form,  in  which  the  heat  is  not  all  received  at  one  temperature, 
Rankine  showed  how  to  deduce  the  equivalent  of  the  work  ob- 
tainable by  dividing  each  elementary  quantity  of  heat  dQ  by  the 
temperature  of  reception  T,  multiplying  each  by  the  corresponding 
range  of  temperature,  and  sunmiing  the  results  for  the  cycle.  Ex- 
amples of  this  method  for  other  cycles  are  given  in  Chapter  X. 

Since  the  primary  object  of  a  heat-engine  is  to  obtain  the 
maximum  output  of  work  from  heat  per  degree  fall  of  temperature, 
it  is  evident  that  the  quotient  Q/T  (or  the  integral  of  dQ/T  in  the 
generalised  form)  is  a  quantity  of  great  importance  in  the  theory  of 
the  heat-engine.  Rankine  called  it  the  Thermodynamic  Function, 
which  is  a  somewhat  vague  and  inconvenient  name.  Its  properties 
were  more  fully  investigated  by  Clausius  at  a  later  date,  who  gave 
it  the  name  of  Entropy,  which  has  been  universally  adopted. 

From  many  points  of  view,  the  entropy  Q/T  of  a  quantity  of 
energy  Q  in  the  form  of  heat  at  a  temperature  T,  may  most  simply 
be  regarded  as  being  merely  a  different  measure  of  heat,  in  terms 
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of  work  obtainable  per  degree  fall  instead  of  in  terms  of  total  energy. 
The  two  measures  are  equally  logical  and  definite,  and  are  very 
simply  related,  but  the  entropy  of  a  quantity  of  heat  has  quite 
different  properties  to  the  energy.  The  essential  difference  between 
the  entropy  and  energy  measures  of  heat  is  most  readily  appreciated 
by  analogy  with  the  case  of  a  material  fluid.  A  liquid,  like  water, 
is  often  measured  by  weight,  that  is  to  say,  implicitly  in  terms  of 
the  work  it  is  capable  of  doing  per  unit  fall  of  level.  This  method 
gives  a  direct  measure  of  quantity,  analogous  to  the  entropy 
measure  of  heat  in  terms  of  work  per  degree  fall  of  temperature. 
But  we  might  also  measure  the  total  energy  possessed  by  the  water 
in  virtue  of  its  elevation,  by  allowing  it  to  fall  to  a  definite  level, 
and  observing  the  rise  of  level  which  it  was  capable  of  producing  in 
a  known  mass  by  any  suitable  mechanism.  This  would  be  analogous 
to  the  me€isurement  of  the  total  energy  of  a  quantity  of  heat  by 
observing  the  rise  of  temperature  it  w€is  capable  of  producing  in 
a  calorimeter  of  known  thermal  capacity.  Entropy  is  sometimes 
called  '*  heat- weight"  on  the  ground  of  the  first  analogy,  and  is  the 
most  appropriate  measure  of  heat  quantity  as  distinct  from  heat 
energy,  but  there  is  no  simple  method  of  measuring  it  directly. 
Thus,  when  a  quantity  of  heat-energy  Q  is  allowed  to  pass  from  a 
hot  body  at  a  temperature  T'  to  a  calorimeter  at  a  temperature  T'\ 
the  gain  of  energy  of  the  calorimeter  is  equal  to  the  loss  of  energy 
of  the  hot  body,  by  the  law  of  conservation  of  energy,  and  is  easily 
measured.  But  this  is  not  true  of  the  entropy.  The  gain  of  entropy 
Q/T"  of  the  calorimeter  is  necessarily  greater  than  the  loss  of  entropy 
Q/T'  of  the  hot  body,  because  T'  is  by  hypothesis  greater  th€m  T". 
If  the  heat-energy  Q  had  been  supplied  to  a  Camot  engine  at  T', 
the  entropy  of  the  heat  rejected  at  T"  would  have  been  equal  to 
that  of  the  heat  supplied,  namely  Q/T';  and  the  heat-energy 
rejected  would  have  been  reduced  by  the  thermal  equivalent  of 
the  work  utilised,  namely  Q  (T-  T")IT.  When  the  heat  Q  is 
allowed  to  flow  directly  from  T'  to  T",  without  performance  of 
work,  the  increase  of  entropy,  namely  Q/T"  —  Q/T',  is  the  equi- 
valent of  the  available  work  divided  by  T",  and  is  the  same  as  if 
the  work  had  actually  been  reaUsed  and  then  converted  into  heat 
by  friction  at  the  lower  temperature. 

The  properties  postulated  for  caloric  on  the  older  theory  were 
similar  in  most  respects  to  those  of  entropy,  but  did  not  correspond 
with  those  of  heat  measured  as  energy  in  a  calorimeter.  This  natur- 
ally led  to  grave  difficulties  in  connection  with  the  theory  of  gases, 
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and  of  heat  generated  by  friction.  Fortunately  it  did  not  affect  the 
validity  of  Camot's  reasoning,  which,  though  expressed  in  the 
language  of  the  caloric  theory,  was  in  the  main  independent  of  any 
assumption  as  to  the  nature  of  heat  or  the  manner  in  which  it  was 
measured.     {Proc.  Phys.  Soc.  28,  p.  158,  1911.) 

Heat  is  always  measured  as  energy  in  practice,  and  the  corre- 
sponding ch€mges  of  entropy  are  inferred  by  dividing  each  addition 
of  heat  in  thermal  imits  by  the  temperature  at  which  it  is  received. 
The  entropy  of  a  substance  in  any  state  is  reckoned  per  unit  mass 
from  a  standard  state  selected  as  the  zero  of  entropy  for  the  sub- 
stance. The  numerical  values  obtained  in  this  way  as  representing 
the  entropy  of  a  substance,  are  independent  of  the  temperature 
scale  and  the  unit  of  mass,  and  are  the  same  in  all  rational  systems 
of  units.  The  unit  of  entropy  is  often  called  a  "  Rank,"  after  Rankine, 
but  the  name  is  seldom  required,  because  there  is  practically  only 
one  imit  of  zero  dimensions,  so  that  troublesome  questions  of 
conversion  or  nomenclature  do  not  arise. 

65.   Properties  of  the  Entropy.  The  most  important 

properties  of  the  entropy  for  the  present  purpose  are  as  follows: 

The  entropy  of  a  body  remains  constant  when  no  energy  in  the 
form  of  heat  is  lost  or  gained,  a  condition  usually  implied  by  the 
term  "adiabatic."  It  is  not  altered  by  the  performance  of  external 
work  in  adiabatic  expansion  or  compression,  provided  that  there 
is  no  internal  friction.  If  there  is  any  friction  between  parts  of  the 
substance  moving  with  different  velocities,  or  between  the  body 
considered  and  neighbouring  bodies,  the  increase  of  entropy  is  the 
thermal  equivalent  of  the  work  wasted  in  friction  divided  by  the 
absolute  temperature. 

If  there  is  any  interchange  of  heat  between  different  parts  of 
the  body  at  different  temperatures,  the  effect  is  always  to  increase 
the  entropy  of  the  whole.  For  any  "direct  transfer  of  heat-energy 
Q  from  a  part  at  a  temperature  T'  to  a  part  at  a  lower  temperature 
T",  the  increase  of  entropy  is  Q/T"—  Q/T',  which  is  necessarily 
positive. 

We  have  already  seen  that,  in  a  simple  Camot  cycle,  the  entropy 
of  the  heat  received  Q'/T'  is  equal  to  the  entropy  of  the  heat 
rejected  Q"/T".  The  same  proposition  is  true  for  a  cycle  of  any 
form,  provided  that  it  is  reversible.  This  condition  is  tacitly 
assumed  for  any  cycle  represented  on  the  indicator  diagram,  since 
the  state  of  the  working  fluid  is  supposed  to  be  one  of  equilibrium 
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at  uniform  pressure  and  temperature  throughout  its  substance,  and 
the  absence  of  internal  friction  is  assiuned.  Such  a  cycle  may  be 
regarded  as  being  built  up  of  elementary  Camot  cycles  by  supposing 
the  area  divided  up  into  strips  by  a  family  of  adiabatic  curves.  For 
each  of  the  elementary  cycles  the  entropy  of  the  heat  received  is 
equal  to  that  of  the  heat  rejected.  The  whole  entropy  received 
in  the  cycle  is  therefore  equal  to  the  entropy  rejected. 

It  follows  that  the  increase  of  entropy  of  a  substance  per  unit 
mass  in  any  given  change  of  state  must  be  independent  of  the 
manner  in  which  the  change  is  effected.  For  suppose  the  change 
from  the  state  A  to  the  state  B  effected  in  any  manner,  and  the 
reverse  change  from  B  to  ^  in  a  different  manner.  The  two  paths 
on  the  indicator  diagram  represent  a  closed  cycle,  such  that  the 
entropy  received  along  one  is  equal  to  that  rejected  along  the  other. 
This  does  not  apply  to  heat  measured  as  energy.  The  energy  of  the 
heat  received  along  AB  would  differ  by  the  equivalent  of  the 
enclosed  area  from  that  rejected  along  BA. 

66.   Entropy  of  Water  and  Steam  at  Saturation.  The 

entropy  of  dry  saturated  steam,  denoted  by  O,,  exceeds  that  of 
water,  denoted  by  ^,  at  the  same  temperature  and  pressure,  by 
the  entropy  of  vaporisation  L/T,  which  is  obtained  by  simply 
dividing  the  latent  heat  of  vaporisation  by  the  absolute  tempera- 
ture, since  all  the  heat  is  added  at  one  and  the  same  temperature. 
The  entropy  of  vaporisation  may  also  be  expressed  as  the 
equivalent  of  the  work  obtainable  per  degree  fall  per  unit  mass 
vaporised,  namely  a{Vg—v) dp/dt.  Combining  the  two  methods  of 
expression,  we  obtain  the  equation 

O,-  <f>  =  L/T  =  a{V,^  V)  dp/dt (4) 

which  is  the  modem  form  of  Clapeyron's  equation,  and  represents 
the  direct  appUcation  of  Carnot's  principle  as  previously  explained. 

In  the  past,  this  equation  has  generally  been  employed  for 
deducing  the  volume  of  dry  saturated  steam  from  the  observed 
values  of  L  and  of  dp/dt.  But  if  the  variation  of  V  with  temperature 
and  pressure  can  be  deduced  from  other  experiments,  such  as  those 
on  the  cooling-effect,  Clapeyron's  equation  may  be  employed  for 
calculating  the  values  of  the  saturation  pressure  p,  as  explained 
later  in  §  68. 

If  the  steam  is  wet,  consisting  of  a  fraction  q  (called  the  quality, 
or  the  dr3aiess-fraction)  of  dry  steam  per  imit  mass  with  a  fraction 
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1  ~  g  (called  the  wetness-fraction)  of  fine  particles  of  water  in 
suspension,  the  entropy  O^  of  the  wet  mixture  is 

*,=^  +  ffL/r  =  a).-(i-g)L/r (s) 

The  corresponding  expressions  for  the  total  heat  and  volume 
are 

H,^h+qL=^H,-{l-q)L, (6) 

F,  =  (1  -  q)v  +  qV,^  F,  -  (1  -  q){K-v),    (7) 

where  H,  and  V^  are  the  total  heat  and  volume  of  dry  saturated 
steam  at  the  same  pressure.  But,  unless  q  is  given,  it  is  generally 
preferable  to  calculate  O^  and  V^  directly  from  H^  (which  is  the 
quantity  given  by  experiment)  by  means  of  the  relations 

<D.  -  <D,  =  {H.  -  H,)IT,    (8) 

V,-V,=  V.{H,  -  H,)I{H,  -  St),     (9) 

which  are  exact,  and  save  reference  to  q,  h,  i?,  (f>,  and  L, 

If  the  total  heat  of  water  h  at  saturation  pressure  and  tem- 
perature is  represented  by  the  expression  already  given,  equation 
(6)  in  Chapter  II,  namely, 

h  =  0-99666<  +  vL/{V  -  v)  -  0-003, (10) 

the  corresponding  expression  for  the  entropy  of  water  <f>  under 
saturation  pressure  reckoned  from  0**  C,  is 

^  =  2-2949  logio  7^/273-1  +  vL/T  (V  -  v)  -  0-00001.... (11) 

The  first  term  is  obtained  by  integrating  0-99666/r  from  273-1  to  T. 
The  second  term  is  the  entropy  of  vaporisation  of  the  steam  mole- 
cules in  the  water.  The  small  constant  0-00001  is  the  value  of  this 
term  at  0°  C. 

It  should  be  remarked  that  the  correspondence  of  these  two 
formulae  for  h  and  <f>  is  thermodynamically  exacts  and  that  the 
entropy  of  water  at  saturation  cannot  be  deduced  from  the  total 
heat  h  at  saturation  correctly  by  differentiating  the  formula  for  /t, 
dividing  by  T,  and  integrating  the  expression  for  (dA/tft)/T,  as  is 
usually  done,  because  {dhjdt)^  is  not  equal  to  T  {d<f>/dt)g ,  as  com- 
monly assumed,  but  is  greater  by  the  term  av  (dp/dt).  The  difference 
is  most  readily  appreciated  by  comparing  the  corresponding  for- 
mulae for  the  vapour  (see  Appendix  I,  §§  181-2).  The  value  of 
(dHjdT)^  for  steam  is  relatively  small  and  positive,  but  that  of 
T(d<S>/dT)gf  the  "saturation  specific  heat,"  is  large  and  negattvCf 
being  less  th€«i  (dH/dT),  by  the  expression  aV  (dp/dt),  as  in  the 
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case  of  the  liquid.  The  error  due  to  neglecting  this  term  in  the  case 
of  the  liquid  is  relatively  small,  but  the  corresponding  term 
avT  (dp/dt)  in  T<f>  is  from  10  to  20  times  larger  than  the  term  apv 
representing  the  feed-pump  work  in  the  Rankine  cycle,  upon  which 
so  much  stress  is  usually  laid.  The  distinction  between  {dh/dt)g  and 
T  (d<f>ldt)g  is  of  essential  importance  in  the  author's  definition  of 
hg  {E.  B.y  1902),  because  the  corresponding  expression  for  ^,  will 
not  integrate  exactly  if  Gray's  definition  (Chapter  II,  §  12)  is 
adopted,  or  if  the  term  av  (dp/dt)  is  neglected.  On  subtracting 
av  (dp/dt)  from  (dh/dt),  and  dividing  by  T,  the  expression  for 
(d^/di)g  becomes  axi  exact  differential,  and  gives  between  limits, 

<f>,^s  log,  (T/To)  +  av  (dp/dt)  -  avo  (dp/dt)o ,    . .  .(12) 

which  is  exactly  equivalent  to  the  above  numerical  formula.  Since 
h  and  <f>  for  the  liquid  are  required  only  at  saturation,  the  suffix  s 
can  usually  be  dropped. 

The  entropy  of  water  at  100°  C.  by  (11)  is  ^  =  0-81186. 

The  entropy  of  vaporisation  at  100°  C.  is  L^/T^  =  1-44546. 

6y.  Expression  for  the  Entropy  of  Dry  Steam^  Super- 
heated or  Supersaturated.  The  general  expression  for  the 
entropy  of  dry  steam  at  any  temperature  T  and  pressure  P  is 
readily  deduced  from  that  of  dry  saturated  steam  in  any  given  * 
standard  state  (preferably  at  Ti  =  878-1°  C.  and  standard  atmo- 
spheric pressure  P^,  at  which  point  Oi  =  1-75782,  by  (4)),  by  the 
aid  of  the  characteristic  equation,  and  the  general  expression  for 
the  specific  heat  S,  The  entropy  added  in  superheating  the  steam 
at  constant  atmospheric  pressure  P^  from  T^  to  T,  is  the  integral 
of  SidT/T,  where  S^  has  the  value  S^-h  an(n-\-l)cPJT.  The 
entropy  subtracted  in  compressing  the  steam  at  constant  tem- 
perature T  from  Pi  to  the  final  pressure  P,  is  the  integral  of  the 
expression  (R/P  +  anc/T)dP^  or  a(dV/dt)pdP.  Performing  these 
simple  integrations  we  obtain 

O  -  Oi  =  iSo  log,  T/Ti  -  R  log,  P/Pi  --  ancPjT  +  anc^PyjT^. . .  .(18) 

The  variation  of  the  entropy  of  steam  is  the  same  as  that  of  a 
perfect  gas  with  the  addition  of  the  small  term  depending  on  the 
coaggregation  c.  Putting  in  the  known  values  of  the  constants, 
and  reducing  the  logarithms  to  the  base  10,  we  obtain 

O  -  1  09876  logio  T/Ti  -  -25856  log^o  P/Pi  -  ancP/T  +  1-76800. 

(14) 

It  is  better  to  keep  the  formula  for  O  in  terms  of  the  ratios  T/T^  and 
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PjPx  for  calculation,  because  log  TjT^  is  small  compared  with  log  T, 
and  some  trouble  is  saved  in  interpolating  the  logarithms.  There 
is  no  physical  meaning  in  referring  the  entropy  to  an  arbitrary 
standard  state  such  as  T  =  1**  abs.  and  P  =  1  Ib./sq.  in.,  or  1  nun. 
of  mercury,  as  is  conunonly  done.  With  the  above  formula,  the 
constant  1-76800  is  the  entropy  at  100°  C.  in  the  state  of  ideal  gas, 
and  exceeds  the  entropy  of  dry  saturated  steam  at  100**  C.  by  the 
value  of  the  small  term  ancyP^jT^  which  is  '00568. 

Since  c  varies  as  1/T",  the  small  term  varies  as  P/T^-^^y  and  since 
Sq  =  {n  -\-  1)  Ry  the  expression  for  the  entropy  may  be  put  in  the 

form  <l^^R  log^  XJX  -  ancJP^XITyX^  +  1-76800,     ...(15) 

where  X  =  P/T''+\  and  Xi  =  Pi/Tj^+i,  which  shows  that  the 
entropy  is  constant  when  P/T^+^  is  constant.  Eliminating  P  or  T 
by  the  aid  of  the  characteristic  equation,  the  equation  of  the  adia- 
batic  may  also  be  put  in  any  of  the  following  forms, 

(F  -  ft)  T»  =  constants 

or  P(F- 6)/T  =  constant i,    (16) 

or  P»  (F  -  6)"+!  =  constant] 

which  are  exact,  and  are  often  more  convenient  than  the  expression 
for  O,  when  the  initial  state  is  given  by  P  and  T,  or  P  and  F,  or 
V  and  r,  and  it  is  required  to  find  the  final  state,  given  P,  or  T, 
or  F,  after  expansion. 

68.    Equation   of    Saturation   Pressure.    The  general 

expression  above  found  for  the  entropy  of  dry  steam  in  any  state 
must  agree  with  the  expression  (f>  -f  L/T,  previously  given  for  dry 
saturated  steam  in  terms  of  the  latent  heat,  not  only  at  100"*  C. 
(where  the  agreement  is  assumed  in  finding  the  value  of  the  con- 
stant 1-768),  but  also  at  every  point  of  the  saturation  curve,  when 
the  correct  values  of  p  and  T  are  inserted  in  the  expression.  The 
condition  obtained  by  equating  the  two  expressions  for  the  entropy 
represents,  in  fact,  the  equation  of  saturation  pressure,  or  the 
relation  between  p  and  T  in  the  saturated  state,  from  which  the 
saturation  pressure  p  is  easily  calculated  for  any  given  value  of  T. 
Thus  if  we  substitute  O  =  <^  4-  L/T  in  the  general  expression  (18), 
in  which  O^  represents  ^  +  Li/T^,  we  obtain 

=  So  log,  T/Ti  -  R  log, p/pi  -  ancp/T  -f  anCjpJT^,    . .  .(17) 
where  the  values  at  100®  C.  are  denoted  by  the  suffix  1. 
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The  value  of  p  might  be  calculated  by  trial  from  this  equation, 
but  it  would  be  inconvenient  because  <f>  and  L  both  involve  p 
implicitly,  in  addition  to  the  terms  Rlog^p/pi  and  ancpjT*  We 
accordingly  substitute  for  <f>  from  (12),  with  L  =  Hg  —  hy  from 
equations  II  (5)  and  III  (24).  With  these  substitutions,  most  of  the 
small  terms  eliminate,  and  the  remainder  collect  in  a  convenient 
manner,  giving  the  required  equation  in  the  form 

R  log.  plp^  =  L'  (^  -  100) ITT^  +  (^0  -  *)  [log,  T/Ti  -  (^  -  100)/r] 

.  +[a{c--b)p/T][^^,  (18) 

where  the  last  term  is  to  be  taken  between  limits  100  and  t.  The 
constant  U  represents  the  ideal  value  542-87  of  the  latent  heat 
at  100**  C,  which  is  equal  to  the  actual  value  L^  =  589*80,  together 
with  the  latent  heat  of  the  steam  molecules  in  the  water,  namely 
vLI(V  —  w)  =  0-887,  and  the  water  molecules  in  the  steam,  namely 
SCp  =  2-788,  both  reckoned  at  100°  C.  and  saturation. 

It  will  be  observed  that  this  form  of  the  theoretical  equation  of 
saturation  pressure  is  the  simplest  possible,  since  it  differs  from 
that  of  an  ideal  liquid  and  vapour  as  given  by  Rankine  {Phil, 
Mag.y  1866)  only  by  the  addition  of  the  term  a{c  —  h)plT.  It 
remains  true  if  c  is  any  function  whatever  of  the  temperature 
only,  and  is  not  restricted  to  the  special  case  c  =  feT"".  If  c  is  a 
function  of  P  as  well  as  T,  it  is  merely  necessary  to  replace  the 
last  term  by  the  integral  of  a  (c  —  h)  dPjT  at  constant  T,  taken 
between  limits. 

The  object  of  putting  the  equation  of  saturation  pressure  in 
this  form  is  twofold.  In  the  first  place  the  terms  depending  on  the 
fundamental  constants  (the  specific  and  latent  heats,  and  the 
coaggregation),  are  separated,  so  that  the  effect  of  experimental 
errors  on  the  determination  of  each  can  be  more  easily  investigated. 
In  the  second  place,  it  is  more  convenient  for  calculation,  because 
all  the  terms  except  the  first  are  smaU,  and  can  be  worked  out  with 
a  Fuller  slide-rule,  or  with  five-figure  logarithms.  Reducing  to 
common  logarithms  by  the  modulus  m  =  -4842945,  and  inserting 
the  numerical  values  of  the  constants,  the  equation  becomes 

logp/pi  =  18-2009m  {t  -  100)/T 

-  4-7178  [log  r/Ti  -m(t-  100)/T]  -f  [-4057  (c  -  b)p/T][^^.,. (19) 

In  working  out  the  value  of  p  for  any  given  <,  the  term 
m{t  —  100)/T  is  calculated  by  logarithms.  The  first  term  (1)  in 
the  equation  is  foimd  by  adding  log  18*2009  (  =  1-1206048)  to  the 


vn]         ENTROPY  AND  SATURATION  PRESSURE         189 

log  of  m  (^  -  100)/T  already  found  and  taking  the  antilog.  The 
second  term  (2)  by  multiplying  the  small  difference 

log  TjT^  -m{t-  100)/T 

by  4-7178  with  a  Fuller  slide-rule.  The  last  term  (8),  which  is  of 
the  same  order  of  magnitude  as  the  second,  is  also  worked  on  the 
slide-rule,  assuming  an  approximate  value  ot  p,  and  taking  (c  —  b) 
from  a  table.  The  constant  value  of  this  term  at  lOd"*  C.  is  -006474 
(4),  which  is  subtracted  from  the  value  found.  The  value  of  iogpi 
is  added,  taking p^  in  mm.  of  mercury,  or  Ibs./sq.  in.  or  kilos./sq.  cm., 
according  to  the  units  in  which  p  is  required.  The  work  may  con- 
vem'ently  be  arranged  as  follows: 

Pressure  at  t  =  250°  C,  T  =  5281°  abs.,  c  -  6  =  012054  cu.  ft., 
Trial  value  p  =  560  Ibs./sq.  in.     Result  p  =  564*94. 

logm    =      1-6377843      log  iT  =  2-7185847  logl>i=       116699 

log  160=      2-1760913      log  T^  =  2-5718252  (1)=       1-64397 

-  logT    =  -  2-7185847      Diff.    =  0- 1467696  (3)  =      0-05236 

Sum      =      T-0962909     =  log      0-1245348  (4)  =  -  0-00647 

Add  1-1206043      Diflf.    =  0-0222247  x  4-7173  =  (2)  =  -  0-10484 

Sum      =        -2158962      =  log      1-64397  (1)  logi>=      2-75200 

Taking  p  =  570  as  trial,  alters  term  (8)  to  -05829,  whence 
logp  =  2-75294,  or  p  =  566-16.  A  difference  of  10  lbs.  in  the  trial 
value  makes  a  difference  of  1-22  lbs.  in  the  result.  Let  the  correct 
answer  be  560  +  x.  Then  we  have  560  -\-  x  =  564-94  4-  0-122ir,  or 
0-878  X  =  4-94,  x  =  5-68.   Whence  finally,  p  =  565*63. 

For  temperatures  near  100°  C.  the  small  terms  are  much 
smaller,  and  the  approximation  is  more  rapid. 

The  numerical  formula  for  the  saturation  pressure  in  lbs.  per 
sq.  in.  (London)  may  easily  be  transformed  into  the  apparently 
simpler  shape 

logp  =  21-07449  -  2908-89/r  -  4-71784  log  T  -f  -4057  (c  -  b)p/T, 

(20) 

but  the  terms  are  much  larger,  and,  since  the  result  depends  on 
small  differences,  the  formula  must  be  worked  to  the  limit  of 
accuracy  with  seven-figure  logarithms.  The  term  involving  log  T 
is  more  than  100  times  larger  than  in  the  formula  previously  given, 
even  at  250°  C,  so  that  most  careful  interpolation  is  required  to 
get  the  value  of  logp  correct  to  five  places  of  decimals,  or  p  to 
1  in  40,000. 
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An  instructive  method  of  deducing  the  formula  is  by  the  direct 
integration  of  Clapeyron's  equation  (4).  This  equation  may  be 
written  in  the  form 

aT  (F,  -  v)  (dp/dT)  =  L (21) 

Since  L  =  H  —  k,  and  h  =  st  -{-  v  (dp/dT)  —  -008,  the  equation 
becomes 

aTVt  (dp/dT)  =  H,-st^  -008 (22) 

Substituting  for  F,  and  H,  from  equations  (21)  and  (24)  of  Chapter 
III,  and  dividing  by  T\  the  equation  is  found  to  be  the  exact 
differential  of  that  already  given,  with  a  slight  difference  in  the 
arrangement  of  the  terms. 

69.   Gibbs'  Function  or  Thermodynamic  Potential  G. 

It  will  be  observed  that  the  above  substitution  in  Clapeyron's 
equation  gives  an  expression  for  the  total  heat  Hg  of  saturated  steam 
identical  in  form  with  that  already  assumed  for  the  total  heat  h  of 
water  at  saturation.  The  only  difference  is  that  v  is  replaced  by 
Vfy  thus 

Hg  =  8t+  aTV,(dp/dT) -  0003 (28) 

It  follows,  by  exactly  similar  reasoning,  that  the  entropy  O,  of 
saturated  steam  can  be  represented  by  an  expression  corresponding 
to  that  for  ^,  namely, 

*.  =  *  log.  T/To  -f  aV,  (dp/dT)  -  0-000010 (24) 

The  value  of  the  function  G,  =  TO,  —  H^  =  T<f>-'hy  is  the  same 
for  water  and  steam  at  saturation,  since  O,  —  ^  =  L/T.  With  the 
assumption  already  made  for  the  variation  of  the  specific  heat  of 
water,  the  function  G,  has  the  comparatively  simple  expression 

G,  =  TO, -Hg^Tfj>-h^s(T log, T/T^ -  0  -  0-003^/To . . . .(25) 

This  is  a  function  of  the  temperature  only,  and  is  very  easily 
tabulated.  It  is  particularly  useful  in  the  adiabatic  expansion  of 
wet  steam  (see  p.  213). 

The  name  "  Potential "  is  here  given  to  the  function  G  =  TO  —  H 
because  equality  of  potential  G  may  be  regarded  as  the  condition 
of  equilibrium  between  liquid  and  vapour  at  any  temperature.  The 
properties  of  this  function,  as  the  criterion  of  equilibrium  in  physical 
and  chemical  changes,  were  first  fully  investigated  by  Willard  Gibbs 
(Trans.  Acad.  Conn.,  vol.  8,  p.  108,  1875-1878).  It  is  often  called 
the  Gibbs'  function,  and  is  denoted  by  various  Greek  or  fancy- 
script  symbols  in  different  works.  The  symbol  G  is  here  adopted 
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as  being  the  initial  of  the  name  Gibbs,  on  which  ground  it  was 
recommended  to  the  Physical  Society  of  London,  and  by  them 
adopted  in  their  list  of  symbols  for  thermal  properties. 

In  many  books  the  total  heat  H  is  also  called  ''the  potential," 
on  the  analogy  of  potential  energy  in  statics,  because  the  drop  of 
total  heat  represents  the  work  done  in  steady  flow  at  constant 
entropy.  The  objection  to  this  analogy  is  that  the  potential  energy 
of  the  fluid  depends  on  the  conditions  imposed,  and  that  many 
different  functions  possess  an  equal  right  to  the  title  of  potential 
functions  on  this  ground.  Thus  the  increase  of  the  function  6,  as 
here  defined,  represents  the  work  obtainable  in  steady  flow  when 
the  temperature  is  kept  constant.  The  work  so  obtained  is  the 
maximum  obtainable  from  unit  mass  of  compressed  gas  at  atmo- 
spheric temperature  without  expenditure  of  fuel,  and  might  most 
appropriately  be  regarded  as  equivalent  to  the  drop  of  potential 
energy  on  expansion.  Mathematicians  often  define  G  as  H  —  TO, 
with  the  opposite  sign,  as  representing  a  drop  of  energy.  But  the 
sign  is  purely  a  matter  of  convention,  and  it  is  just  as  logical  to 
regard  the  increase  of  G  =  TO  —  H  in  an  irreversible  process  as 
corresponding  to  the  increase  of  O.  It  would  also  be  very  incon- 
venient in  practice  to  have  the  sign  of  G  always  negative. 

The  expression  for  the  potential  G  of  dry  steam,  superheated  or 
supersaturated,  is  readily  obtained  from  those  already  given  for 
H  and  O,  thus 

G^SoTlogATIT{)^RTlog,{P/P^)  +  a{c^b)P+{%^So)T-^B, 

(26) 

where  Oq  =  1*76800,  and  B  =  464-00,  the  constants  in  the  expres- 
sions for  O  and  H. 

If  the  above  expression  for  G  is  equated  to  the  expression 
already  given  for  Gg  in  the  case  of  water,  we  obtain  immediately 
the  equation  pf  saturation  pressure,  which  is  readily  reduced  to  the 
form  previously  given. 

The  potential  G  of  superheated  steam  is  always  greater  than 
that  of  water.  When  it  becomes  equal  to  that  of  water  at  the  same 
temperature,  the  steam  will  begin  to  condense,  if  any  suitable 
surfaces  or  nuclei  are  present  to  start  the  condensation.  It  is  well 
known,  however,  that  steam  may  be  obtained  by  rapid  expansion 
in  the  supersaturated  condition,  at  a  temperature  much  lower  than 
the  saturation  temperature  corresponding  to  the  pressure,  provided 
that  no  nuclei  are  present.  Its  potential  in  this  condition  is  given 
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by  the  same  expression  as  that  for  superheated  steam,  but  is  lower 
than  that  of  water  at  the  same  pressure.  The  state  of  supersaturated 
steam  is  unstable,  and  is  quickly  reduced  to  that  of  wet  saturated 
steam  as  soon  as  condensation  sets  in.  The  transformation  of 
supersaturated  steam  into  wet  steam  is  an  irreversible  process, 
involving  an  increase  of  entropy,  which  must  always  occur  in  rapid 
expansion  because  the  condensation  cannot  keep  pace  exactly  with 
the  adiabatic  fall  of  temperature.  Some  evidence  of  the  actual 
existence  of  this  supersaturated  state  in  the  cylinder  of  a  steam- 
engine  was  obtained  by  Callendar  and  Nicolson  (Proc,  Inst.  C.  JB., 
1898)  by  measuring  the  temperature  with  a  platinum  thermometer 
during  rapid  expansion.  The  phenomenon  is  of  practical  interest 
as  explaining  part  at  least  of  the  "missing  quantity,"  and  some  of 
the  advantage  gained  by  superheating.  When  the  steam  is  initially 
superheated,  the  state  of  supersaturation  is  postponed  to  a  later 
point  in  the  stroke,  and  the  increase  of  entropy  is  reduced.  Since 
the  state  of  supersaturation  imdoubtedly  exists,  the  tables  have 
been  extended  a  Uttle  below  the  saturation  line.  The  values  for 
supersaturated  steam  are  of  practical  significance,  as  sho^^ing  the 
nature  of  the  change  which  occurs  in  rapid  expansion  when  the 
steam  has  insufficient  time  to  condense,  and  as  affording  a  means  of 
estimating  the  losses  thereby  occasioned.  The  best  illustration  of 
the  effects  of  supersaturation  is  afforded  by  the  flow  of  steam 
through  a  nozzle,  where  the  expansion  is  extremely  rapid  (see 
Chapter  X). 

70.  Experimental  Values  of  the  Saturation  Pressure  p. 

Since  all  the  required  quantities  in  the  equation  of  saturation 
pressure  have  been  determined  independently  of  any  measurements 
of  the  saturation  pressure  itself  (except  that  the  saturation  pressure 
is  760  mm.  by  definition  at  100°  C),  the  comparison  of  the  values 
of  p  calculated  by  equation  (19)  with  those  directly  observed, 
affords  an  additional  test  of  the  accuracy  of  the  theory.  A  com- 
parison of  this  kind  was  made  in  the  author's  original  paper 
{R.  iS.,  1900)  with  the  observations  of  Regnault,  which  were  the 
best  then  available,  and  the  agreement  was  shown  to  be  satis- 
factory. Since  that  time  additional  determinations  have  been 
made,  with  modem  appliances,  at  Munich  (1905)  by  Knoblauch, 
Linde  and  Klebe  (Forsch.  Ver,  DetU.  Ing.^  21),  and  at  the  Reichs- 
anstalt,  Berlin  (1908)  by  Holbom  and  Henning  {Ann.  Phys.,  26, 
pp.  888-883).  The  results  of  these  observations,  as  expressed  in 
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mm.  of  mercury  (Lat.  45®),  are  compared  with  the  author's  equation 
in  the  following  table. 

Table  I.  Comparison  of  (19)  with  Observations  of  the  Saturation 

Pressure. 


Temp. 
Gent 

Regnault 
Formula  (H) 

Author's 
equation 

Mfinioh 
(1906) 

Berlin 
(1908) 

0° 
20° 
40° 
60° 

4-48 

17-30 

54-91 

148-83 

4-62 

17-59 

65-38 

149-38 

— 

(4-58) 
(17-51) 
(55-13) 
149-19 

80° 

354-6 

355-1 

366-1 

110° 

1075-4 

10750 

1074-3 

1074-6 

120° 

1491-3 

1490-5 

1489 

1488-9 

130° 

2030-3 

2028-8 

2026 

2026-6 

140° 

2717-6 

2715-3 

2710 

2709-5 

150° 

3581-2 

3677-7 

3567 

3568-7 

160° 

4652 

4646 

4634 

4633 

170° 

5962 

5953 

6939 

5937 

180° 

7546 

7632 

7614 

7614 

190° 

9443 

9420 

— 

9404 

200° 

11689 

11653 

11647 

The  agreement  between  the  observed  and  calculated  values 
shown  in  the  above  table  is  seen  to  be  extremely  close,  and  affords 
in  fact  one  of  the  most  exacting  practical  tests  of  the  second  law 
of  thermodynamics,  on  which  the  calculation  is  based.  The  dis- 
crepancies rarely  amount  to  as  much  as  a  tenth  of  1**  C,  or  1  in  2000 
of  the  temperature  interval,  except  in  the  case  of  Regnault's 
observations  at  low  temperatures,  which  are  known  to  be  inexact. 
The  agreement  with  the  Berlin  observations  below  100°  C.  is  much 
closer  than  with  Regnault's  formula.  The  values  at  0°,  20°,  and 
40®  C,  enclosed  in  brackets,  are  those  given  by  Thiesen  and  Scheel 
{Wis8,  Ahh,  d,  Reichs.^  8,  p.  71, 1900),  which  have  been  adopted  by 
Holbom  and  Henning  in  their  table. 

Above  100°  C,  the  author's  results  are  intermediate  between 
those  of  Regnault  and  those  of  the  later  observers,  agreeing  better 
with  Regnault  from  100°  to  ISO**  C,  but  approaching  the  later 
observers  at  200®  C.  The  close  agreement  between  the  values 
tabulated  by  the  Munich  observers  (1905)  and  those  subsequently 
determined  by  Holbom  and  Henning,  Berlin  (1908),  is  one  of  the 
most  remarkable  coincidences  in  experimental  physics.  The  con- 
clusion has  not  unnaturally  been  drawn  that  both  of  the  later  series 
of  observations  must  be  very  exact,  and  that  the  systematic 
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discrepancy  from  the  author's  equation,  equivalent  to  about  a 
tenth  of  V  C.  from  150**  to  1 80°  C,  is  to  be  explained  by  some  error 
in  the  theory.  It  happens,  however,  that  Henning  (Ann.  Phys.^  22, 
p.  625,  1907)  has  made  an  independent 
reduction  of  the  Munich  observations, 
and  has  found  a  different  set  of  values 
fori?  (Munich)  which  are  in  exact  agree- 
ment with  the  author's  equation  from 
120°  to  160°  C.  The  discrepancy  is  of 
Uttle  practical  importance,  but  is  of 
theoretical  interest  as  throwing  further 
Ught  on  the  curious  discontinuity  at 
100° C.  in  Henning's  curve  of  H,,  already 
illustrated  in  Fig.  4,  which  appeared  to 
be  so  well  supported  by  the  Munich 
observations  as  reduced  by  Linde.  In 
order  to  be  able  to  form  a  fair  estimate  I 
of  the  value  of  the  experimental 
evidence,  it  is  desirable  to  plot  the 
separate  observations  of  p  in  relation  to 
the  curves  representing  the  formulae,  as 
shown  in  the  annexed  Fig.  18. 

In  place  of  plotting  the  differences  of 
pressure  as  shown  in  the  table,  it  is 
better  to  plot  the  corresponding  differ- 
ences of  temperature,  because  the  errors 
above  100°  C.  are  mainly  due  to  thermo- 
metry, and  because  a  more  convenient 
scale  is  thereby  obtained.  Thus  if  Pq  is 
the  observed  pressure,  and  Pa  the 
pressure  given  by  the  author's  equation 
at  the  same  temperature,  the  small 
difference  Pq  —  p^  is  divided  by  the 
appropriate  value  of  dp/dt,  giving  the 
corresponding  difference  of  temperature, 
which  is  plotted  with  its  proper  sign 
against  the  temperature  of  observation. 

The  zero  line  00  in  the  figure  repre- 
sents the  author's  equation.   The  curve 
RR  represents  Regnault's  formula  H.  The  wavy  Une  marked  HH 
represents  Holbom  and  Henning's  table.   The  wave  at  the  lower 
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extremity  represents  the  observations  of  Thiesen  and  Scheel.  It 
would  be  of  no  use  to  plot  Regnault's  observations  on  this  scale, 
since  the  points  would  give  a  diffuse  band,  0-3*'  to  0*4®  wide, 
nearly  filling  the  figure.  The  majority  of  his  observations  lie  below 
the  line  RR  between  100°  and  200**,  and  above  the  hne  RR 
between  0°  and  100®,  showing  on  the  whole  better  agreement 
with  the  author's  equation  than  with  his  own  formula. 

The  dots  plotted  above  100®  C.  represent  the  Mfinich  observa- 
tions, which  evidently  give  better  agreement  with  the  author's 
equation  than  with  the  Une  HH,  except  for  the  last  four,  which 
were  too  near  the  Umit  of  satisfactory  performance  of  the  apparatus, 
and  also  gave  unreliable  results  for  the  volume.  The  discrepancies 
indicated  by  the  scattering  of  the  dots  were  no  doubt  largely  due 
to  the  employment  of  mercury  thermometers,  which  showed  ir- 
regularities of  the  order  of  1  or  2  tenths  of  a  degree,  as  is  usual  at 
such  temperatures  with  mercurial  thermometers. 

The  observations  of  Holbom  and  Henning  on  the  other  hand, 
appear  to  have  been  extremely  concordant.  They  employed  platinum 
thermometers  for  measuring  the  temperature,  and  an  electric 
heating  coil  for  vaporisation.  Their  apparatus  could  scarcely  fail 
to  give  consistent  results  in  capable  hands,  but  was  of  a  type 
peculiarly  liable  to  systematic  errors  from  radiation  and  conduction, 
so  that  it  is  questionable  whether  the  temperature  which  they 
measured  was  the  actual  temperatiure  of  the  steam.  The  proximity 
of  the  electric  heater  to  the  tube  containing  the  thermometer, 
might  easily  give  rise  to  small  systematic  errors  of  the  order  of  a 
tenth  of  1°  C.  It  is  most  likely  that  the  observed  temperatures 
would  be  systematically  too  high  (or  the  corresponding  pressures 
too  low)  since  temperature-errors  in  defect  would  be  prevented  by 
the  condensation  of  the  steam.  A  systematic  error  of  precisely  this 
type  is  indicated  by  the  somewhat  abrupt  fall  of  the  curve  HH 
starting  from  the  100°  point.  The  abrupt  change  of  curvature  at 
100°  C.  is  better  shown  in  the  difference  curve  representing  Holbom 
and  Henning's  observations  in  their  original  paper,  where  the 
temperature  differences  are  plotted  on  a  four  times  larger  scale. 
It  is  obviously  due  to  a  systematic  error  of  observation  of  the  kind 
described,  since  no  possible  reason  for  an  abrupt  change  at  100°  C. 
can  be  found  in  theory.  The  existence  of  a  systematic  error  in  the 
values  of  dp/dt  is  further  corroborated  by  the  fact  previously  alluded 
to  (Chapter  V,  §  46),  that  the  values  of  L  calculated  by  Linde  from 
the  Munich  values  of  V  and  dp/dt  agreed  so  remarkably  with  those 
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subsequently  given  in  Henning's  table,  and  gave  a  similar  abrupt 
and  impossible  bend  in  the  curve  of  H,  at  lOO"*  C.  as  shown  in 
Fig.  4.  The  values  of  dp/dt  employed  by  Linde  were  practically 
identical  with  those  subsequently  found  by  Holbom  and  Henning. 
Whereas  if  Henning's  reduction  of  the  Munich  observations  on  p 
is  accepted,  the  abrupt  bends  in  the  Hg  and  p  curves  disappear, 
and  both  are  brought  into  very  close  agreement  with  the  author's, 
and  with  the  theoretical  expression  for  H  derived  from  Linde's 
equation.  The  systematic  error  of  Holbom  and  Henning's  table  of 
p  (H.  and  H.),  though  small,  is  of  theoretical  importance  on  account 
of  its  effect  on  the  calculation  of  L  from  V;  because,  when  taken  in 
conjunction  with  Henning's  low  values  of  L  between  120®  and 
160®  C,  it  has  led  nearly  all  recent  computers  to  depress  the  H, 
curve  unduly  in  this  region,  and  to  employ  the  erroneous  value 
t^  =  865°  for  extrapolation  in  the  Thiesen  formula. 

The  broken  line  marked  S  in  the  figure  below  100®  C.  indicates 
the  effect  of  assuming  the  variable  value,  Sq  =  0-460  4-  0-0001^,  in 
place  of  the  constant  value,  Sq  =  0-4772,  in  calculating  the  satura- 
tion pressure.  This  assumption  makes  so  little  difference  to  the 
curve  between  100®  and  200®  that  it  could  hardly  be  shown  on 
the  scale  of  the  figure.  At  low  temperatures,  it  appreciably  im- 
proves the  agreement  with  experiment,  but  the  pressure  differences 
are  here  so  small  that  it  is  of  no  practical  importance.  It  must 
also  be  remembered  that  the  adoption  of  the  variable  value  of  S 
impairs  the  agreement  with  Griffiths'  and  Dieterici's  values  of  L, 
and  compUcates  all  the  equations  imnecessarily  for  practical 
purposes. 

The  experimental  values  of  p,  and  a  fortiori  those  of  dp/dt,  are 
probably  less  accurate  than  the  calculated  values  between  100® 
and  180®  C,  where  the  data  for  the  calculation  are  satisfactory. 
The  uncertainty  of  both  increases  rapidly  at  higher  temperatures, 
but  it  appears  probable  that  the  calculated  values  are  sufficiently 
accurate  for  most  practical  purposes  up  to  250®  C,  where  the  error 
of  the  formula  (19)  cannot  exceed  1®  C,  and  is  probably  much  less. 

yi.    Methods  of  Interpolation  for  tabulating  p.    In 

constructing  consistent  tables  of  the  properties  of  saturated  steam, 
the  first  essential  is  to  calculate  the  values  of  the  saturation 
pressure  for  different  temperatures  by  means  of  the  theoretical 
equation  (19),  already  given.  The  other  properties  are  then  easily 
determined  by  inserting  corresponding  values  of  the  pressure  and 
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temperature  in  the  equations  for  dry  steam.  It  is  conmionly 
objected  to  the  author's  theoretical  equation  for  the  saturation 
pressure  that  it  is  too  complicated  for  practical  use,  and  cannot 
easily  be  inverted  so  as  to  give  the  temperature  in  terms  of  the 
pressure.  Many  attempts  have  been  made  to  devise  empirical 
formulae  with  this  object,  but  without  much  success.  When 
however  it  is  a  question  of  interpolation  over  a  restricted  range, 
such  as  10°,  a  formula  of  interpolation  may  readily  be  deduced 
from  the  original  equation.  A  formula  of  this  kind  is  useful, 
because  the  ordinary  method  of  interpolation  by  simple  proportion 
is  imsatisfactory  in  deaUng  with  the  saturation  pressure  or  volume, 
unless  the  differences  involved  are  very  small.  Interpolation  by 
taking  the  logarithm  of  the  pressure  in  place  of  the  pressure  itself 
is  often  recommended,  and  gives  results  about  five  times  as 
accurate  as  the  method  of  simple  proportion  over  a  range  of  10^* 
But  the  following  rule,  deduced  from  the  pressure  formula  itself, 
is  very  little  more  trouble  than  logarithmic  interpolation,  and  is 
about  ten  times  more  accurate. 

Ride.  Given  the  pressures  p'  and  p"  corresponding  to  tem- 
peratures f  and  t"  in  the  tables,  to  find  the  value  of  t  corresponding 
to  any  intermediate  pressure  p,  find  ^  —  ^'  by  logarithmic  inter- 
polation, reduce  it  in  the  ratio  TjT"]  and  add  the  result  to  t'. 

The  ordinary  rule  of  linear  interpolation  by  simple  proportion 
gives 

t  -  r«  (r- 1')  (p  -  y)/(p"-  p') (27) 

Logarithmic  interpolation  gives 

t  _  r-  (r-.  O  aogp  -  logp')/(logy'-  logp').  ...(28) 

This  is  worked  on  the  slide-rule,  and  reduced  in  the  ratio  TjT". 

The  explanation  of  this  rule  for  inverse  interpolation  follows 
immediately  from  the  form  of  the  equation  of  saturation  pressure, 
namely, 

logp/p'=  18.2m  (t  -  t')IT  +  small  terms,   (29) 

since  the  second  term  log  TIT'—  m{t  —  t')/T  in  the  equation  is 
small  when  t  is  nearly  equal  to  f.  We  have  similarly  for  p'  and  p" 

logp'7p'=  13-2m  {t"-  t')IT"+  small  terms (80) 

Taking  the  ratio  of  these  two  equations,  the  small  terms  are 
approximately  eUminated,  the  constant  goes  out,  and  we  obtain 
the  rule  already  given.  Since  the  logarithms  of  the  tabular  pres- 
sures p'  and  p"  are  directly  obtained  in  working  the  pressures, 

10—2 
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there  is  only  one  logarithm  to  look  up  for  each  reqiiked  value  of 
t.  The  approximate  value  of  T  required  for  the  final  reduction  is 
obtained  from  that  of  t  given  by  logarithmic  interpolation  in  the 
course  of  the  work,  by  formula  (28).  The  method  is  accurate  to 
about  a  hundredth  of  a  degree  over  a  range  of  10^  C,  and  is  much 
less  trouble  in  practice  than  any  of  the  empirical  formulae  com- 
monly recommended. 

In  constructing  the  Steam  Tables,  the  values  of  p  were  first 
calculated  for  each  10°  C.  from  the  exact  equation  (19).  Values 
of  t  or  p,  at  intermediate  pressures  or  temperatures,  were  then 
deduced  by  interpolation.  The  formula  of  interpolation  employed 
was  somewhat  more  accurate  than  the  modified  rule  of  logarithmic 
interpolation  previously  given,  since  it  was  desirable  to  work  the 
interpolated  values  to  the  same  order  of  acciu-acy  as  those  ori- 
ginally calculated  for  each  10°.  It  was  devised  to  take  accoimt  of 
the  effect  of  the  small  terms,  and  was  as  follows. 

Given  p\  p"  at  t\  f\  to  find  p  for  any  intermediate  ty 

log  (p/p')=  log  {p"/p')(t  -  n  (1  +  (t"-  t)IO'88T)l{t"-  t').  ...(81) 

The  corresponding  formula  to  find  t  for  any  intermediate  p,  is 

t  -  t'=  (<"-  n  log (pIp^)  (1  -  (<"-  0/0-88r')/log (p'Vp').  ...(82) 

These  formulae  are  almost  as  easy  to  work  in  practice  as  the  rule 
previously  given,  but  have  the  advantage  of  being  accurate  to  the 
required  limit  over  a  much  greater  range.  The  following  example 
will  serve  as  an  illustration  of  the  method  of  calculation,  and  a  test 
of  the  accuracy  of  the  formulae. 

Given  r=  90°  C,  logp'=  1-00692;  r'=  110°,  logp"=  1-81759, 
find  p  at  100°  C;  or  conversely,  find  t  when  />  =  14-689,  or 
logp  =  1-16699.    We  have 

log  (p"/p')  =  -31067.         {t  -  t')/{r  -  t')  =  10/20. 

Half  log  (p'Vp')  =  -155885 
Also  0-88r  =  828. 

Add  10/828  of  -155885  (worked  on  a  slide-rule)  =  -00474 

sum  =  -16007 


The  sum  of  these  two  terms  gives  log  {p/p')  correct  to  the  last 
figure.  The  correction  term  -00474  represents  the  error  of  simple 
logarithmic  interpolation,  which  in  this  case  amounts  to  about 
1-1  per  cent,  on  the  value  of  p,  whereas  the  rule  given  is  about 
500  times  as  accurate  over  a  range  of  20°. 

To  find  t  for  any  given  p  is  not  quite  so  easy  because  this 
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involves  the  ratio  log(p/p')/log{p"lp')  (or  -leoOT/'SlOer  in  the 
present  example)  which  when  multiplied  by  (^"—  t')  gives  10*805**, 
the  first  approximation  to  {t  —  t')  by  logarithmic  interpolation. 
This  must  be  reduced  by  (t"-  t)/'SST\  or  10/887,  of  itself,  which 
gives  —  '805°,  so  that  the  correct  answer  is  (t  —  t')  =  10*000°,  or 
t  «  100**  C.  In  practice  the  first  approximation  to  (/  —  f)  can  be 
used  in  finding  (t"—  t)  for  the  small  correction,  which  is  then 
effected  by  setting  the  cursor  at  T  on  the  slide,  and  setting  the 
sUde  back  to  T"-f  a  tenth  of  (<"—  t),  without  writing  down  any 
figures  except  the  differences  of  the  logs  of  the  pressures. 

With  a  table  of  pressures  for  each  10°  of  temperature,  the 
temperature  corresponding  to  any  given  pressure  can  be  foimd  by 
this  formula  correct  to  '01®  with  the  aid  of  a  small  sUde-rule,  or  to 
•001**  by  the  aid  of  a  Fuller  spiral  sUde-rule.  The  chief  trouble 
involved  is  that  of  looking  up  the  required  logarithms.  For  this 
reason  the  tables  otp  and  V  for  each  degree  have  been  constructed, 
from  which  any  required  values  can  be  obtained  correct  to  '01°  C. 
by  simple  proportion,  without  the  aid  of  logarithms.  It  must  be 
remembered,  however,  that  a  change  of  1°  in  the  temperatm«  at 
100**  C.  makes  a  difference  of  nearly  4  per  cent,  in  the  pressure, 
so  that  results  obtained  in  this  way  will  not  be  quite  so  accurate 
as  the  tabulated  values.  It  should  also  be  observed  that  the  pres- 
sure itself  cannot  be  tabulated  with  a  uniform  degree  of  proportion- 
ate accuracy.  This  property  is  possessed  by  the  logarithm  of  the 
pressure,  which  more  nearly  represents  the  actual  results  of  the 
calculations,  and  is  more  often  required  in  numerical  work  than 
the  pressure  itself.  For  this  reason  a  table  of  logarithms  of  the 
pressure  is  also  given  for  each  degree,  which  will  give  more  exact 
results  by  interpolation,  and  is  also  more  useful  in  finding  the 
entropy  or  working  out  expansion  curves. 

The  corresponding  table  of  volumes  of  saturated  steam  for 
each  degree,  has  been  calculated  directly  from  the  logarithms  of 
the  pressures  by  means  of  the  characteristic  equation 

V  =  RT/ap  +  6  -  c. 

In  using  this  table  for  adiabatic  expansion,  it  must  be  remembered 
that  the  quantity  which  occurs  in  the  adiabatic  equation 

P'^iV  -  6)'»+i  =  constant, 

is  not  V  but  V  —  by  which  makes  an  appreciable  difference  when 
the  pressure  is  high  and  the  volume  small.  For  most  practical 
purposes,  the  quantity  b  might  have  been  omitted  altogether  from 
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the  equations,  but  it  has  been  retained  on  aecount  of  its  theoretical 
significance,  and  cannot  be  neglected  in  the  calculations  without 
introducing  small  numerical  inconsistencies. 

72.   Empirical  Formula  for  the  Saturation  Volume. 

A  formula  for  the  saturation  voliune  of  the  type  pV^  =  constant, 
was  given  by  Rankine  with  the  value  m  =  17/16  for  the  index 
deduced  by  means  of  Clapeyron's  equation  from  Regnault's 
formulae  for  the  total  heats  H  and  h  and  the  saturation  pressure. 
With  the  new  values  of  the  total  heat,  deduced  from  the  throttling 
experiments  and  the  specific  heat,  a  formula  of  the  same  type  still 
holds  very  closely,  but  the  value  of  the  index  must  be  changed  to 
m  =  16/15,  as  deduced  by  MoUier  from  the  author's  equations.  The 
value  of  the  constant  is  490,  when  the  pressure  is  in  pounds  per 
sq,  in.  and  the  volume  in  cu.  ft.  per  lb.,  or  1-786  for  kg.  per  sq.  cm. 
and  cu.  m.  per  kg.  But  in  practice  it  is  generally  necessary  to 
employ  the  equation  in  the  logarithmic  form 

logio  V,  =  2-5222  -  15  (logiol>)/16  (F.P.C.  or  F.).  ...(88) 

The  order  of  agreement  between  this  empirical  formula  and 
the  values  deduced  from  the  characteristic  equation,  is  shown  in 
the  following  table. 

Table  XL 


Temp. 

Volame  of  saturated  steam  in  cubic  feet  per  pound 

Cent. 

By 

empirical  formula 
3270 

By  characteristio  equation 

0° 

3276 

50° 

192-9 

192-7 

100° 

26-79 

26-79 

160° 

6-270 

6-290 

200° 

2072 

2-074 

260° 

0-874 

0-870 

The  excellence  of  the  agreement  over  so  wide  a  range  is  due  to 
the  fact  that,  although  the  index  m  is  really  a  variable,  it  passes 
through  a  maximum  slightly  greater  than  16/15  in  the  neighbour- 
hood of  120*^  C.  The  mean  value  of  m  over  any  desired  range  such 
as  p'  to  p"  is  given  by  the  formula 

m  =  log  (p7p")/log  (F'VF') (84) 

where  V,  V"  are  the  dry-saturated  volumes  at  p',  p".  The  value 
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of  m  at  any  particular  point 
of  the  saturation  curve  may  be 
deduced  from  the  expression 

m  =  -  F  {dpldF)lp 
=  (1  -  D)/(l  -Spx 

(dT/dp)IS,T),  ...(85) 

where  D  is  the  deviation  ratio 
a{c-b)  p/RT.  The  limiting 
value  at  low  pressures  when 
Z>  =  0,  and  *S  =  Sq,  is  the 
reciprocal  of  1  -  p  {dTldp)/T, 
which  has  the  value  1*058  at 
0°  C,  and  evidently  cannot  be 
constant.  The  value  of  m 
reaches  a  maximum  of  about 
1*069»  and  falls  again  at  high 
pressures  owing  to  the  increase 
ofJD. 

73.   Empirical  Formula 
for  p  from  200"*  to  374°  C. 

It  has  become  the  custom  of 
recent  years  to  endeavour  to 
represent  the  saturation  pres- 
sure all  the  way  from  0®  C.  up 
to  the  critical  point  by  elabor- 
ate empirical  formulae  extend- 
ing to  high  powers  of  the  tem- 
perature. There  is  no  particular 
difficulty  in  representing  any 
selected  set  of  observations  as 
closely  as  may  be  desired  by  a 
formula  of  this  type.  But  the 
result  is  of  no  theoretical  value, 
and  of  little  practical  utiUty, 
because  pressures  exceeding  250 
Ibs./sq.  in.  are  seldom  used  ex- 
cept in  small  automobile  engines, 
where  accurate  tests  are  im- 
practicable, and  other  considera- 
tions are  more  important  than 
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eflSdency.  Owing  to  the  xincertainty  of  the  experimental  results, 
it  is  desirable  to  employ  the  simplest  possible  type  of  formula 
for  purely  speculative  purposes  in  the  neighbourhood  of  the  critical 
point.  There  is  a  considerable  amount  of  evidence,  derived  from 
the  behaviour  of  other  vapours,  that  a  formula  of  the  simple 
tjrpe  log  (p/jpo)  =  K/Tq  —  K/Ty  though  certainly  inadequate  at 
low  pressures,  represents  the  saturation  curve  with  remarkable 
fidelity  at  high  pressures  over  a  considerable  range.  A  suitable 
formula  of  this  type  in  the  case  of  steam  is  as  follows : 

logjp  =  2-85265  +  4-264  {t  -  200)/r  (F.P.C.),    ....(86) 

in  which  the  constants  are  chosen  to  give  the  same  values  as  the 
theoretical  equation  for  both  p  and  dp/dt  at  200°  C,  so  that  the 
curve  joins  continuously  with  the  theoretical  curve  at  this  point. 
The  formula  has  the  advantage  of  giving  the  simple  expression 
4645/r  for  the  ratio  {T/p)  {dp/dt)^  and  agrees  sufficiently  well  with 
experiment  for  practical  purposes,  as  indicated  by  the  annexed 
figure. 

The  zero  line  in  the  figure  represents  the  empirical  formula  (86). 
The  curves  represent  the  smoothed  results  of  various  series  of 
experiments.  The  difference  of  each  experimental  result  from  the 
formula  is  expressed  in  degrees  of  temperature  as  previously  ex- 
plained. The  curve  CC  represents  the  observations  of  Cailletet  and 
Colardeau  {Joum.  Phys,^  1891);  the  curve  BB  those  of  Battelli 
(Ann.  Chim.  Phys.,  1892-94);  the  curve  KK  those  of  Knipp  {Phys. 
Rev.y  1900).  All  of  these  give  much  higher  results  for  p  than  formula 
(86).  But  the  curve  HB,  representing  the  latest  results  of  Holbom 
and  Baumann  (Ann.  Phys,,  1910),  which  are  probably  the  most 
accmrate,  gives  sUghtly  lower  results  than  the  formula  between 
250**  and  860**  C.  It  is  very  likely  that  the  values  of  p  given  by 
the  formula  may  be  too  high  in  this  region,  but  the  difference 
shown  does  not  greatly,  if  at  fdl,  exceed  the  probable  errors  of 
experiment. 


CHAPTER  VIII 

THE  CRITICAL  STATE 

74.  Properties  of  COg.  It  would  be  beyond  the  scope 
of  the  present  work  to  attempt  a  review  of  tdl  the  various  specula- 
tions current  with  regard  to  the  critical  state,  or  to  construct  a 
system  of  equations  capable  of  representing  the  properties  of  steam 
consistently  in  this  region,  but  some  reference  is  necessary  in  order 
to  prevent  misapprehensions,  and  a  general  account  of  the  pheno- 
mena may  be  of  interest  as  illustrating  the  difficulties  to  be  en- 
countered in  framing  a  complete  theory.  The  critical  temperature 
and  pressure  in  the  case  of  steam  are  so  high  that  there  are  grave 
experimental  difficulties  in  the  measurement  of  any  of  the  other 
physical  properties  of  the  fluid  in  this  region,  and  there  is  little 
prospect  of  being  able  to  utilise  them  efficiently  in  any  kind  of 
engine.  On  the  other  hand,  the  substance  CO2 ,  commonly  known 
as  carbonic  add,  is  often  employed  for  refrigerating  purposes  in 
the  neighbourhood  of  its  critical  point,  and  its  properties  in  this 
region  have  been  most  carefully  investigated  by  many  skilful 
experimentalists.  For  this  reason,  illustrations  of  critical  pheno- 
mena will  be  taken  chiefly  from  the  properties  of  COg,  for  which 
so  many  experimental  data  are  available  that  it  is  possible  to  test 
any  theory  or  formula  with  reasonable  certainty. 

The  Critical  Temperature  of  any  substance  is  readily  observed 
by  heating  a  suitable  quantity  of  the  Uquid  in  a  sealed  tube  and 
observing  the  temperature  at  which  the  meniscus,  or  surface  of 
separation  between  the  liquid  and  vapour,  disappears.  Experiments 
of  this  kind  were  first  described  by  Cagniard  de  la  Tour  (Ann. 
Chim.  Phya.y  1822-28),  who  measured  the  critical  temperatures  of 
several  liquids  in  this  way.  As  the  temperature  is  raised,  the 
surface  tension  of  the  liquid  diminishes,  the  meniscus  flattens  out, 
and  finally  vanishes  when  the  critical  point  is  reached.  The  liquid 
and  vapour  then  mix,  and  the  tube  becomes  filled  with  a  homo- 
geneous substance.  Above  the  critical  point,  the  liquid  cannot 
be  distinguished  from  the  vapour,  and  no  separation  into  two 
states  can  be  effected  by  any  increase  of  pressure.  Faraday  {PhU. 
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Trans.y  1828  and  1845),  in  his  experiments  on  the  liquefaction  of 
gases,  came  to  the  conclusion  that  there  was  a  similar  limit  of 
temperature  for  each  gas,  above  which  it  could  not  be  liquefied 
by  pressure,  but  the  importance  of  this  point  in  the  Uquefaction  of 
gases  was  not  fully  realised  till  a  much  later  date. 

The  Critical  Pressure.  Cagniard  de  la  Tour  made  some  rough 
measiurements  of  the  pressiures  at  which  the  meniscus  disappeared, 
but  he  had  no  independent  means  of  varying  the  volume,  so  that 
his  experiments  were  necessarily  incomplete.  The  first  satisfactory 
measurements  of  pressure,  temperature,  and  volume,  over  a  fairly 
wide  range  in  the  neighbourhood  of  the  critical  point,  were  made 
by  Andrews  (PhU.  Trans, j  1869)  in  the  case  of  CO^.  The  gas  was 
confined  in  a  calibrated  capillary  tube  over  mercury,  so  that  the 
volume  could  be  varied  by  means  of  a  screw  plunger,  and  the 
pressures  were  simultaneously  indicated  by  a  similar  capillary 
containing  air.  At  temperatures  below  the  critical  point,  the 
saturation  volimies  of  the  liquid  and  vapour  could  be  estimated 
from  the  observed  volimaes  at  the  beginning  and  end  of  condensa- 
tion, but  the  pressure  in  Andrews'  experiments  did  not  remain 
quite  constant  during  condensation  at  constant  temperature 
owing  to  a  residual  impurity,  about  1  in  1000,  of  air.  The  saturation 
pressure  appeared  to  vary  in  a  regular  manner  with  temperature 
following  a  continuous  curve  up  to  the  critical  point.  Above  the 
critical  point,  no  condensation  or  separation  of  liquid  could  be 
observed,  but  there  were  large  changes  of  volimae  for  smcdl  changes 
of  pressure,  giving  rise  to  well  marked  points  of  inflection  in  the 
isothermal,  which  persisted  for  several  degrees  above  the  critical 
point.  The  critical  temperatiure  was  estimated  as  81^  C,  and  the 
corresponding  pressure  as  75  atmospheres,  but  the  air-manometer 
was  not  corrected  for  the  deviations  from  Boyle's  law,  and  the 
effects  of  any  residual  impurity,  such  as  air,  on  the  saturation 
pressure,  tend  to  increase  as  the  critical  point  is  approached.  At  a 
later  date,  Amagat  (Ann.  Chim.  Phys.,  29,  p.  186, 1898),  emplo3dng 
a  similar  method  with  the  utmost  refinements  of  acciuracy,  and 
paying  special  attention  to  the  purity  of  the  gas,  found  the  value 
72'9  atmospheres  for  the  critical  pressure  of  COg  at  a  temperature 
of  81*85**  C,  but  owing  to  the  effects  of  supersaturation  and  the 
instability  of  equilibrium  at  the  critical  point,  the  critical  pressure 
itself  is  more  difficult  to  determine  accurately  than  the  saturation 
pressure  at  lower  temperatures. 

For  this  reason  among  others  it  is  advantageous  to  have  an 
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empirical  formula  representing  all  the  observations  of  the  satura- 
tion  pressure  as  closely  as  possible.  The  following  formula,  which 
is  of  the  simplest  possible  type,  the  same  as  that  employed  in  the 
last  chapter  for  steam  from  200°  C.  to  the  critical  point,  appears 
to  represent  all  the  best  observations  for  CO,  within  the  limits  of 
experimental  error: 

logioP  =  1-5868  +  8157f/r (1) 

The  value  of  the  constant  1*5868  in  the  above  formula  gives  the 
saturation  pressures  in  atmospheres  of  760  mm.  (lat.  45°),  in  terms 
of  which  most  of  the  observers  have  expressed  their  results.  If  the 
pressure  is  required  in  lbs.  per  sq.  in.  (London),  the  value  of  the 
constant  is  2*7088.  The  temperature  f  is  to  be  reckoned  from  the 
freezing  point  of  water.  The  corresponding  formula  for  the  ratio 
Ljap  {V  -v),  or  {Tlp)dp/dt,  is  1985/T  Cent.,  or  8578/T  Fahr. 

The  following  table  shows  a  comparison  of  this  formula  with 
the  results  of  observation  which  appear  to  be  most  reUable: 

Table  I. 
Saturation  pressures  of  liquid  COg  in  atmospheres  of  760  mm. 


Temp.  Cent. 

Amagat,  1893 
K.  and  R.,  1902 
Z.  and  S.,  1906 
J.  and  P.,  1914 
Formula  (1) 


-60*^ 

-40*^ 

-SO** 

-20'' 

-10* 

0« 

+  10*' 

.^^ 

_^__ 

___ 

^^^ 

34-3 

44-2 

6-60 

9-82 

140 

19-3 

260 

34-34 

^— 

6-72 

9-88 

141 

19-6 

26-8 

— 

6-66 

9-86 

140 

19-3 

260 

34-6 

44-7 

6-74 

9-88 

1402 

19-36 

2608 

34-38 

44-43 

+  20* 


66-3 


66-8 
66-45 


+30' 


70-7 


70-60 


References:  Amagat,  AnneUes  de  Chimie  et  Physique^  VoL  29,  p.  136, 1893. 

K.  and  R.  Kuenen  and  Robson,  PhiL  Mag.,  Vol.  3,  p.  154,  1902. 
Z.  and  8.   Zeleny  and  Smith,  Phys.  ZeiL,  VoL  7,  p.  667,  1906. 
J.  and  P.  Jenkin  and  Pye,  PhiL  Trans.  A,  VoL  213,  p.  67, 1914. 

The  observations  of  Regnault  (utilised  by  MoUier)  are  not 
included  in  the  table,  as  they  are  much  higher  than  any  of  the 
others,  and  he  did  not  consider  them  satisfactory  himself.  The 
values  which  he  gives  at  temperatures  above  the  critical  point 
cannot  represent  true  equilibrium.  Jenkin  and  Pye  consider  that 
their  values  are  probably  a  Uttle  too  high  owing  to  a  small  impurity 
of  air.  The  Uquid  curve  can  be  followed  5**  or  10°  below  the  freezing 
point,  which  is  at  —  56-2**  C.  and  5-2  atmospheres. 

The  Critical  Volume.  Accurate  measurements  of  the  saturation 
volumes  of  Uquid  and  vapour  in  the  neighbourhood  of  the  critical 
point  become  very  difficult  owing  to  the  rapid  changes  with  pressure 
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and  temperature.  The  critical  volume  itself  camiot  be  measured 
directly,  because  the  isothermal  compressibility  (l/»)  (cto/dp)< 
becomes  infinite  of  the  second  order  at  the  critical  point.  The  usual 
method  in  such  a  case  is  to  measure  corresponding  values  of  V 
and  V  under  saturation  pressure  at  a  series  of  temperatures  ap- 
proaching the  critical  point  as  closely  as  possible,  and  to  estimate 
the  critical  voliune  itself  from  the  limiting  value  of  the  mean  of  V 
and  V.  Cailletet  and  Mathias  {Joum.  de  Phya.y  II,  Vol.  5,  p.  549, 
1886),  found  that  better  results  could  be  obtained  by  taking  the 
mean  of  the  densities  l/F"  and  l/o,  which  gave  a  more  symmetrical 
curve  than  the  volumes.  The  diameter  of  the  curve  obtained  by 
plotting  the  mean  of  the  densities  of  the  liquid  and  vapour,  as  in 
the  following  figure,  turns  out  to  be  nearly  rectilinear  in  the  case 
of  COg  over  a  wide  range  of  temperature,  and  can  be  produced 
to  the  critical  point  with  some  degree  of  confidence,  assuming  that 
it  presents  no  singularities  beyond  the  limits  of  experimental 
measurement  of  V  and  v,  Cailletet  and  Mathias  measured  the 
saturation  volume  of  the  vapour  V  at  each  temperature  by  ob- 
serving the  disappearance  of  the  last  drop  of  liquid  in  a  capillary 
tube  when  the  volume  was  gradually  increased  at  constant  tem- 
peratiu-e.  This  tends  to  give  too  small  a  result  for  F,  or  too  large 
a  result  for  1/F,  owing  to  surface  condensation,  because  the  ratio 
of  surface  to  volume  is  rather  high  in  a  capillary  tube.  They 
measured  the  difference  of  the  densities  of  the  liquid  and  vapour  by 
a  hydrostatic  method  in  terms  of  the  density  of  mercury,  and 
deduced  the  density  of  the  liquid  by  adding  that  of  the  vapour 
previously  measured.  For  some  reason,  the  values  they  obtained 
for  the  density  of  the  Uquid  are  appreciably  lower  than  those 
subsequently  observed  by  Amagat,  employing  the  more  direct 
method  of  measuring  the  volume  in  a  calibrated  tube.  The  coeffi- 
cient of  expansion  of  liquid  COg  is  very  high,  being  equal  to  that 
of  a  gas  at  —  25°  C,  where  the  cooling-effect  vanishes,  and  in- 
creasing more  and  more  rapidly  up  to  the  critical  point,  where  it 
becomes  infinite. 

The  smooth  curve  in  Fig.  15  represents  Amagat's  table  of 
results  (toe.  ct^.,  p.  186),  obtained  by  producing  the  observed  iso- 
thermals  for  liquid  and  vapour  on  the  PF",  P  diagram  to  the  satura- 
tion pressure  at  each  temperature.  This  method  has  the  advantage 
of  eliminating  much  of  the  error  due  to  surface  condensation,  since 
the  result  does  not  depend  exclusively  on  the  observations  at  the 
satiu'ation  point.  But  the  isothermals  are  so  steep  near  the  critical 
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point  that  it  is  difficult  to  perform  the  extrapolation  satisfactorily, 
and  the  behaviour  of  other  substances  would  appear  to  indicate 
that  the  curves  of  liquid  and  vapour  are  not  so  exactly  symmetrical 
as  is  shown  by  Amagat's  table  for  COg .  The  observations  of  Cailletet 
and  Mathias,  indicated  by  the  (  x  )  crosses,  differ  systematically 
from  those  of  Amagat,  but  give  nearly  the  same  diameter.  Their 
observations  of  the  density  of  the  liquid  do  not  extend  beyond 
22-2**  C.  Those  of  Behn  {Ann.  Phys.,  8,  p.  788,  1900),  indicated  by 
the  (  +  )  crosses,  were  made  by  a  delicate  hydrometer  method,  and 
are  very  consistent.  They  extend  down  to  —  60**  C,  but  do  not  go 
above  24«8**  C,  They  overlap  Amagat's  observations  from  0**  to 


15"  20"  7.5"  30"     t°C. 

Fig.  16.  Rectilinear  Diameter  of  density  omre  for  00|. 

25°  C,  When  combined  with  Amagat's  vapour-densities,  they  give 
a  diameter  OC,  which  is  an  exact  straight  line  within  the  limits  of 
experimental  error,  giving  for  the  mean  of  the  densities  in  gms./cc., 
the  simple  equation 

(1/F  +  l/i;)/2  =  0-5125  -  0-00148^ (2) 

The  extrapolation  of  this  diameter  to  the  critical  point  gives  the 
critical  density  0*465  gm./c.c.  In  the  case  of  many  other  substances 
the  diameter  of  the  curve  representing  the  saturation  densities  of 
liquid  and  vapour  is  appreciably  ciu:ved,  and  there  is  no  theoretical 
reason  why  it  should  not  present  singularities  near  the  critical  point. 


158 


PROPERTIES  OF  STEAM 


[CH« 


But  there  is  no  experimental  evidence  that  the  diameter  is  other- 
wise than  straight  in  the  ease  of  CO2,  and  the  simple  equation  (2), 
when  taken  in  conjunction  with  a  formula  for  the  latent  heat  £, 
giving  the  difference  V  —  v  from  Clape3rron's  equation,  affords  an 
independent  method  of  deducing  consistent  values  of  the  saturation 
volumes  of  both  Uquid  and  vapour  in  the  region  near  the  critical 
point  where  the  direct  experimental  evidence  is  somewhat  deficient 
and  uncertain.  Values  of  V  and  v  obtained  from  L  in  this  way  are 
in  dose  agreement  with  Amagat's  when  the  same  value  of  L  at 
0°  C.  is  assumed. 

The  Latent  Heat.  The  values  of  jp,  1/F,  and  1/t?,  in  Amagat's 
table,  give  all  the  necessary  data  for  calculating  the  values  of  L 
from  0**  to  80**  C,  by  means  of  Clapeyron's  equation,  but  it  is  best 
to  utihse  formula  (1),  which  gives  19S5p/T  for  the  factor  Tdp/dt. 
Below  0**  C,  the  direct  observations  of  L  by  Jenkin  and  Pye  {loc. 
cit.)  are  the  only  experimental  data  avculable,  and  are  represented 
very  closely  from  —  50**  to  +  20**  C,  by  a  formula  of  the  Thiesen 
type,  as  follows: 

logioi  =  1-1164  +  0-4115  logio  (81-5  -  t),   (8) 

in  which  the  critical  temperature  is  taken  as  81*5**  C. 

The  following  table  shows  a  comparison  of  the  experimental 
values  with  those  given  by  the  above  formula. 

Table  11. 
Latent  heat  of  vaporisation  of  liquid  COg  in  cals.  C 


Temp.  Cent. 

-60** 

-40* 

-30* 

-20*' 

-10° 

0** 

+  10** 

+  20** 

+30« 

31** 

Amagat 
J.  and  P. 

Formula  (3) 

79-9 
80-0 

76-7 

75-8 

71-3 
71-2 

66-6 
66-2 

60-9 
60*6 

661 
541 
541 

47-7 
46-2 
46*2 

36-6 

36-55 

35-7 

14-8 
15-4 

7-80 
9-97 

There  is  a  discrepancy  of  nearly  2  cals.  C.  between  the  values 
of  L  deduced  from  V  and  those  given  by  Jenkin  and  Pye  at  0** 
and  10**  C.  Almost  any  equation  that  can  be  employed  to  give 
values  of  V  consistent  with  Amagat's  value  at  0**  C,  and  with  the 
curve  of  saturation  pressure,  will  give  values  of  L  higher  than  (8) 
by  a  nearly  constant  difference  of  2  cals,  C.  from  0**  to  —  50**  C. 
This  is  not  without  significance,  because  the  values  of  V  are  more 
hkely  to  be  correct  at  low  pressures  than  those  of  L,  which  are 
extremely  difficult  to  measure,  and  are  generally  liable  to  err  in 
defect.  The  observed  values  of  V  at  high  pressures  are  also  liable 
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to  err  in  defect,  so  that  it  would  not  be  surprising  if  the  values  of 
L  given  by  (8)  should  prove  eventu€dly  to  be  systematically  too  low. 
It  is  probable  that  a  formula  of  this  type  would  give  more  satis- 
factory values  of  L  near  the  critical  point  than  could  be  deduced 
from  observations  of  V  and  u,  if  the  critical  temperatiu^  were 
known  with  certainty.  The  difference  between  the  value  81-5° 
assumed  in  (8)  and  Amagat's  value  81-85°  C.  is  almost  sufficient  to 
account  for  the  differences  shown  in  the  table  at  80®  and  81**  C, 
but  it  is  just  as  hkely  that  there  are  systematic  errors  in  V. 

The  continuous  curve  in  Fig.  16  represents  the  empirical 
formula  (8)  for  the  latent  heat.  The  dots  represent  the  observations 
of  Jenkin  and  Pye  extending  from  —  58®  to  +  20®  C.  The  broken 
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Fig.  16.  Latent  Heat  of  GO,  in  cals.  G. 

curve  from  0®  C.  to  the  critical  point  represents  values  of  L  cal- 
culated from  Amagat's  table  of  p,  F,  and  v.  The  continuation  of 
this  curve  down  to  —  60®  C.  represents  the  values  of  L  obtained 
by  combining  equation  (89)  for  V  with  the  observed  values  of  i;, 
and  deducing  the  equation  of  saturation-volume  (48)  from  the 
values  of  h  represented  by  equation  (4)  of  the  next  section,  as 
explained  later. 

The  broken  curve  in  Fig.  16,  can  be  equtdly  well  fitted  with  a 
formula  of  the  Thiesen  type,  namely, 

logio  L  =  11468  +  0-4018  logio  (81-5  -  t\   (8  b) 
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which  would  agree  very  closely  with  Amagat's  table  up  to  the 
critical  point  if  the  critical  temperature  were  taken  as  81-85^  C. 
But  any  small  disagreement  near  the  critical  point  would  be  of 
little  significance,  because  the  actual  values  of  V  and  v  cannot  be 
observed  satisfactorily  in  this  region.  The  critical  temperature  is 
taken  as  81-5^  C.  in  both  formulae  for  the  sake  of  uniformity.  The 
exact  value  is  necessarily  a  Uttle  uncertain  owing  to  the  effect  of 
impurities,  which  were  not  completely  eliminated  even  in  the 
observations  of  Amagat,  and  which  tend  to  depress  the  observed 
value  of  the  critical  temperature  and  to  raise  that  of  the  critical 
pressure  in  this  particular  case. 

The  Total  Heat.  The  total  heat  is  the  most  important  quantity 
for  thermodynamical  purposes.  In  order  to  complete  the  solution 
for  saturated  COj,  and  to  obtain  consistent  values  of  jET  in  the 
neighbourhood  of  the  critical  point,  it  is  necessary  to  assume  a 
formula  either  for  H  or  A,  consistent  with  the  critical  conditions 
and  with  the  experimental  values  at  lower  temperatures.  The 
simplest  way  to  do  this  is  to  adopt  a  formula  of  the  same  type 
as  that  already  applied  in  the  case  of  water,  Chapter  II  (5),  namely, 

H  -  aVTdp/dt «  A  -  avTdp/dt  =  TdG/dT  -  G  =  0-42^  -  6-58,  (4) 

which  has  the  advantage  of  giving  simple  and  exact  expressions  for 
the  entropy  of  the  liquid  and  vapour,  and  of  being  consistent  with 
the  condition  that  both  dH/dT  and  dh/dt  become  infinite,  but  with 
opposite  signs,  at  the  critical  point.  The  value  of  the  constant  0*42, 
hke  the  corresponding  constant  in  the  case  of  water,  is  a  little 
greater  than  twice  the  value  of  the  specific  heat  of  the  vapour  at 
zero  pressure,  which  is  0-208  in  the  case  of  COj  at  its  critical 
temperature.  The  formula  is  equivalent  to  assuming  that  the 
coefficient  TdHjrjdT^  remains  finite  and  equal  to  0-42.  There  is  no 
thermodynamical  recison  why  this  coefficient  should  necessarily  be 
constant^  but  the  constant  value  selected  appears  to  satisfy  the 
experimental  data  within  the  limits  of  probable  error,  as  is  shown 
in  the  following  table. 

Table  III.  Total  heat  h  of  liquid  CO,  in  cals.  C. 


Temp.  Cent. 

-60** 

-40*^ 

-30** 

-  16-8 

-  16-55 

-20** 

-10° 

0** 

0 
0 

+  10'' 

+  20** 

J.  and  P.  (1914) 
Formula  (4) 

-27-3 
-  26-27 

-22-1 
-  21  61 

-  11-4 

-  11-37 

-5-8 
-5-88 

+  6-35 
+  6-45 

+  12-65 
+  13-85 
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There  appeared  at  first  to  be  a  systematic  divergence  below 
—  20**  C,  between  the  values  calculated  by  (4)  and  those  tabulated 
by  Jenkin  and  P^e  in  their  first  paper  (1914).  The  observations 
subsequently  given  in  their  later  paper  {PhiL  Trans.,  A,  215,  p.  860, 
1915)  appear  to  differ  from  (4)  by  a  few  tenths  of  a  calorie  only  in 
the  apposite  direction,  but  it  is  not  possible  to  give  exact  figures 
as  they  do  not  give  a  corrected  table  of  A.  The  discrepancy  in  their 
experimental  value  at  +  20°  C.  rests  on  a  single  observation  of  the 
mean  specific  heat  of  the  liquid  at  900  lbs,  from  —  12**  to  +  19-2°  C, 
and  the  observed  increase  of  h  from  10°  to  20°  according  to  their 
table  is  less  than  that  from  0°  to  10°,  which  is  clearly  impossible, 
since  the  rate  of  increase  of  h  becomes  infinite  at  the  critical  point. 
They  foimd  in  fact  that  "the  liquid  limit  ciurve  between  10°  and 
28°  did  not  fit  quite  satisfactorily  "  in  their  -ffO  diagram.  The  values 
of  h  and  <f>  shown  on  their  diagram  at  the  critical  point  itself  agree, 
as  nearly  as  they  can  be  estimated,  with^those  given  by  equation  (4), 
with  Amagat's  value  of  v  at  the  critical  point.  The  constant  6*58 
in  equation  (4)  is  the  value  of  the  term  avTdp/dt  at  0°  C,  so  that 
A  =  0  at  0°  C,  according  to  the  usual  convention.  Jenkin  and  Pye 
take  h  =  apv  =  +  0-91  cal.  at  0°  C.  in  their  table.  The  constant  0*9 
has  accordingly  been  subtracted  from  their  values  of  A,  as  given 
in  Table  III  above,  for  comparison  with  the  formula  (4). 

EmpiricalTablefar  the  Properties  of  CO^at  Saturation.  The  values 
given  in  the  following  table  have  been  calculated  from  equations 
(1),  (2),  (8),  and  (4),  without  direct  reference  to  Amagat's  table, 
for  the  sake  of  uniformity  and  consistency,  because  Amagat's 
table  does  not  extend  below  0°  C.  It  is  quite  likely  that  Amagat's 
value,  0-166  for  F,  at  0°  C,  in  F.P.C.  units,  is  more  nearly  correct 
than  the  value  0*1605  given  in  the  table,  as  deduced  from  equation 
(8)  for  L.  This  could  easily  be  represented,  if  desired,  by  taking  the 
second  formula  (8  b)  with  L  =  56  at  0°  C,  and  82  at  -  50°  C. 

It  is  theoretically  probable  that  the  values  of  p  given  by  (1) 
are  a  little  too  high  below  —  80°  C,  and  that  the  corresponding 
values  of  dp/di  and  V  are  uncertain  in  this  region.  Such  points 
could  not  be  settled  satisfactorily  without  more  exact  knowledge 
than  we  at  present  possess  of  the  theory  of  the  critical  state  and  the 
form  of  the  characteristic  equation,  without  which  it  is  impossible 
to  construct  a  completely  consistent  system  of  equations,  including 
the  field  of  the  Uquid  and  the  superheated  vapour  in  addition  to 
the  saturated  state.  This  extension  is  full  of  difficulties,  which  will 
be  illustrated  in  later  sections.  In  the  meantime  it  is  better  to  have  • 
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an  exact  system  of  equations  summarising  the  experimental  data 
for  the  saturated  state,  than  a  set  of  tables  by  different  experi- 
mentalists which  are  necessarily  more  or  less  'discontinuous  and 
inconsistent. 

Table  IV. 

Properties  of  satiu'ated  carbonic  acid  in  F.P.C.  units. 


t 

P 

lOOt; 

100  Fi 

L 

h 

H 

4> 

* 

-60° 

990 

1-386 

89-67 

80-00 

-  26-27 

+  53-73 

-  0-1032 

0-2664 

-46° 

120-4 

1-409 

73-73 

77-91 

-  23-91 

+  6400 

-  0-0929 

0-2487 

-40° 

1461 

1-433 

61-06 

75-77 

-  21-61 

+  64-26 

-  0-0826 

0-2424 

-36° 

173-6 

1-469 

60-89 

73-54 

-  1906 

+  64-48 

-  0-0724 

0-2365 

-  30° 

2060 

1-488 

42-66 

71-20 

-  16-65 

+  54-66 

-  0-0622 

0-2307 

-  26° 

242-8 

1-519 

35-94 

68-77 

-  13-99 

+  64-78 

-  0-0621 

0-2251 

-  20° 

284-4 

1-552 

30-42 

66-21 

-  11-37 

+  64-84 

-  0-0418 

0-2198 

-  15° 

331-0 

1-689 

25-84 

63-47 

-    8-67 

+  64-80 

-  0-0316 

0-2144 

-  10° 

383-1 

1-631 

22-00 

60-65 

-    5-88 

+  54-67 

-  0-0212 

0-2090 

-    6° 

4410 

1-678 

18-79  • 

57-45 

-    3-00 

+  54-46 

-  0-0107 

0-2036 

0° 

6050 

1-731 

16-05 

6406 

0 

+  5406 

0 

0-1980 

+    6° 

676-6 

1-796 

13-72 

50-36 

+    3-16 

+  63-61 

+  0-0110 

0-1921 

10° 

662-8 

1-866 

11-68 

46-21 

6-45 

62-66 

0-0222 

0-1854 

16° 

737-4 

1-957 

9-889 

41-44 

9-99 

61-43 

0-0340 

0-1778 

20° 

829-3 

2-076 

8-268 

35-71 

13-86 

49-56 

0K)467 

0-1685 

26° 

929-2 

2-250 

6-688 

28-24 

18-29 

46-63 

0-0609 

0-1566 

30° 

1037 

2-641 

4-864 

16-46 

24-52 

39-97 

0-0807 

0-1317 

31-6° 

1071 

3-438 

3-438 

0 

31-38 

31-38 

0-1030 

01030 

Formulae  for  the  above  quantities: 

Saturation  prearore,  log,ol>  =  2-7033  +  3157  t/T (p) 

Rectilinear  diameter,  l/v  +  1/F  =  64  -  0-18« {v) 

Clapeyron's  equation,  ap  (V  -  v)  =  Lp/T  (dp/dt)  =  LT/19S6 {V) 

Latent  heat  (Thieeen),  log,o  L=  1-1164  +  0-4116  logio  (31-6  -  i) (L) 

Total  heat  of  fiquid,  h  =  0-42<  +  vL/(V  -  v)  -  6-63 (h) 

Total  heat  of  vapour,  H  =  0-42<  +  VLI(V  -  v)  -  6-63 (H) 

Entropy  of  Uquid,  <t>  =  0-42  log,  T/273  +  vL/T  {V  -  v)  -  6-53/273.  ...(<^) 

Entropy  of  vapour,  *  =  0-42  log.  T/273  +  VL/T{V  -  v)  -  6-63/273.... (4>) 

These  equations  are  of  the  same  type  as  those  employed  for 
steam  in  the  similar  Table  X  at  the  end  of  this  chapter. 

The  Specific  Heat  o/COg.  The  properties  of  the  liquid  and  vapour 
in  the  saturated  state  are  the  most  important  for  refrigeration 
purposes,  and  it  is  therefore  most  appropriate  to  employ  the 
saturation  table  as  the  starting  point  in  constructing  a  diagram. 
The  most  useful  coefficients  in  determining  the  variation  of  H  outside 
the  saturated  region,  are  the  specific  heats  and  the  cooling-effect. 

The  specific  heat  of  the  vapour  at  atmospheric  pressure  is  the 
'  easiest  to  measure,  but  shows  a  considerable  variation  with  tern* 
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perature,  which  is  illustrated  by  the  values  at  0®  and  100°  C.  in 
the  following  table. 

Table  V.  Specific  heat  of  COg  at  atmospheric  pressure. 


Obeenrers 

Begnaiilt(1862) 

E.  Wiedemann(1868) 

Swann  (1910) 

at     0°  C. 

at  100°  a 

0-1870 
0-2145 

0-1952 
0-2169 

01973 
0-2213 

Increase 

00275 

0-0217 

00240 

Swann  (Phil.  Trans.  A,  Vol.  210,  pp.  199-288,  1910)  employed 
the  continuous  electric  method,  which  avoids  many  sources  of  error, 
and  is  best  suited  for  measuring  the  variation  of  the  specific  heat. 
His  results  when  corrected  to  zero  pressure  with  the  aid  of  the 
cooling-effect,  give  the  formulae 

So  =  0-1950  +  0000254^,        S^  =  001950  +  0000127^,  ...(5) 

where  Sq  is  the  specific  heat  at  zero  pressure  at  t°  C,  and  jS^^  is  the 
mean  value  of  Sq  from  0°  to  f^  C,  in  mean  calories  C.  These  values 
at  zero  pressure  are  useful  as  a  starting  point,  giving  H  ==  S^^t  +  B 
at  zero  pressure. 

Joly  {Phil.  Trans.  A,  Vol.  182,  p.  78,  1891)  measured  the  mean 
specific  heat  of  CO,  at  constant  volume  over  various  ranges  of 
temperature  from  10°  to  100°  C,  at  high  densities,  approaching 
liquefaction.  Taking  L  =  586-7  for  steam  at  100°  C.  (Regnault), 
he  gives  for  the  mean  specific  heat  of  CO2  over  the  whole  range  10° 
to  100°  C.  at  constant  volume  F,  the  formula 

S^  =  01650  +  0-2185/F  +  0-840/F«,  (6) 

where  V  is  in  c.c./gm.  The  extrapolation  of  Joly's  values  to  zero 
density  is  a  little  uncertain,  but  if  we  add  the  constant  R  —  0-0450 
to  Joly's  value  0-1650,  we  obtain  Sq  =  0-2108  (corrected  to 
L  =  589-8),  which  is  in  fair  agreement  with  Swann's  value  jSo  =  0-2090 
at  55°  C,  the  mean  of  Joly's  range. 

The  Cooling-effect  C.  Joule  and  Thomson  {Phil.  Trans.,  1854) 
mecisiu'ed  the  cooling-effect  for  COj  at  moderate  pressures,  chiefly 
in  the  neighbourhood  of  0°  and  100°  C.  Their  mean  corrected  results 
in  F.P.C.  units  may  be  fairly  represented  by  a  curve  of  the  type 
C  =  Jf  T"**,  passing  through  the  points 

C  =  00944°/lb.  at  0°  C.     and     C  =  00421°/lb.  at  100°  C, 

but  if  a  formula  of  this  type  is  employed,  the  required  value  of  the 
index  n  is  not  2,  as  generally  quoted,  but  more  nearly  2*66  or  8/8. 

11—2 
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Jenkin  and  Pye  (loc.  cit.,  1915)  made  some  throttling  experiments 
on  COj  from  which  it  is  possible  to  deduce  values  of  C  between 
—  80°  and  +  80°  C.  These  appear  to  agree  very  closely  with  the 
Joule-Thomson  curve,  though  made  at  somewhat  higher  pressures. 
They  tend  to  confirm  the  result  of  Joule  and  Thomson  that  C  is 
nearly  independent  of  the  pressure  within  moderate  limits. 

It  will  be  observed  on  reference  to  Table  IV  that  the  value  of 
H  reaches  a  maximum  for  the  saturated  vapour  at  a  temperature 
close  to  —  20°  C,  The  product  Cdp/dt  must  equal  unity  at  this 
point  by  equation  III  (7),  The  value  of  dp/dt  at  —  20°  C,  is 
1985p/T*  =  8'8  Ibs./deg.,  by  equation  (1),  the  reciprocal  of  which 
is  0*114°/lb.,  agreeing  almost  exactly  with  the  value  of  C  at  the 
same  point  from  the  Joule-Thomson  curve. 

Assuming  that  C  is  a  function  of  T  only,  consistent  values  of  H 
and  S  at  any  temperature  and  pressure  within  certain  limits,  are 
readily  obtained  from  those  of  C  by  the  method  of  Chapter  IV, 
§  89.  It  is  very  easy  to  construct  a  PT  diagram  in  this  way,  since 
all  the  lines  of  constant  H  are  exactly  similar,  having  the  same 
slope  at  the  same  temperature.  The  values  of  H  and  of  SC  for 
each  line  are  given  by  the  conditions  H  =  S^to  +  B,  and  SC  =  SqCq  , 
where  Cq,  fo»  ^re  the  values  of  C  and  t  at  the  point  where  the  line 
of  constant  H  meets  that  of  zero  pressure.  Values  of  H  and  S 
found  in  this  way  agree  very  closely  with  the  observations  of  S 
by  Jenkin  and  Pye,  and  with  values  of  H  obtained  by  combining 
Joly's  values  of  S^  with  Amagat's  values  of  PV.  But  the  method 
appears  to  fail  somewhat  in  the  neighbourhood  of  the  critical  point, 
where  the  approach  of  the  liquid  state  requires  a  diminution  of  C 
with  increase  of  density.  At  the  critical  point,  Cdp/dt  =  1,  giving 
C  =  0-044°/lb.,  which  is  smaller  than  the  value  0-070  given  by  the 
Joule-Thomson  curve  at  this  temperature. 

75.  Rankine's  Equation  for  COj.  In  correlating  the 
values  of  JET,  S,  and  C,  in  the  neighbourhood  of  saturation,  where 
they  are  difficult  to  measure  experimentally,  it  is  desirable  to 
employ  expressions  consistent  with  a  suitable  form  of  character- 
istic equation.  The  majority  of  equations  which  have  been  proposed 
for  representing  the  deviations  of  actual  gases  from  the  ideal  state 
are  founded  on  that  given  by  Rankine  {Phil,  Trans.,  1854,  p.  887), 
deduced  from  Regnault's  experiments  on  the  compressibility  and 
the  pressure-coefficient  of  COg,  namely, 

PF/17116  =  (^  +  274)/274  -  A'VJV  {t  +  274) (7) 
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The  constant  17116  represents  the  ideal  value  of  the  product  PV 
in  foot-pounds  at  0**  C,  where  the  temperature  is  taken  as  274 
on  the  absolute  scale.  Fq  is  the  ideal  value  of  the  volume  at  0°  C. 
and  1  atmosphere.  ^'  is  a  specific  constant  having  the  value 
1  -9°  C.  for  COg .  The  drop  of  temperature  ^  —  ig  i'^  expansion  through 
a  porous  plus  was  given  by  Rankine  in  the  form 

JS{t^  -  y  =  8  (P,F,  -  PJ^^) (8) 

where  F^  is  the  volume  at  the  higher  pressure  P^  at  a  temperature  ^ 
before  passing  the  plug,  and  F^  is  the  volume  at  the  lower  pressure 
Pj  when  the  gas  has  been  restored  to  its  original  temperature  ^ 
by  supplying  heat  JS  (^  —  t^)  at  constant  pressure  P^  after  passing 
the  plug.  The  product  PJT^  represents  the  work  done  by  the  pump 
on  the  gas  per  unit  mass  in  forcing  it  up  to  the  plug.  The  product 
P^V^  represents  the  work  done  per  unit  mass  by  the  gas  escaping 
at  the  same  temperature.  By  the  first  law,  the  heat  which  must  be 
supplied  to  restore  the  temperature  to  ^  is  equivalent  to  the  nett 
work,  represented  by  the  difference  P^Fg  —  PiF^,  together  with 
the  increase  of  intrinsic  energy  Ez  —  Eiin  expansion  from  F^  to  Fj 
at  constant  temperature  ^.  According  to  equation  (7)  the  increase 
of  E  is  exactly  twice  the  increase  of  PV  at  constant  temperature, 
giving  the  numerical  factor  8  in  equation  (8). 
Since  Rankine's  constant 

PqVq/JTq  =  17116/1400  X  274  =  00446  cals./deg. 

represents  £,  his  equation  may  be  put  in  the  more  convenient  form 

aP//2T=  1/F-  c/F«, (9) 

where  c  is  the  coaggregation  volume  c©  {TJT)\  and  the  value  of 
the  constant  c©,  according  to  Rankine,  is  A^Vq/Tq,  or  0*00698  of  Fq, 
giving  8*58  c.c.  per  gm.,  or  0*0565  cb.  ft./lb.  The  constant  a  in 
the  first  term  of  (9)  is  the  usual  factor  for  reducing  PV  to  cals., 
according  to  the  system  of  units  employed. 

Rankine  obtained  the  expression  for  the  increase  of  E  in  ex- 
pansion at  constant  temperature  by  applying  to  equation  (7) 
(preferably  in  the  form  (9))  the  thermodynamical  relation  given  by 
Kelvin  (Phil,  Mag.^  1852,  Vol.  iv,  p.  170),  deduced  from  the  second 
law  of  thermodynamics, 

{dE/dV)t  =  aT  {dP/dT)y-  aP  =  2cRTIV\  (10) 

which  gives  the  expression  for  the  intrinsic  energy 

E  =  sj  +  B'  -  2cBTIV,  (11) 
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where  B'  is  a  constant,  and  s^  the  mean  value  of  the  limiting 
specific  heat  Sq  at  zero  density  from  0°  to  f  C.  The  corresponding 
expression  for  the  specific  heat  s  at  any  constant  volume  V  is 
obtained  by  differentiation,  thus 

s  =  {dE/dT)^  =  So+  2cRIV (12) 

The  expressions  for  jET,  S,  and  SCj  are  obtained  as  follows : 

H^E-^  aPV  =  S^t  +  B"-  ScRT/V, (18) 

5^C  =  -  (dH/dV)J(dPldV\^  Sacl(l  -  2c/F),  (14) 

S  =  {dHldT)^  +  SC  {dP/dT)^  ^8^  +  ScR/V  +  (1  +  c/V)  RSC/aV, 

(15) 

which  show  that  SC  and  S  become  infinite  when  V  =  2c.  The 
value  of  C  at  any  point  defined  by  V  and  T,  is  easily  found  from 
(14)  and  (15),  thus 

C  =  SC/S  =  Sac/iSo (1  -  2c/F)  +  (2  -  c/V) ScB/V].  ...(16) 

But  the  integrated  throttle-drop  /^  —  tg  for  a  finite  range,  namely, 

S{h-h)  =  ^RT^ (1/^1  -  l/f'a),   (17) 

which  is  Rankine's  equation  (8)  expressed  in  terms  of  c,  is  trouble- 
some to  work,  when  only  P^  and  Pg  *re  given.  The  value  of  S 
required  is  that  at  P^  from  ^  to  ^,  which  is  difficult  to  calculate 
unless  ^2  is  known.  Rankine  takes  S  =  0-2148,  Regnault's  mean 
value  at  atmospheric  pressure  from  0**  to  200°  C,  which  is  often 
quite  unsuitable. 

The  value  of  Cq  deduced  from  Rankine's  A'  gives  fairly  good 
results  for  C  on  the  average  at  moderate  pressures,  but  errs  greatly 
in  excess  at  high  pressures  near  saturation.  The  limit  of  C  at  zero 
pressure  is  Soc/Sq^  and  the  other  limit,  when  F=  2c,  is  4ac/d£, 
which  is  nearly  double.  The  value  at  0**  C.  and  P  =  0  is  0-090,  but 
that  near  satiu*ation  at  0°  C.  is  0-128,  which  is  too  large,  although 
Rankine's  value  of  c  is  too  small  according  to  other  experimental 
data  which  have  to  be  considered.  There  are  more  serious  objections 
to  Rankine's  equation  on  other  grounds  at  high  pressures.  It  is  of 
interest  chiefly  as  a  simple  example  of  a  conunon  type. 

The  order  of  agreement  obtained  under  working  conditions  is 
illustrated  by  the  following  numerical  example.  Jenkin  and  Pye 
{Phil.  Trans.,  1915,  p.  880,  Table  E,  Throttling  experiment  T) 
observed  a  drop  of  temperature  from  +  18-5  to  —  15-05°  C.  on 
throttling  from  500  lbs.  to  200  lbs.  abs.  Dividing  the  drop  of 
temperature  by  the  drop  of  pressure,  we  find  the  mean  value 
C  =  0-0958°/lb.  at  850  lbs.  and  -  0-8°  C,  in  practically  perfect 
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agreement  with  the  Joule-Thomson  curve.  On  referring  to  the 
diagram,  Fig.  19,  we  find  that  the  initial  and  final  states  lie  on  the 
same  horizontal  line  at  £f  =  59.  To  compare  the  result  with 
Rankine's  equation  (8)  or  (17),  we  have  to  find  the  appropriate 
value  of  iS,  which  cannot  be  done  satisfactorily  except  by  calculating 
H  from  (18)  at  both  temperature  limits  at  200  lbs.,  and  dividing 
the  difference  by  the  difference  of  temperature.  The  equation  then 
reduces  identically  to  iff'=  R'\  showing  that  the  calculation  of  R 
at  18-5°  C.  and  200  lbs.  was  superfluous,  and  that  it  would  save 
trouble  to  write  the  equation  directly  in  the  form 

Sm  (<'  -  n  =  Sc'RT'lV  -  Sc"RT"IV'\ (18) 

where  S„  is  known,  being  the  mean  value  of  Sq  from  t'  to  t'\ 
namely  0*1949  in  the  present  case,  giving  t'—  f'=  88-9*^,  or 
t"=  —  20-4°  C,  showing  that  Rankine's  equation  gives  too  large 
a  value  of  C  near  saturation. 

The  most  direct  method  of  performing  the  verification,  is  to 
calculate  the  values  of  H  —  B  from  (18)  at  each  limit,  and  find 
f  by  interpolation,  thus: 

At P  =  600, <  =  +  13-6°: 5^= 0- 1967, c  =  00613,  V  =  01796, H-B=-  8-430. 
At P  =  200, <  =  -  161°: S„,=  0-1931, c  =  00633,  V  =  0-4930, H'B=  -  7-388. 
At  P  =  200, « =  -  20°    :8„,=  01926,  c  =  0-0668,  V  =  0-4800,  il  -  5  =  -  8-644. 

By  interpolation  at  200  lbs.,  H"=  H\  when  <"=  -  19-5°  C. 
The  most  difficult  part  of  the  calculation  with  an  equation  of  this 
tjrpe,  giving  H  in  terms  of  V  instead  of  P,  is  to  find  V  in  each  case 
from  (9). 

Rankine's  equation  (12)  makes  8  a  linear  function  of  the  density 
at  constant  temperature.  Joly  found  this  to  be  the  case  provided 
that  the  temperature  range  did  not  extend  below  the  critical  point, 
below  which  a  quadratic  function  of  the  density  was  required  as 
shown  in  equation  (6).  Joly's  observations  afford  an  independent 
method  of  calculating  c  in  Rankine's  equation.  Since  Joly's  S^ 
represents  the  mean  rate  of  increase  of  E  per  degree  over  a  con- 
siderable range  of  t,  the  comparison  is  best  effected  by  reference 
to  equation  (11)  for  E,  which  gives,  on  substituting  c  =  Cq{Tq/T)^, 
a  simple  equation  for  c^^ 

S^ «  (E'  -  E")l{t'  -  n  =  «„  +  2Bc^T^yVrT".  ...(19) 

Taking  Joly's  first  formula,  S^  ==  0-1657  +  0-2064/F,  applying  to 
moderate  densities,  we  find  Cq  »  8*25  c.c./gm.,  slightly  less  than 
Rankine's  value.  But  if  we  take  his  later  formula  (6),  appl3ring  to  a 
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mean  volume  7"62c.c./gnai.  we  find  an  average  value  Co  =  4-06e.c./gni., 
or  0'0650  cb.  ft./lb.,  which  is  considerably  larger.  The  method  is 
not  very  satisfactory  for  finding  c,  because  the  change  of  S^  with 
density  over  the  experimented  range  is  relatively  small,  being  only 
about  12  per  cent,  of  the  whole  quantity  measured,  and  because  the 
quadratic  formula  (6)  does  not  exactly  correspond  with  Rankine's 
equation  (11)  for  E. 

Joly  also  endeavoured  to  obtain  evidence  of  the  variation  of  S^ 
with  temperature  by  making  experiments  over  different  ranges  of 
temperature,  but  was  unable  to  detect  any  change  with  certainty. 
This  has  been  quoted  as  casting  doubt  on  Swann's  equation  (5) 
for  the  variation  of  Sq  with  temperature,  which  ought  to  be  the 
same  as  that  of  Sq.  The  apparent  discrepancy  is  explained  by  refer- 
ence to  equation  (19).  The  value  of  s^  will  increase  as  the  range  of 
temperature  is  raised,  but  that  of  the  second  term  will  diminish 
with  increase  of  the  limits  T'  and  T".  If  Swann's  value  is  taken  for 
the  rate  of  increase  of  8^^  it  happens  that,  for  the  densities  chiefly 
employed  by  Joly  in  this  investigation,  the  rates  of  change  of  the 
two  terms  are  nearly  equal  and  of  opposite  sign  for  a  mean  tem- 
perature in  the  neighbourhood  of  50°  C. 

A  similar  effect  occurs  in  the  variation  of  the  specific  heat  at 
constant  pressure  with  temperature  according  to  equation  (15), 
but  at  much  lower  pressures,  because  the  variation  of  S  with 
pressure  is  much  greater  than  that  of  s.  When  the  increase  of  Sq 
with  rise  of  temperature  is  compensated  by  the  diminution  of 
c  and  1/F,  there  will  be  a  minimum  value  of  S  at  each  constant 
pressure,  accompanied  by  a  slow  rate  of  variation  over  a  consider- 
able range  of  temperature.  According  to  (15)  the  minimum  for  S 
at  150  lbs.  should  occur  in  the  neighbourhood  of  0°  C,  which 
explains  the  fact  that  Jenkin  and  Pye  were  unable  to  detect  with 
certainty  any  variation  in  the  value  of  S  at  this  pressure,  from 
-  80°  to  +  80°  C. 

As  explained  by  the  author  {Phil.  Mag.,  Jan.  1908),  the  agree- 
ment of  Rankine's  equation  with  observations  of  the  specific  heat, 
cooling-effect,  and  compressibility,  is  greatly  improved,  even  at 
moderate  pressures,  by  the  introduction  of  the  covolume  b,  as 
proposed  by  Natterer  {Wiener  Ber.,  1850-54),  and  further  developed 
by  Hirn  {ThSorie  Mic.  de  la  Chaleur^  vol.  2,  p.  211),  to  represent 
the  limit  of  compressibility  at  high  pressures.  Some  modification 
of  this  kind  is  obviously  necessary,  because  Rankine's  equation,  in 
its  original  form  (7)  or  (9),  gives  maximum  values  of  P  when 
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V  =  2c,  and  imaginary  values  of  V  when  P  exceeds  RTj^iac,  The 
simplest  way  of  removing  these  difficulties  is  to  put  V  —  b  for  V 
in  the  first  term  of  (9),  which  then  becomes 

aP/RT  =  1/(F  -b)-  c/r« (20) 

This  simple  addition  makes  no  change  in  the  expressions  for  E 
and  S^  if  b  is  regarded  as  constant,  but  the  equations  for  H^  S, 
and  jSC,  become 

H=^S^t  +  B-  ScRT/V  +  bRT/iV  -  6), (21) 

5C  =  a  [8c  -  bV^KV--  b)^]l[Vy{V-  6)«  -  2c/F],  ...(22) 

5  =  5o  +  8cjB/F+  bR/iV-  b)  +  («/(F~  6)  +  cRIV^)SCIa.  ...(28) 

If  the  critical  pressure  is  taken  as  P^^  1071  lbs.  at  t^  =  81'5**C., 
with  R  =  0*0451  cab.  deg.  C,  we  find 

Co  =  00655,     b  =  00156  cb.  ft./lb. 

With  these  expressions,  the  anomaUes  in  the  values  of  C  at 
high  pressures  disappear.  Thus  the  value  of  C,  at  80^  and  1087  lbs. 
is  less  than  Cq  at  80°  and  zero  pressure,  instead  of  greater,  but 
C  at  500  lbs.  is  nearly  equal  to  Cq,  confirming  the  experimented 
results  at  these  pressures.  Values  of  S  calculated  from  (28)  give 
good  agreement  with  the  observations  of  Jenkin  and  Pye  over  the 
whole  experimented  range  as  shown  in  the  following  table. 

Table  VI. 
S  Observed  by  J.  and  P.,  compared  with  S  Calculated  by  (28). 


Pressure 

160  lbs. 

200  lbs. 

300  lbs. 

400  lbs. 

600  lbs. 

700  lbs. 

Temp.C. 

Obs.  Calo. 

Obs.  Calo. 

ObR.  Calo. 

Obs.Calc. 

Obs.  Calo. 

Obs.  Calo. 

-  30° 

-  16° 

0° 
+  15** 
+  30° 

2315  2301 

2316  2246 
2316  2216 

2315  2209 

2316  2210 

270  263 
258  240 
246  234 
234  230 
221  228 

292  287 
277  264 
261  262 
246  245 

330  313 
296  282 
263  266 

396  404 
347  326 
298  294 

547  672 
378  386 

NOTB.  To  save  space,  the  decimal  point  is  omitted  before  each  value  of  8. 

The  values  of  S  tabulated  by  Jenkin  and  Pye  were  required 
in  the  construction  of  their  H(b  diagram  by  a  step-by-step  process, 
and  were  obtained  by  drawing  tangents  to  the  curves  representing 
their  observations  on  the  variation  of  H.  Formula  (28),  though 
deduced  from  totally  independent  data,  fits  the  observations  as 
closely  as  if  it  had  been  specially  calculated  from  the  observations 
themselves,  £tnd  affords  strong  confirmation  of  the  accuracy  and 
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consistency  of  the  experiments.  The  small  discrepancies  shown  in 
the  table  would  have  very  Uttle  effect  on  the  values  of  H,  and  may 
fairly  be  attributed  to  accidental  errors.  It  is  hardly  possible,  for 
instance,  that  the  value  of  S  at  80°  C.  should  be  less  at  200  lbs. 
than  at  150  lbs.,  as  shown  by  the  observed  values  0*221  and  0*2815. 
The  agreement  of  the  values  of  C  deduced  from  (22)  and  (28) 
with  those  found  by  Joule  and  Thomson  and  by  Jenkin  and  Py^* 
is  equally  good  over  the  experimental  range,  but  is  less  important, 
because  the  range  of  variation  of  C  is  much  less  than  that  of  S. 
It  follows  that  the  expression  (21)  must  represent  the  variation  of 
H  correctly  according  to  the  same  experiments,  provided  that  the 
appropriate  value  of  V  is  calculated  from  (20)  for  the  given  values 
of  P  and  T  at  each  required  point.  The  expressions  for  S  and  C  are 
not  required  in  calculating  H^  but  are  useful  as  an  auxiUary  means 
of  verifying  experimental  data.  The  values  of  H  at  saturation  can 
be  fitted  very  approximately  with  those  already  given  in  Table  IV 
by  using  the  appropriate  value  of  the  constant  B  in  (21),  but  it  by 
no  means  follows  that  the  values  of  V  given  by  (20)  with  those  of 
p  taken  from  (1)  will  fit  with  the  values  of  F,  in  Table  IV  calculated 
from  L  and  dp/dt  by  Clape3n:on's  equation.  As  a  matter  of  fact  the 
values  of  V  from  (1)  and  (20)  differ  from  those  given  in  Table  IV 
in  the  same  direction  as  Amagat's,  but  slightly  more,  indicating 
that  the  values  of  L  given  by  (8)  are  systematically  too  low,  or 
that  there  is  a  systematic  error  in  the  formula  for  p.  An  ex€u;t 
fit  could  be  obtained  only  by  finding  the  equation  of  saturation 
pressure  consistent  with  (20).  This  is  a  highly  debatable  problem, 
which  has  given  rise  to  endless  discussion.  It  will  be  instructive 
to  consider  some  of  the  difficulties,  though  no  completely  satis- 
factory solution  has  yet  been  obtained  owing  to  the  complexity 
of  the  conditions  to  be  satisfied. 

76.  The  Continuity  of  State.  In  the  ordinary  process 
of  evaporation  or  ebullition  at  constant  temperature  and  pressure, 
the  change  of  state  from  liquid  to  vapour  takes  place  only  at  the 
surface  of  separation,  and  is  a  discontinuous  process  in  the  sense 
that  all  parts  of  the  substance  are  not  simultaneously  affected.  The 
state  of  the  substance  at  any  stage  of  the  transformation  is  not 
homogeneous,  but  consists  of  two  separate  parts  hquid  and  vapour, 
in  equiUbrium  at  the  same  temperature  and  pressure.  The  change 
is  represented  on  the  indicator  diagram  in  the  annexed  figure  (17), 
which  is  drawn  nearly  to  scale  for  COg,  by  the  horizontal  line  DEF 
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at  45  atmospheres,  which  is  the  saturation  pressure  at  10°  C. 
Any  point  of  the  line,  such  as  E,  represents  a  mixture  of  Uquid  and 
vapour  in  the  ratio  of  EF  to  DE  by  weight.  The  point  F  represents 
the  state  of  dry  saturated  vapour,  D  that  of  complete  condensation 
to  liquid.  The  curve  DL  represents  compression  of  the  Uquid,  and 
F  J  expansion  of  the  vapour  at  the  same  constant  temperature.  The 
complete  isothermal  LDEFJ  is  a  discontinuous  curve  with  sharp 
breaks  at  the  beginning  and  end  of  condensation. 

Andrews  showed  that  it  was  possible  to  effect  the  transformation 
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Fig.  17.    James  Thomson  Isothermal  for  CO,  at  10^  C. 
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from  saturated  vapour  at  F  to  saturated  liquid  at  D,  without  any 
separation  into  two  states,  or  breach  of  homogeneity,  as  follows. 
The  substance  is  compressed  and  simultaneously  heated  along  any 
line  such  as  FK  (which  represents  the  adiabatic),  to  a  temperature 
€tnd  pressure  above  the  critical  point.  The  state  at  K  is  evidently 
that  of  superheated  vapour.  The  substance  is  then  cooled,  keeping 
the  pressure  constant,  to  its  original  temperature,  when  its  state 
will  be  that  represented  by  the  point  L.  In  passing  from  K  to  L, 
the  substance  remains  homogeneous  throughout.  No  separation  of 
liquid  and  vapour  occurs,  but  the  substance  at  L  is  certainly  in 
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the  liquid  state.  This  is  shown  by  releasing  the  pressure  to  its 
original  value.  The  Uquid  expands  to  D,  at  which  point  the  vapour 
usually  mcJces  its  appearance  on  further  expansion.  It  is  frequently 
possible,  however,  if  the  Uquid  is  very  carefully  freed  from  dis- 
solved air,  to  follow  the  expansion  of  the  Uquid  several  atmospheres 
below  the  saturation  pressure,  along  the  curve  DG,  which  is  an 
exact  continuation  of  LD.  But  when  the  pressure  is  P  atmospheres 
below  saturation,  a  very  smaU  bubble,  of  radius  only  4F/8P 
milUonths  of  a  cm.  (if  F  is  the  surface  tension  in  mgm./cm.)  will 
suffice  to  start  the  vaporisation  explosively,  and  restore  the  pressure 
to  the  saturation  value.     (Ency.  Brit.  1911,  vol.  27,  p.  898.) 

The  dry  satulrated  vapour  can  similarly  be  compressed,  in  the 
absence  of  Uquid  or  hygroscopic  surfaces,  along  the  curve  FH, 
which  is  an  exact  continuation  of  JF,  to  pressures  considerably 
exceeding  the  saturation  pressure.  A  limit  of  eight  times  the  normal 
saturation  pressure  has  been  reached  in  the  case  of  steam  under 
suitable  conditions  at  low  temperatures.  The  vapour  in  this  state 
is  said  to  be  supersaturated,  a  condition  which  appears  to  be  very 
common  in  rapid  expansion,  such  as  occurs  in  a  turbine  nozzle. 
But  since  under  this  condition  a  dust  particle  of  radius  2YvlRTx 
(where  e^  is  the  pressure-ratio),  is  capable  of  acting  as  a  condensa- 
tion nucleus,  this  branch  of  the  curve  cannot  be  traced  very  far  by 
static  experiments.     See  X  (28). 

Since  the  transformation  from  vapour  to  Uquid,  or  vice  versa^ 
can  be  effected  by  a  continuous  process  without  any  breach  of 
homogeneity,  it  is  theoretically  possible  to  include  both  states, 
liquid  and  vapour,  in  a  single  characteristic  equation  connecting 
the  variables  P,  F,  and  T,  and  representing  an  isothermal  curve 
on  the  PV  diagram  for  any  given  value  of  T.  Considering  the 
isothermal  as  an  equation  for  finding  V  when  P  is  given,  experi- 
ment shows  that  for  any  isothermal  above  the  critical  temperature 
there  can  be  only  one  real  root  representing  the  volume  of 
the  vapour  at  the  given  temperature  and  pressure.  Below  the 
critical  temperature,  James  Thomson  (Proc,  R.  S.,  1871)  argued 
that  the  equation  of  the  isothermal  must  have  three  real  roots, 
such  as  D,  E^  F  (for  any  given  value  of  P  within  certain  limits), 
two  of  which  evidently  correspond  with  possible  volumes  of  the 
Uquid  and  vapour,  which  can  be  observed  experimentaUy  along  the 
branches  LD6  and  HFJ  respectively.  These  two  branches  should 
be  parts  of  a  single  continuous  curve  such  as  LDGEHFJ  on  the 
indicator  diagram,  representing  a  continuous  transformation  from 
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liquid  to  vapour  without  breach  of  homogeneity,  of  which  the 
middle  part  GEH,  giving  the  third  root  E,  is  theoretically  possible, 
but  cannot  be  realised  in  practice  because  it  represents  a  series  of 
unstable  states  in  which  the  volume  increases  with  the  pressiure. 
It  is  possible,  however,  as  J.  Thomson  suggested,  that  states 
corresponding  to  this  part  of  the  curve  may  exist  in  the  surface 
film,  which  is  iniv  different  condition  to  the  rest  of  the  liquid. 

77.  Van  der  Waals'  Equation.  The  simplest  algebraic 
equation  capable  of  representing  the  James  Thomson  isothermal 
is  that  proposed  by  Van  der  Waals  in  his  celebrated  essay  on  the 
"Continuity  of  the  Liquid  and  Gaseous  States"  (Leyden,  1878) 
in  the  following  form 

(P  +  a'/F^)  (F  -  6)  =  RT (24) 

The  term  a'/V\  called  the  "internal"  pressure,  was  identified 
with  the  capillary  pressure  of  Laplace.  It  was  attributed  by  Van  der 
Waals  to  molecular  attractions,  and  assumed  to  be  proportional  to 
the  square  of  the  density,  but  independent  of  the  temperature.  The 
constant  a'  being  the  same  for  liquid  and  vapour,  the  surface  tension 
would  vanish  when  the  volumes  and  capillary  pressures  became 
equal  at  the  critical  point.  We  have  already  seen  that  a  term  of  this 
type,  as  in  Rankine's  equation,  represents  the  deviations  of  the 
vapour  from  the  ideal  state  with  a  fair  degree  of  approximation 
provided  that  the  coefiicient  a'  is  a  suitable  function  of  the  tem- 
perature, but  according  to  P.  G.  Tait  it  cannot  represent  the  pro- 
perties of  any  known  liquid. 

The  covolume  b  expresses  the  effect  of  the  size  of  the  molecules 
in  reducing  the  free-space.  Van  der  Waals  showed  that,  according 
to  the  kinetic  theory  of  gases,  b  should  approximate  to  a  constant 
limit  when  V  is  large,  but  should  diminish  with  diminution  of  V. 
Boltzmann  at  a  later  date  obtained  a  more  exact  expression  for  b 
as  a  function  of  F,  but  this  is  of  no  practical  importance  when  the 
volume  is  large,  and  becomes  inapplicable  when  the  volume  is 
small.  For  practical  purposes  b  cannot  represent  anything  except 
the  minimum  volmne  at  high  pressures,  and  cannot  be  regarded  as 
a  function  of  the  volume  without  introducing  hopeless  comphca- 
tions  in  the  theory  of  the  critical  state  where  it  is  of  paramount 
importance. 

Van  der  Waals  treated  both  a'  and  b  as  constants,  and  calculated 
their  values  from  Regnault's  experiments  on  the  pressure-co- 


174 


PROPERTIES  OF  STEAM 


[CH. 


eJlEcient  and  the  compressibility.  The  values  found  in  this  way  for 
CO2,  taking  the  unit  of  pressure  as  the  standard  atmosphere  of 
760  mm.,  and  the  unit  of  volume  as  that  of  the  gas  at  0^  C,  and 
760  mm.,  were  as  follows : 

a'=  000874,         b  =  00028,        R  =  100646/278.  ...(25) 

With  these  values  of  the  constants,  the  equation  represents  a 
fair  qualitative  approximation  to  the  isothermal  ^  James  Thomson 
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Fig.  18.    Isothermals  by  Van  der  WaaU'  equation  (24). 
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shown  in  Fig.  17,  in  which  the  scales  of  pressure  and  volume  are 
the  same  as  those  employed  by  Andrews  and  Van  der  Waals,  and 
subsequently  adopted  by  Amagat.  The  saturation  pressure 
45  atmospheres  at  10^  C.  cuts  the  Van  der  Waals  isothermal  in 
three  points  corresponding  to  DEF,  Fig.  17,  but  the  least  root 
representing  the  volume  of  the  liquid  is  nearly  twice  too  large,  and 
the  volume  of  the  vapour  is  a  little  too  small. 

The  actual  isothermals  represented  by  Van  der  Waals'  equation 
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for  COj  are  drawn  to  scale  at  intervals  of  10°  C.  from  —  20°  to 
+  50°  C.  in  the  annexed  Fig.  18,  in  which  the  broken  curve  ACB 
represents  the  saturation  volumes  of  liquid  and  vapour  as  observed 
experimentally,  the  full  curve  aC^b  those  given  by  Van  der  Waals' 
equation.  As  the  temperature  is  raised  towards  the  critical  point 
C^  the  difference  V  —  v  diminishes,  and  the  three  roots  approach 
equality.  All  three  finally  coalesce  at  the  critical  point,  where  the 
equation  has  three  equal  roots,  and  reduces  to  the  form  (F—  FJ.)'  =  0, 
Fg  being  the  critical  volmne.  Van  der  Waals  deduced  the  values 
of  the  critical  constants  in  the  manner  usually  adopted  in  the 
theory  of  equations,  namely,  by  writing  equation  (24)  in  the  form 
of  a  cubic  in  F  with  unity  for  the  coefficient  of  F*,  and  equating 
the  coefficients  of  the  other  powers  of  F  to  the  corresponding 
coefficients  in  (F  —  F^)^.  He  thus  obtained  the  well  known 
relations  for  the  critical  voliune,  pressure,  and  temperature 

Fe  =  86,     P^  =  a'l27h\     T^  =  Sa'j27bR (26) 

Inserting  the  numerical  values  of  the  constants  as  given  by  (25), 
we  find 

F^  =  OOOeoFo,     Pc  =  61-2  atmospheres, 

Te  =  805-3°  abs.  or  t^  =  82-2°  C. 

The  approximate  agreement  of  the  calculated  value  of  t^  with 
that  observed  by  Andrews  is  still  regarded  as  a  remarkable  veri- 
fication of  Van  der  Waals'  theory,  but  little  weight  can  be  attached 
to  this  coincidence,  because  the  value  of  b  could  not  be  determined 
with  any  approach  to  the  required  order  of  accuracy  from  Regnault's 
experiments.  It  was  obvious  that  the  critical  pressure  and  volume 
did  not  show  a  satisfactory  agreement  with  experiment,  but,  in 
order  to  make  an  adequate  test  of  the  theory,  it  was  first  necessary 
to  find  some  method  of  calculating  values  of  the  saturation  pressure 
at  each  temperature  consistent  with  the  form  of  the  characteristic 
equation. 

78.  Maxwell's  Theorem.  The  most  important  contribution 
to  the  theory  of  continuity  of  state  on  the  tbermodynamical  side 
wfiis  that  made  by  Clerk  Maxwell  (Nature,  March  4,  1875,  vol.  11, 
p.  858;  Collected  Papers,  vol.  2,  p.  484)  shortly  after  the  publication 
of  Van  der  Waals'  equation.  There  was  no  indication  in  the  original 
theory  of  James  Thomson,  or  of  Van  der  Waals,  as  to  how  the 
horizontcd  line  representing  the  saturation  pressure  should  be 
drawn  in  relation  to  the  continuous  curve  represented  by  the 
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equation  at  the  corresponding  temperature.  Maxwell,  by  applying 
Camot's  principle,  that  no  work  could  be  obtained  from  heat 
without  difference  of  temperature,  showed  that  the  saturation  line 
on  the  indicator  diagram  D£F  in  Fig.  17,  must  cut  off  loops  of 
equal  area,  DGE,  EHF,  from  the  continuous  isothermal.  The  work 
represented  by  the  area  of  each  loop  would  then  be  the  same,  but 
the  two  would  be  of  opposite  sign,  so  that  no  work  could  be  obtained 
from  any  heat-engine  capable  of  performing  the  cycle,  given  by 
combining  the  curve  DGEHF  with  the  straight  line  FED.  In 
other  words,  according  to  Maxwell's  theorem,  the  work  of  vaporisa- 
tion, j9  (F  —  u),  at  saturation  pressure  p  along  the  straight  line 
FED  must  be  equal  to  the  work  represented  by  the  integral  of 
PdV  from  i;  to  F  taken  along  the  continuous  isothermal  DGEHF. 
The  importance  of  this  theorem  is  that  it  applies  to  any  form  of 
equation  capable  of  expressing  the  continuity  of  state  of  liquid 
and  vapour  in  a  consistent  manner. 

Maxwell  does  not  appear  to  have  applied  his  theorem  to  the 
particular  case  of  Van  der  Waals'  equation,  but  the  application  is 
easily  made  by  writing  the  equation  in  the  form 

aP/RT  =  1/(F  -  6)  -  C/F2, (27) 

where  c  is  the  coaggregation  volume,  equivalent  to  a'/RT  in  terms 
of  Van  der  Waals'  constant  a\  The  equation  in  this  form  is  identical 
with  that  obtained  by  introducing  the  covolume  b  in  Rankine's 
equation  (20),  except  that  c  in  (20)  varies  as  T~\  instead  of  being 
proportional  to  1/T  as  in  (27). 

Equating  ap(V  —  v)  to  the  integral  of  aPdV  at  constant  T 
obtained  from  either  equation  (20)  or  (27),  we  find  inunediately 

ap  (V  -  v)IRT  =  log,  (F  -  6)  -  log,  (u  ~  6)  +  c/F -  cjv.  ...(28) 

The  form  thus  obtained  for  the  equation  of  saturation  pressure  is 
extremely  simple,  but  at  the  same  time  incredibly  inconvem'ent  for 
purposes  of  calculation.  The  values  of  F  and  v  must  satisfy  the 
original  equation  (27)  in  addition  to  (28)  so  that  there  are  three 
equations  for  determining  p^  F,  and  v  for  any  value  of  T,  but  the 
eUmination  of  F  and  v  cannot  be  effected  so  as  to  obtain  an  explicit 
relation  between  p  and  T. 

.  The  saturation  pressures  shown  in  Fig.  18  by  the  horizontcd 
lines  at  each  10°  from  0°  to  80°  C.  were  calculated  from  Maxwell's 
relation  with  Van  der  Waals'  values  of  the  constants  a',  6,  and  R. 
The  curve  aC^  extending  from  —  50°  C.  to  the  critical  point,  shows 
the  values  of  the  volume  v  of  the  liquid  at  saturation,  with  the 
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temperatures  marked  at  intervals  of  10**  down  to  —  50°  C.  The 
curve  C^b,  extending  from  the  critical  point  to  a  little  below  0°  C, 
shows  the  corresponding  values  of  the  volume  of  the  vapour  V  at 
saturation.  The  dotted  curve  ACB,  shown  in  the  same  figure, 
represents  the  volumes  of  liquid  and  vapour  actually  observed  in 
the  case  of  CO2  at  saturation,  with  the  saturation  temperatures 
similarly  marked  on  the  curve  at  the  appropriate  pressures.  It 
will  be  seen  that  there  is  a  wide  discrepancy  between  the  observed 
values  of  the  saturation  pressures  and  those  calculated  from  Van  der 
Waals'  equation  by  the  aid  of  Maxwell's  theorem.  The  discrepancy 
in  the  value  of  V  at  0°  C.  and  saturation  is  only  about  15  per  cent., 
but  the  values  of  v  deduced  from  Van  der  Waals'  equation  are  all 
nearly  double  the  values  actually  observed.  The  value  otp  is  about 
right  in  the  neighbourhood  of  12°  C,  but  the  increase  ofp  between 
0°  and  80°  C.  is  nearly  twice  too  small,  and  the  value  otp  at  —  50°  C, 
is  more  than  twice  too  large. 

Corollary.  It  also  follows  from  Camot's  principle  as  applied  to 
the  continuity  of  state  that  the  latent  heat  L  is  given  by  the  integral 
of  aT  (dP/dT)^  do  from  t;  to  F  at  constant  T,  which  gives  the  simple 
expression  L  =  RT  log^  {V  —  h)l(v  —  ft),  for  L  according  to  Van  der 
Waals'  equation  if  a'  is  constant.  The  value  of  L  at  0°  C.  comes  out 
25-6  cals.  C,  which  is  less  than  half  the  observed  value,  namely 
54  cals.  C,  and  the  calculated  values  show  a  similar  discrepancy 
from  observation  at  other  temperatures.  But  it  is  hardly  to  be 
expected  that  so  simple  an  equation  should  be  capable  of  satisfying 
all  the  required  conditions. 

It  follows  from  the  general  expression  for  L  when  combined 
with  Clapeyron's  equation,  that  the  useful  coefficient  dpjdt  is  equal 
to  the  mean  value  of  (dP/dT)^,  taken  along  the  isothermal  from 
u  to  F  at  equal  intervals  of  v.  The  expression  for  L  if  c  is  any  arbitrary 
function  of  the  temperature,  while  b  is  constant,  in  an  equation  of 
the  form  (20)  or  (27),  is  easily  seen  to  be 

L^RT log,  {V  -  b)l{v  -b)  +  RT  {Tdcjdt  +  c)  {l/V  -  l/i;),...(29) 

which  by  substitution  of  ap  {V  —  v)  from  (28)  reduces  to  the  form 

L^ap{V'-v)  +  T*  {dc/dt)  (R/V  -  R/v) (80) 

giving  for  dp/dt  the  simple  and  convenient  expression 

dp/dt  ^p/T-T  (dc/dt)  R/aVv,   (81) . 

in  which  it  may  be  remarked  that  dc/dt  is  usually  negative. 

The  equation  of  saturation  pressure  may  also  be  obtained  in  a 
form  identical  with  (28)  by  writing  down  the  general  expressions 
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for  H  and  O,  and  equating  the  values  of  G  =  TO  —  H  for  liquid 
and  vapour.  The  value  of  p  at  any  temperature  depends  only  on 
the  values  of  the  constants  Ry  by  and  c  at  that  temperature.  If 
the  critical  temperature  and  pressure  are  known,  the  constants  are 
readily  determined  from  the  critical  relations 

RTJapc  =  srjS  =  86  =  64Ce/27,    (82) 

which  apply  to  any  equation  of  the  type  (20)  or  (27). 

The  absolute  values  of  the  constants  for  any  particular  sub- 
stance can  be  eliminated  by  taking  the  ratios  of  each  to  their 
critical  values,  so  that  it  is  possible  to  construct  a  table  of  corre- 
sponding values  of  the  ratios  pTJpcT  and  cjc,  from  which  the 
value  of  p  at  any  temperature  is  readily  obtained  in  terms  of  c, 
or  vice  versa,  Clausius  (Phil,  Mag,,  vol.  18,  p.  182, 1882)  constructed 
a  table  of  this  kind,  which  gives  also  the  corresponding  values 
of  V  —  b  and  v  —  b  a,t  saturation  in  terms  of  V^  —  b.  Similar 
tables  can  be  constructed  for  other  types  of  equation,  but  are  very 
troublesome  to  calculate  accurately,  though  useful  in  testing  the 
applicability  of  any  equation  to  a  particular  substance.  Since  it  is 
always  possible  to  choose  the  variation  of  c  with  temperature  in 
such  a  way  as  to  fit  the  observed  variation  of  p,  the  appUcability 
or  otherwise  of  an  equation  cannot  be  determined  by  p  alone,  as 
is  often  assumed,  and  it  is  necessary  to  consider  other  properties 
in  addition  to  p, 

79.    Clausius'  Equation  for  COs*    Of  all  the  equations 

employed  for  COj,  that  of  Clausius  has  been  most  often  quoted, 
since  it  was  realised  that  the  equation  of  Van  der  Waals  was  very 
inaccurate.  Clausius  (loc,  cit)  adopted  Rankine's  formula  for  the 
variation  of  c,  but  substituted  F  +  6"  for  F,  choosing  the  empirical 
constant  6"  to  make  the  volume  of  the  Uquid  agree  with  observation 
in  the  neighbourhood  of  20°  C. 

aP/RT  =  1/(F  -  6')  -  c/iV  +  6")* (83) 

The  effect  of  this  is  to  reduce  all  the  values  of  V  and  v  by  the 
constant  quantity  6",  and  to  replace  V  —  b  in  the  first  term  by 
V  —  b\  where  b'=  b  —  6".  The  values  of  c  and  6,  calculated  from 
the  critical  relations  (82),  remain  exactly  the  same  as  for  (20). 

If  i^  =  81-5°C.,  and  p^^^Km  lbs.,  as  in  Table  IV,  we  have 
c^  =  005265,  Co  =  00655,  6  =  00156,  F.P.C.,  as  in  (20),  but 
6'=  00064,  and  6"=  00092,  to  make  v  =  002078  at  20°  C. 

For  any  given  values  of  P  and  T,  the  value  of  V  from  (20)  is 
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the  same  as  that  of  F  +  b"  from  (88),  and  all  the  other  properties 
calculated  from  (20)  are  identical  with  those  calculated  from  (88)^ 
if  Maxwell's  theorem  is  assumed.  The  following  table  shows  the 
values  of  the  latent  heat,  saturation  pressure  and  liquid  volume, 
calculated  with  the  aid  of  Clausius'  table.  The  values  apply  equally 
to  (20)  or  (88)  except  for  the  constant  difference  b"  in  v. 

Table  VII.  Values  ofp,  L,  and  x;,  calculated  from  Clausius'  equation. 


p  lb8./iZL* 

Loah,C. 

lOOvcb.  ft./lb. 

e*»c. 

Obs.     Calo. 

ObB.     Galo. 

Obs. 

Calo.  (20)  Colo.  (33) 

-  50° 
-20° 
0° 
+  20° 
+  30° 

97-2    64-5 
2840  240-8 
505-1  468-2 
829-0  812- 1 
1037  1034 

80-0    109-6 
66-2      85-0 
54-1       65-9 
36-5      39-6 
(15-4)     14-3 

1-386 
1-552 
1-731 
2-075 

1-944         1024 
2-168        1-248 
2-433        1-513 
2-993        2-073 
3-891        2-971 

Equation  (20)  gives  0*0468  for  the  critical  volume,  the  same  as 
Van  der  Waals'  equation  (27),  but  (88)  gives  0-0468  -  6"=  0-0876, 
which  is  in  rather  better  agreement  with  Amagat's  0-0845  F.P.C. 
Unfortmiately  the  values  of  the  saturation  pressure  calculated  by 
Maxwell's  theorem  (28),  and  those  of  the  latent  heat  calculated  by 
(29)  or  (80),  do  not  agree  sufficiently  well  with  experiment  to  be 
of  any  practical  use,  at  low  temperatures.  Clausius  took  77  atmo- 
spheres at  81^  C.  for  the  critical  pressure,  in  order  to  make  p  agree 
more  nearly  with  observation  at  0°  C.  But  this  value  of  P^  is 
undoubtedly  too  high,  and  does  not  materially  affect  the  values 
of  L,  besides  leaving  p  much  too  small  at  low  temperatures.  It 
would  be  possible,  as  already  explained,  to  choose  the  variation 
of  c  to  make  the  values  ofp  agree  as  closely  as  desired  with  observa- 
tion, but  when  this  is  done  the  equation  no  longer  represents  the 
variation  of  £f,  or  the  observed  values  of  *S^  and  C  satisfactorily, 
and  the  volumes  of  the  Uquid  do  not  agree  with  observation  any 
better  than  before. 

The  same  difficulty  is  illustrated  by  Clausius'  equation  for 
Steam  {loc,  cit.),  which  is  of  the  same  type  as  (88),  but  with  different 
values  of  the  constants,  which  are  as  follows: 

6'=  0000754,         6"=  0001815, 
c  =  4517r-i-«*-  000787,  in  cu.  m./kg. 
The  variation  of  c  was  chosen  to  fit  with  Regnault's  values  of  the 
saturation  pressure  from  0°  to  220**  C.  The  values  of  c  calculated  in 
this  way  do  not  represent  the  cooling-effect  satisfactorily,  and  the 
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extrapolated  values  given  by  the  equation  at  the  critical  point, 
namely, 

t^  =  382°  C,        p^  =  184  atmospheres,         V^  =  5«89  c.c/gm. 
differ  widely  from  the  results  of  experiment.  The  constant  b"  was 
chosen  by  Clausius  to  fit  the  volume  of  the  hquid  at  20°  C,  but 
the  volumes  of  the  liquid  at  other  temperatures  do  not  agree  at  all 
with  observation. 

Table  VIII.  Volumes  of  Water  from  Clausius'  equation  for  steam. 


Temp.  Cent. 

0*' 

100*^ 

200° 

300° 

332** 

VoL  Obs.  c.c./sm. 
„    Calculated 

1000 
0-971 

1-0433 
1-160 

1169 
1-626 

1-429 
2-686 

1-620 
6-89 

It  is  unjustifiable  to  apply  Maxwell's  theorem  for  calculating 
the  saturation  pressures,  or  deducing  the  values  of  the  constants 
in  any  equation,  unless  it  is  capable  of  representing  the  properties 
of  the  liquid  with  the  same  degree  of  proportionate  accuracy  as 
those  of  the  vapour.  An  equation  of  the  Van  der  Waals  type,  with 
c  a  suitable  function  of  T,  is  fairly  accurate  for  representing  the 
properties  of  the  vapour  through  a  wide  range,  but  it  is  most  in- 
convenient and  unsuitable  for  the  hquid,  and  it  may  be  doubted 
whether  it  is  possible  to  represent  the  properties  of  both  liquid  and 
vapour  by  a  single  formula  without  impracticable  complications 
which  would  render  such  an  equation  useless. 

8o.   Variation  of  H^  5,  and  C  near  the  Critical  Point. 

The  critical  point  is  most  conveniently  defined  by  the  general 
conditions 

(dP/dF)^  =  0,    and    {d^PldV^)t  =  0 (84) 

which  imply  that  it  is  a  point  of  inflexion  on  the  indicator  diagram 
with  a  horizontal  tangent  cutting  the  critical  isothermal  in  three 
consecutive  points.  The  expression  for  {dPldV)t  on  the  critical 
isothermal  contains  (V  —  F^.)*  as  a  factor,  and  becomes  zero  of  the 
second  order  at  the  critical  point,  where  F  =  F],,  vanishing  without 
change  of  sign. 

It  follows  from  the  general  expressions  (14)  and  (15)  for  SC 
and  S,  that  both  will  become  infinite  of  the  second  order  at  the 
critical  point,  but  since  the  only  term  in  S  which  becomes  infinite 
is  that  containing  SC  as  a  factor,  we  observe  that  C  remains  finite, 
being  equal  to  the  reciprocal  of  {dP/dT)^  at  the  critical  point,  and 
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that  C{dPldT)^  differs  from  unity  by  a  small  quantity  of  the 
second  order  only,  if  {dH/dT)^  remains  finite. 

We  have  already  seen  as  a  corollary  to  Maxwell's  theorem  that 
dp/di  is  a  mean  between  the  values  of  (dP/dT)^  for  the  liquid  and 
vapour  which  become  equal  at  the  critical  point. 

At  the  critical  point 

1/C  =  {dPfdT)^  =  dpjdl (85) 

This  is  a  useful  relation,  which  has  generally  been  overlooked,  for 
testing  the  applicability  of  an  equation  at  the  critical  point, 
because  an  expression  for  (dP/dT)^  is  easily  found  from  the  equation, 
and  compared  with  the  observed  value  of  dp/dt,  which  is  generally 
known  with  a  fair  degree  of  accuracy.  Thus  in  the  case  of  (20)  or 
(38),  we  have  dc/dl  =  —  2c/T,  so  that  dp/dt  at  the  critical  point 
from  (31)  and  (32)  comes  out  exactly  7p/T.  But  the  empirical 
equation  (1),  which  cannot  be  far  out,  makes  it  only  G'Sp/T^  so 
that  we  should  expect  to  find  some  difficulty,  as  is  shown  to  be  the 
case  by  Table  VII,  in  reconciling  (20)  or  (88)  with  the  saturation 
pressures,  unless  the  index  of  c  were  reduced. 

One  of  the  commonest  objections  to  an  equation  of  the  Van  der 
Waals  type  is  that  it  makes  the  ratio,  RTJapcV^,  of  the  ideal 
volume  to  the  critical  volume,  equal  to  8/8,  as  shown  in  (82), 
whereas  experiment  gives  higher  values,  averaging  3*7  for  most 
substances.  This  is  not  a  fatal  objection  because  Maxwell's  theorem 
says  nothing  about  the  zero  from  which  V  is  reckoned,  but  gives 
only  Ffl  +  b"y  so  that  V^,  can  usually  be  adjusted  to  suit  the  observa- 
tions bv  the  method  of  Clausius. 

Dieterici  (Ann.  Phys.,  vol.  5,  p.  51,  1901)  devised  a  very  in- 
genious equation,  which  is  often  quoted,  to  meet  this  objection, 
namely, 

aP  (F  -  6)  =  RTe-^^^.    (86) 

Appl)dng  conditions  (84)  we  obtain  for  the  critical  relations 

F^  =  26  =  Ce/2,      RT^jap^  =  e^b  =  7-396  =  8-695F«,   ...(37) 

giving  the  required  value  8*7  for  the  critical  ratio  without  sxiy 
adjustment.  This  equation  gives  a  simple  expression  for  SCy  and 
very  fair  agreement  with  observed  values  of  C  from  —  30**  to 
+  80°  C,  if  c  is  assumed  to  vary  as  1/T^,  as  proposed  by  Dieterici. 
Unfortunately  the  expressions  for  L,  |?,  etc.  cannot  be  integrated 
in  finite  terms.  This  would  not  be  a  serious  matter  if  the  equation 
were  otherwise  satisfactory.   We  find,  however,  by  applying  con- 
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dition  (85),  that  the  value  of  dp/dt  at  the  critical  point  is  only 
4p/T,  showing  that  it  would  be  impossible  to  reconcile  the  satura- 
tion pressures  with  experiment,  unless  the  index  of  c  were  raised 
to  2'75,  in  which  case  it  would  not  represent  the  other  properties 
at  all  satisfactorily. 

Another  suggestion  with  a  similar  object  is  to  reduce  the  index 
of  V  in  the  term  c/V^  in  Van  der  Waals'  equation  from  2  to  5/3. 
This  gives  a  value  8*75  for  the  critical  ratio.  But  it  also  gives 
dpidt  =  9plT  at  the  critical  point,  if  the  index  of  c  is  2,  and  would 
require  the  index  of  c  to  be  reduced  to  11/8  to  agree  with  the  satura- 
tion pressures.  This  would  not  affect  the  value  of  F^,  or  of  c^, 
which  is  leV^/iS,  but  the  equation  would  be  unsatisfactory  for 
the  representation  of  the  cooling-effect.  Thus,  it  would  make  C 
at  0®  C.  about  80  per  cent,  too  large  at  saturation,  diminishing  to 
negative  infinity  at  zero  pressure,  and  the  two  fractional  indices 
would  be  very  inconvenient  as  compared  with  the  simple  squares  in 
(20)  or  (88).  Most  of  the  other  numerous  modifications  which  have 
been  proposed  appear  liable  to  similar  objections.  Attention  has 
usually  been  restricted  to  the  representation  of  some  particular 
property,  such  as  the  saturation-pressure,  without  observing  that 
modifications  introduced  with  this  object  played  havoc  with  the 
other  properties  of  the  substance.  Clausius  devoted  his  attention 
almost  exclusively  to  the  saturation-pressures,  which  he  did  not 
succeed  in  representing  very  accurately,  but  he  appears  to  have 
been  quite  imaware  that  the  chief  merit  of  the  equation  lay  in 
representing  the  total  heat. 

It  has  often  been  disputed,  whether  the  volimies  of  the  liquid 
and  vapour  actually  become  equal  at  the  critical  point  when  the 
surface  tension  vanishes.  There  is  strong  evidence  that  the  capillary 
elevation  y  of  the  liquid  in  a  tube  of  radius  r  diminishes  near  the 
critical  point  at  a  finite  rate,  and  vanishes  precisely  at  the  critical 
temperature.  But  the  surface  tension,  Y  =  gyr  (F  —  t?)/2 Ft;,  also 
contains  the  factor  F  —  r,  so  that  dY/dT^  and  the  surface  energy 
Y  —  TdY/dT^  should  vanish  simultaneously  with  Y  when  the 
volumes  become  equal.  In  the  case  of  mixtures  there  are  many 
possibilities,  but  in  the  case  of  a  pure  substance  there  is  no  satis- 
factory reason  to  abandon  the  simple  relations  F  =  »,  and  L  =  0, 
consistent  with  an  equation  of  the  Van  der  Waals  type,  or  to 
assume  that  any  molar  distinction  between  liquid  and  vapour  can 
persist  beyond  the  critical  point,  though  both  types  of  molecules 
may  remain  present  in  the  mixture. 
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Assuming  that  the  latent  heat  vanishes,  and  that  the  saturation 
values  of  the  total  heats  of  liquid  and  vapour  become  equal  at  the 
critical  point,  the  rates  of  variation  of  H  and  h  must  become 
infinite,  but  with  opposite  signs.  This  is  consistently  explained 
by  the  usual  equation  III  (7)  for  the  variation  of  the  total  heat  at 
saturation,  when  combined  with  (15),  which  gives 

(dff/dT).  =  {dH/dT)^  +  SC  [(dP/dT)^  -  (dp/dt),].  ...(38) 

The  coefficient  (dH/dT)^  remains  finite,  and  becomes  the  same  for 
liquid  and  vapoiu*  at  the  critical  point,  but  SC  becomes  infinite  of 
the  second  order.  The  value  of  dp/dt  is  intermediate  between  those 
of  (dP/dT)^  for  the  liquid  and  vapour,  so  that  the  difference  in 
square  brackets  is  positive  for  the  liquid  but  negative  for  the  vapour. 
Since  this  difference  is  a  small  quantity  of  the  first  order  near 
the  critical  point,  the  product  of  the  difference  by  SC  becomes 
infinite  of  the  first  order  at  the  critical  point,  but  changes  sign  from 
positive  to  negative  in  passing  from  liquid  to  vapour.  This  gives  a 
perfectly  consistent  representation  of  the  phenomena  in  the  neigh- 
bourhood of  the  critical  point,  agreeing  with  the  values  of  the 
coefficients  given  by  an  equation  of  the  Van  der  Waals  type  in 
conjimction  with  Maxwell's  theorem,  but  material  inconsistencies 
may  result  if  experimental  values  of  dp/dt  are  employed  which  do 
not  happen  to  agree  with  those  of  H  and  SC  and  (dPjdT)^  required 
by  the  characteristic  equation  or  the  expression  for  i?. 

8i.   Equation  of  Saturation  Volume.   An  equation  of 

the  Van  der  Waals  or  Clausius  type  represents  the  properties  of 
the  liquid  so  badly  that  it  would  seem  almost  hopeless  to  apply 
Maxwell's  theorem,  with  any  empirical  adjustment  of  c  to  make 
the  saturation  pressures  correct,  because  it  would  certainly  follow 
that  the  equation,  being  inconsistent  for  the  liquid,  would  be  also 
erroneous  in  several  other  respects.  Van  der  Waals'  theory  of  the 
covolume  and  the  capillary  pressiu'c  is  very  unsatisfactory  as 
applied  to  the  liquid;  but  a  term  cjV^  of  the  Rankine  type  may  be 
interpreted  as  representing  the  effects  of  coaggregation  in  the 
vapour,  according  to  the  law  of  equilibrium  between  molecules  of 
different  types,  at  moderate  pressures,  and  the  covolume  h  intro- 
duces the  necessary  limit  at  high  pressures,  so  that  the  equation 
remains  a  very  suitable  type  of  empirical  formula  for  the  vapour, 
although  the  theory  cannot  be  regarded  as  exact.  Any  attempt  to 
modify  this  type  to  suit  the  liquid  would  probably  result  in  such 
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intolerable  complexity,  that  it  is  preferable  to  assume  different 
equations  for  the  liquid  and  vapour. 

The  simplest  method  of  obtaining  a  consistent  equation  of 
saturation  volume  is  that  employed  by  the  author  in  the  case  of 
steam,  namely  to  assume  an  equation  of  the  type  (4)  for  the  total 
heat  of  the  liquid,  which  has  already  been  shown  to  give  satisfactory 
agreement  with  experiment.  This  equation,  when  combined  with 
(20)  for  the  vapour,  will  necessarily  give  a  fair  approximation 
to  the  saturation  pressures,  so  far  as  (20)  correctly  represents  the 
total  heat  of  the  vapour.  As  in  the  case  of  steam,  we  have  merely 
to  integrate  equation  (4)  with  the  expression  for  H  from  (20), 
which  is  easy,  because  H  —  aVTdpjdt  when  divided  by  T^  is 
necessarily  the  exact  differential  of  G/T,  namely 

(1/T)  dGjdT  -  GIT\ 

The  equation  thus  obtained  gives  values  of  the  latent  heat  and 
saturation  pressure  from  —  50**  to  +  28°  C,  which  are  much  better 
than  those  obtained  from  MaxweU's  theorem,  as  given  in  Table  VII. 
But  it  fails  near  the  critical  point  to  give  any  solution,  for  the 
reason  already  explained,  namely  that  the  saturation  pressures  can- 
not be  reconciled  with  the  value  dpldl  =  7p/T  at  the  critical  point 
required  by  equation  (20),  or  by  (88),  which  cannot  be  corrected 
by  changing  the  index  of  c  without  introducing  other  discrepancies. 
There  is  an  infinite  variety  of  ways  in  which  the  equation  may 
be  modified  to  suit  the  critical  conditions,  especially  if  transcen- 
dental functions  are  introduced,  but  the  experimental  evidence  is 
too  vague  to  determine  the  form  of  the  equation  with  any  certainty. 
For  this  reason  it  seems  preferable  to  limit  the  field  to  algebraic 
equations  of  the  cubic  type,  which  are  well  understood  and  fairly 
easy  to  manipulate.  The  following  equation  does  not  appear  to 
have  been  investigated  previously 

aPjRT  =  1/F  -  c'/F^  +  cV/F' (89) 

in  which  c'  and  c"  are  any  arbitrary  functions  of  the  temperature. 
This  equation  is  based  on  the  coaggregation  theory,  but,  since  no 
such  theory  can  claim  to  be  exact  for  very  high  densities,  it  is 
better  to  regard  the  equation  simply  as  a  convenient  tjrpe  of 
empirical  formula  for  the  vapour.  The  application  of  the  critical 
conditions  (84)  gives  immediately 

aPJRT,  =  3V,  =  3c,'=  9c/',  (40) 

which  are  simpler  than  those  given  by  the  Van  der  Waals  type, 
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and  give  a  somewhat  better  value  of  the  critical  ratio.  The  co- 
aggregation  theory  requires  that  c'  shall  be  of  the  form  c  —  6, 
where  c  is  the  usual  coaggregation  volume  and  b  the  covolume.  If 
we  restrict  ourselves  to  squares  and  square-roots,  which  are  easy 
to  work  on  a  slide-rule,  c  must  vary  inversely  as  the  square  of  T, 
as  in  Rankine's  equation,  and  b  directly  as  the  square  root,  and  the 
value  of  c"  must  be  56/8,  in  order  to  satisfy  (40)  and  to  make  the 
value  of  dp/dt  exactly  6'5plT  at  the  critical  point.  We  thus 
obtain 

F^  =  c  -  6  =  56  =  00416  F.P.C (41) 

When  the  constants  are  determined  in  this  way  at  the  critical 
point,  the  values  obtained  for  the  specific  heat  and  the  cooling- 
effect  are  very  nearly  the  same  as  those  given  by  equation  (20), 
which  have  already  been  verified.  But  (89)  has  the  advantage  of 
giving  very  accurate  values  of  the  saturation  pressure  all  the  way 
from  —  60®,  and  of  giving  an  exact  solution  right  up  to  the  critical 
point.  The  pressures  are  also  within  2  per  cent,  of  Amagat^s  along 
the  40°  isothermal  down  to  a  point  well  below  the  critical  volume. 
The  saturation  volumes  agree  with  Amagat's  at  0°  and  10°  C, 
and  are  probably  within  the  limit  of  experimental  error  at  80°. 
The  equation  also  gives  a  much  closer  approximation  than  (20) 
to  the  Uquid  volumes,  though  not  good  enough  to  permit  the 
application  of  Maxwell's  theorem. 

Combining  equation  (89)  with  (4),  the  equation  to  be  integrated 
for  the  saturation  volumes  reduces  to  the  simple  form 

L/+  0-217/'=  aVTdp/dt  +  DH, (42) 

where  DH  is  the  defect  of  the  total  heat  according  to  (89)  from  the 
ideal  value  S^t  +  B  at  zero  pressure.  L^',  the  ideal  value  of  the 
latent  heat,  is  the  critical  value  of  aVTdpjdt  +  DH^  which  is 
exactly  BRT^. ,  according  to  (39).  The  constant  0-217  is  the  difference 
of  the  specific  heats  of  the  liquid  and  vapour,  as  in  the 
corresponding  equation  for  steam,  and  /'  is  the  temperature 
t^  —  /,  reckoned  downwards  from  the  critical  point,  which  is 
one  of  the  limits  of  integration,  the  other  being  the  saturation 
volume  V  at  t\ 

The  integral  of  this  equation  corresponds  term  by  term  with 
that  similarly  obtained  for  steam  in  Chapter  VII,  equation  (18), 
except  that  the  limits  are  different,  and  that  an  equation  of  the 
form  (89)  necessarily  gives  the  relation  between  temperature  and 
saturation  volume  instead  of  saturation  pressure.  When  the  volume 
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is  found,  the  pressure  is  given  by  (89).  The  equation  of  saturation 
volume  takes  the  form 

4imt'/T  +  5-81  [nU'/T  -  log  TJT] 

=  log  V/V^  +  2mc'/V  -  5mhc'l2V^  -  8m/2,  ...(48) 

in  which  the  logarithms  are  to  the  base  10,  and  m  is  the  modulus  of 
common  logarithms.  The  coefficient  4  in  the  first  term  is  L^/RT^  -  1, 
and  the  coefficient  5-81  in  the  second  term  is  1  +  0-217/jB.  The 
symbol  t'  denotes  t^  —  t,  and  the  symbol  c'  denotes  c  -  6  as  in  (40). 
The  constant  8m/2  is  the  difference  of  the  two  preceding  terms  at 
the  critical  point.  The  temperature  function  in  square  brackets  in 
the  second  term  on  the  left  is  a  small  quantity  of  the  second  order 
near  the  critical  point,  but  becomes  important  at  low  temperatures. 
It  is  easy  to  find  the  value  of  V  from  this  equation  for  any  given  t\ 
by  taking  a  trial  value  of  V  from  Table  IV  in  calculating  the  volume 
function  on  the  right  hand  side  of  the  equation.  After  two  trials, 
the  solution  is  obtained  by  interpolation.  Near  the  critical  point, 
it  is  necessary  to  use  seven-figure  logarithms,  and  to  take  values 
of  c  and  b  exactly  consistent  with  those  assumed  at  the  critical 
point,  because  the  volume  function  reduces  to  a  small  difference 
between  relatively  large  quantities,  but  an  error  in  V  makes  very 
Uttle  difference  in  the  pressure  at  this  point. 

The  following  table  shows  a  comparison  of  the  results  calculated 
from  (48)  with  those  given  by  observation  so  far  as  they  can  be 
verified. 

Table  IX.  Values  calculated  from  (89)  and  (48)  in  F.P.C.  units. 


t 

1)(43) 

p  (K.  &  R.) 

lOOt; 

1007 

h 

H 

L(43) 

L{Z) 

3. 

«» 

-  60° 

63-2 

63-2 

1-346 

137-7 

29-92 

66-64 

86-66 

-60° 

97-2 

97-0 

1-386 

91-26 

26-67 

66-61 

8208 

80-00 

0-216 

0-466 

-  40° 

143-6 

1440 

1-433 

62-44 

20-98 

6717 

78-16 

76-77 

0-231 

0-484 

-  30° 

2060 

206-2 

1-488 

43-83 

16-16 

67-64 

73-70 

71-20 

0-262 

0-606 

-  20° 

2840 

284 

1-662 

31-34 

1116 

67-64 

68-69 

66-21 

0-282 

0-535 

-  10° 

3831 

383 

1-631 

22-72 

-6-77 

6708 

62-86 

60-66 

0-326 

0-676 

0° 

6061 

606 

1-731 

16-67 

0 

66-02 

6602 

6406 

0-398 

0-634 

+  10° 

662-9 

663 

1-866 

1202 

+  6-33 

64-08 

47-76 

46-21 

0-638 

0-738 

16° 

737-3 

736 

1-967 

10-17 

9-82 

62-63 

42-81 

41-44 

0-670 

20° 

829-0 

828 

2076 

8-490 

13-69 

60-63 

36-94 

36-66 

0-923 

0-996 

26° 

928-6 

930 

2-272 

6-916 

18-26 

47-70 

29-46 

29-18 

1-681 

28° 

992-2 

994 

2-482 

6-943 

21-76 

44-98 

23-23 

22-59 

2-993 

30° 

1036-6 

1038 

2-766 

6-210 

26-07 

42-16 

1708 

16-92 

6-831 

— 

31° 

1068-4 

1062 

3-073 

4-719 

28-14 

39-80 

11-66 

1011 

20-76 

— 

31-6° 

10700 

1071 

4160 

4-160 

36-32 

36*32 

0 

0 

Tnf. 

— 
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The  values  of  the  saturation  pressure  p  given  by  (48)  are  com- 
pared with  the  observations  of  Kuenen  and  Robson  below  0°  C, 
interpolated  where  possible  from  the  actual  observations,  since 
the  values  in  their  table  are  less  accurately  stated.  The  empirical 
formula  (1)  agrees  better  than  (48)  with  the  observations  of  Zeleny 
and  Smith  at  low  temperatures,  but  a  formula  of  the  type  (1) 
necessarily  gives  too  high  values  in  this  region,  and  the  observa- 
tions of  Kuenen  and  Robson  appear  the  most  reliable  from  internal 
evidence.  Amagat's  values  are  taken  above  0^  C,  but  are  uncertain 
by  2  or  8  in  the  last  figure. 

The  values  of  i;  are  taken  as  in  Table  IV,  up  to  +  20®  C.  from 
Behn's  observations.  Beyond  this  point  they  are  calculated  to  suit 
the  critical  volume  0-0416  F.P.C.  They  differ  from  Amagat's  by 
less  than  8  per  cent,  at  81°  C,  where  the  observations  would  be 
extremely  uncertain,  and  the  rectilinear  diameter  might  well 
present  singularities. 

The  discrepancy  between  Tables  IV  and  IX  in  regard  to  the 
values  of  V^  aixd  H^  looks  alarming  at  first  sight,  but  is  of  no  practical 
importance,  because  the  values  of  F  or  i?  near  the  critical  point 
cannot  be  accurately  specified  in  terms  of  P  and  T.  The  relation 
between  H  and  V  near  the  critical  point  remains  practically  the 
same  in  both  tables.  Thus  the  formulae  of  Table  IV  would  give 
H  =  86-8  at  F  =  0041 6  as  in  Table  IX,  and  the  formulae  of 
Table  IX  give  ff  =  81-4  at  F  =  00844,  as  in  Table  IV.  The  un- 
certainty of  Table  IV,  from  a  theoretical  standpoint,  lies  in  the 
assumption  of  a  rectilinear  diameter  of  1/F  and  1/v.  If  we  had 
assumed  a  rectilinear  diameter  of  H  and  h,  which  is  intrinsically 
more  probable,  but  unorthodox,  we  should  have  found  H^  =  84-4 
instead  of  81-4,  giving  F^  =  0*0886  instead  of  0*0844. 

The  values  of  h  in  Table  IX  differ  slightly  from  those  in  Table  IV. 
The  reason  of  this  is  that  the  limiting  value  of  the  specific  heat 
of  the  liquid,  0-42,  was  assumed  to  be  constant  in  calculating 
Table  IV,  in  the  absence  of  evidence  to  the  contrary,  whereas  in 
Table  IX  the  difference  of  the  specific  heats  of  liquid  and  vapour 
at  zero  pressure  was  assiuned  to  be  constant,  and  to  be  equal  to 
the  value,  0-420  -  0-208  =  0-217,  at  the  critical  point.  This  is 
intrinsically  more  probable,  and  has  the  effect  of  simplifying  the 
equations  (42)  and  (48).  It  also  gives  better  agreement  with  the 
observed  values  ofp  and  A,  and  tends  to  reduce  the  discrepancy  in 
the  values  of  L. 

By  far  the  most  serious  difference  is  that  between  the  observed 
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and  calculated  values  of  L,  which  has  already  been  illustrated  in 
Fig.  16.  The  values  given  in  Table  IX  under  the  heading  L  (48) 
are  calculated  from  consistent  values  of  V  and  dp/dty  deduced  from 
the  same  equation,  and  have  greater  weight  than  values  of  L 
previously  calculated  by  MoUier,  Cailletet,  and  others,  from  in- 
dependent and  possibly  inconsistent  observations,  such  as  those 
of  Regnault  for  p,  and  Cailletet  for  V.  The  values  L  (43)  are  repre- 
sented by  the  broken  curve  in  Fig.  16,  which  gives  an  exact 
continuation  of  the  curve  representing  Amagat's  table  down  to 
0°  C.  The  values  L  (8)  are  taken  from  equation  (8)  representing 
Jenkin  and  Pye's  observations,  with  the  exception  of  the  observa- 
tion at  20°  C.  which  falls  on  Amagat's  curve.  Above  this  point  the 
values  under  L  (48)  depend  on  an  empirical  extrapolation  of  the 
values  of  t?,  which  are  more  uncertain,  but  do  not  differ  greatly 
from  Amagat's. 

The  required  expression  for  H  is  deduced  from  equation  (89) 
in  the  same  way  as  in  the  case  of  Rankine's  equation  (9).  Differ- 
entiating (89),  with  regard  to  T  at  constant  F,  we  find 

a  (dP/dT)^  =  R/V  +  (c  +  86/2)  R/V^  -  56  (c  +  46)  R/QV^  ...(44) 

The  expression  for  E  is  deduced  by  integrating  aT  (dP/dT)^  —  (iP 
at  constant  T  with  respect  to  F,  from  V  =  infinity  to  F,  and 
aPV  is  added  to  find  H. 

H^Sj  +  B-iSc-  6/2)  RT/V  +  56  (7c  -  26)  RT/UVK  ...(45) 

SC  and  S  are  obtained  by  differentiation  as  in  (14)  and  (15), 

SC  =  a  [8c  -  6/2  -  56  (7c  -  26)/6F]/[l  -  2  (c  -  6)/F  +  56  (c  -  6)/F«], 

(46) 

5  -  5o  +  8  (c  +  6/4)  R/V  -  56  (7c  +  86)  «/24F«  +  SC  (dP/dT)  ^ .  (47) 

To  find  L  and  h  at  saturation  for  any  value  of  T,  F  is  first  calculated 
from  (48).  H  and  DH  are  obtained  from  (45).  DH  in  (42)  is 
S^t  +  B-  H,  which  gives  aVTdpjdt,  taking  L'=  5RT  =  68-68, 
whence  avTdp/dt  for  the  Uquid  (since  v  is  known)  and  the  difference 
gives  L.  H  —  L  =  h,  which  may  also  be  obtained  directly  from 
the  equation 

h  =  {S^  +  0-217)^  -  6-58  +  avTdpjdt (48) 

The  constant  being  chosen  to  make  A  =  0  at  0°  C,  gives  B  =  68*97 
in  (45). 

The  expressions  for  S  and  SC  are  useful  for  calculating  con- 
sistent values  of  either  near  the  saturation  line,  or  in  other  cases 
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where  they  cannot  be  measured  experimentally.  The  values 
of  Sg  given  in  Table  IX  were  calculated  in  this  way  from  (47) 
by  using  the  saturation  values  of  V.  They  are  chiefly  of  academic 
interest,  and  illustrate  the  rapid  variation  of  S  near  the  critical 
point. 

The  values  of  Sg  given  in  the  table  are  those  of  the  specific  heat 
of  the  hquid  at  constant  pressure  at  the  saturation  point.  They 
are  obtained  from  dh/dt  by  the  usual  relation,  III  (7), 

8,  =  {dhjdt)l{l  -  Cdp/di),    (49) 

in  which  C  denotes  the  cooling-effect  for  the  liquid  at  saturation. 
The  results  agree  closely  at  low  temperatures  with  the  observations 
of  Jenkin  and  Pye  on  the  specific  heat  of  the  Uquid  at  constant 
pressures  of  700  and  900  lbs.,  because  the  values  of  C  are  small  and 
fairly  certain.  Above  0°  C.  the  values  of  C  become  more  uncertain, 
and  the  values  of  s  show  an  increasing  divergence  from  the  ob- 
servations at  lower  temperatures,  because  both  s  and  C  increase 
rapidly  in  the  neighbourhood  of  saturation.  They  cannot  be  cal- 
culated above  20°  C.  without  assuming  some  arbitrary  type  of 
characteristic  equation  for  the  Uquid. 

82.  H  log  P  Diagram  for  COa.  The  annexed  diagram 
is  given  as  a  graphic  illustration  of  the  properties  of  a  sub- 
stfuice  in  the  critical  state.  On  account  of  the  experimental 
discrepancies  previously  enimierated,  which  amount  to  nearly 
4  per  cent,  in  the  value  of  the  latent  heat  at  0°  C,  the  diagram 
cannot  claim  a  very  high  order  of  quantitative  accuracy,  but 
there  is  no  other  substance  for  which  more  complete  and  accurate 
data  are  available  in  this  region,  and  there  is  Uttle  doubt  that 
the  diagram  for  CO2  affords  a  very  fair  qualitative  representation 
of  the  phenomena. 

MoUier  {Zeit.  Ver.  Deut.  Ing.,  vol.  48,  p.  272,  1904)  gave  an  H<b 
diagram  for  CO2  together  with  his  well  known  diagram  for  ste€un.  In 
constructing  a  diagram  of  the  H<i>  type  near  the  critical  point,  it  is 
necessary  to  use  skew  coordinates  in  place  of  rectangular,  because 
the  pressure  and  temperature  lines  would  otherwise  be  excessively 
crowded.  Both  pressure  and  temperature  lines  are  of  a  peculiar 
shape  and  difficult  to  locate  accurately,  which  makes  it  difficult  to 
construct  thelTO  diagrcun  from  experimental  data.  MoUier  also  gave 
an  HP  diagram,  which  is  much  easier  to  construct,  and  possesses 
some  useful  properties,  but  affords  an  inconvenient  scale,  when 
extended  to  low  pressures.  The  scale  of  temperature  in  the  wet 
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region  is  five  times  as  open  near  the  critical  point  as  at  —  50°  C, 
and  the  volume  lines  are  excessively  crowded  at  low  pressures. 
The  adiabatics  are  also  of  an  inconvenient  shape,  being  sharply 
curved  near  the  lower  extremity.  These  difficulties  are  avoided 
by  taking  the  logarithm  of  the  pressure  as  one  of  the  coordinates, 
which  gives  uniform  proportionate  accuracy  in  reading  the 
pressures.  The  adiabatics  become  nearly  straight,  and  it  is 
possible  to  insert  a  complete  system  of  constant  volume  lines 
without  confusion. 

There  is  little  advantage  in  having  the  adiabatics  exactly 
straight,  as  in  the  TO  and  H(b  diagrams,  because  adiabatic  ex- 
pansion or  compression  cannot  be  accurately  realised  in  practice, 
and  because  the  value  of  O  is  seldom  required  and  can  never  be 
observed  experimentally.  The  quantity  most  often  required  is  H^ 
and  that  most  easily  observed  is  P.  The  processes  most  accurately 
realisable  in  practice  are  those  of  expansion  through  a  throttle  at 
constant  H,  and  heating  or  cooling  at  constant  P.  It  is  a  great 
convenience  to  have  the  lines  of  constant  pressure  straight,  although 
it  entails  a  logarithmic  scale,  but  this  cannot  well  be  avoided  in 
any  case. 

Mollier  made  use  of  Regnault's  data  for  the  saturation-pressures 
below  0°  C,  and  deduced  an  expression  for  the  entropy  from  an 
equation  of  the  Clausius  type,  but  assumed  c  in  equation  (88)  to  be 
of  the  form,  K^^^'^^^^'/RT.  He  also  assumed  the  specific  heat  at 
constant  volume  to  be  constant  and  equal  to  0'182,  which  would 
be  inconsistent  with  (88)  and  with  Joly's  experiments.  Some  of 
his  lines  of  constant  pressure  are  thermodynamically  impossible, 
but  the  experimental  data  available  in  1904  were  very  incomplete. 
Most  of  the  deficient  experimental  data  were  supplied  by  Jenkin 
and  Pye  (loc.  ciL),  who  gave  a  more  accurate  H(b  diagram,  con- 
structed on  the  same  lines  as  that  of  Mollier,  but  directly  from  the 
experimental  data  without  assuming  any  particular  type  of  equation. 
There  is  much  to  be  said  for  this  method,  on  account  of  the  un- 
certainty of  the  theory,  if  the  object  is  merely  to  construct  a 
diagram  for  practical  use.  But  it  is  convenient  to  have  a  set  of 
equations  to  represent  the  experimental  data,  if  the  object  is  to 
elucidate  the  theory,  or  to  calculate  properties  which  cannot  be 
read  with  sufiicient  accuracy  from  a  diagram. 

The  diagram  here  given  was  constructed  at  the  same  time  as 
the  steam  diagram  (1915)  with  a  view  of  testing,  in  the  critical 
region,  the  equation  employed  for  the  total  heat  of  the  liquid,  and 
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the  method  of  calculating  the  saturation  pressure  by  combining 
the  equation  for  h  with  a  suitable  type  of  characteristic  equation 
for  the  vapour.  Both  these  methods  were  found  to  give  more 
satisfactory  results  than  any  based  on  Maxwell's  theorem,  and 
there  was  no  great  difficulty  in  making  the  equation  represent  the 
variation  of  the  total  heat  of  the  vapour  satisfactorily.  But  it  was 
found  to  be  impossible  to  reconcile  the  values  of  the  latent  heat 
observed  by  Jenkin  and  Pye  with  values  calculated  from  Amagat's 
observations,  or  from  any  form  of  charticteristic  equation  con- 
sistent with  the  saturation-pressures  and  with  the  variation  of 
H  and  h.  This  may  possibly  be  explained  by  the  restriction  of  the 
investigation  to  equations  of  the  simple  cubic  type,  but  it  is  at 
least  equally  possible  that  there  may  be  some  constant  error  in  the 
observations  of  L,  if  the  great  difficulties  of  the  experimental 
measurements  are  considered. 

In  constructing  the  diagram,  Fig.  19,  Table  IV  was  taken  as 
the  basis  for  the  saturated  state,  which  made  it  very  easy  to  plot 
all  the  lines  in  this  region,  but  implied  the  adoption  of  the  experi- 
mental values  of  L  represented  by  formula  (3),  in  place  of  those 
deduced  from  Amagat's  table  or  from  the  characteristic  equation. 
The  starting  points  of  the  lines  of  constant  temperature  and  volume 
thus  fixed  on  the  satiuration  curve  were  necessarily  inconsistent 
with  those  of  Amagat  above  0^  C.  The  position  of  the  isothermal 
at  100°  C.  was  fixed  with  a  fair  degree  of  certainty  by  the  character- 
istic equation,  but  some  adjustment  was  required  in  spacing  the 
intervening  isothermals.  This  was  found  to  be  unsatisfactory,  and 
it  would  be  better,  in  drawing  the  diagram  on  a  large  scale  for 
practical  measurements,  to  draw  all  the  curves  for  the  vapour 
down  to  F  =  0-04  F.P.C.,  including  the  saturation  line,  so  as  to 
be  consistent  with  Table  IX  instead  of  Table  IV.  This  is  easily 
done  with  the  aid  of  equations  (39)  for  P  and  (45)  for  H^  which, 
though  inconvenient  for  calculating  V  and  T  from  H  and  P,  are 
of  a  suitable  type  for  locating  the  lines  of  constant  temperature  and 
volume  on  the  HP  diagram  by  calculating  values  of  P  and  H  for 
given  values  of  V  and  T. 

In  the  liquid  region  below  20°  C.  the  lines  of  V  and  T  are  fairly 
simple  and  are  readily  drawn  to  fit  the  saturation  line  with  the  aid 
of  Amagat's  tables  and  of  Jenkin  and  Pye's  values  of  the  specific 
heat  and  the  cooling-effect.  Near  the  critical  point  there  is  neces- 
sarily some  uncertainty  owing  to  the  absence  of  observations  on 
S  and  Cy  but  some  assistance  is  obtained  from  the  consideration 


192 


PROPERTIES  OF  STEAM 


[CH. 


that  the  relation  between  V  and  H  remains  finite  and  continuous, 
being  represented  by  the  relation,  App.  I,  (55), 

{dV/dH)j,  =  C/aT  +  V/ST  =  (l/aT)  (di/dP)^, (50) 

the  value  of  which  at  the  critical  point  is  0-00140  F.P.C. 

The  adiabatics,  of  which  a  few  are  shown  dotted,  present  no 
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difficulty,  since  they  cross  the  saturation  line  without  change  of 
direction,  and  the  vertical  scale  of  entropy  is  T  cals./deg.  in  any 
part  of  the  diagram. 

The  position  of  the  critical  point  shown  on  the  diagram  is  that 
deduced  from  the  rectilinear  diameter  of  1/F  and  1/t;.  It  should 
probably  be  higher,  as  already  explained,  but  this  would  not  affect 
the  position  of  the  V  lines  appreciably,  and  would  fit  better  with 
the  raising  of  the  saturation  line  for  the  vapour  as  required  by 
Amagat's  table  and  by  equation  (89). 

83.  Refrigeration  Cycle.  The  method  of  Jenkin  and  Pye 
for  measuring  the  latent  heat  affords  a  good  example  of  the  usual 
refrigeration  cycle.  The  gas  is  compressed  by  a  pump  and  liquefied 
continuously  in  a  condenser.  The  liquid  flows  through  weighing 
flasks  (required  in  these  special  experiments  for  measuring  the 
flow)  past  a  thermocouple,  where  its  temperature  t^  is  measured, 
to  a  throttle.  In  passing  through  the  throttle  from  p^  to  jOg,  the 
total  heat  remains  constant  and  equal  to  its  value  h^  on  the  satura- 
tion line  at  t^ ,  but  some  of  the  liquid  evaporates  and  its  temperature 
faUs  to  that  of  saturation,  ^  at  ^2  •  ^^  then  passes  through  a  calori- 
meter in  which  it  is  completely  evaporated  at  constant  pressure  jOg, 
and  is  superheated  to  a  temperature  ^  (which  is  measured),  to  make 
sure  of  complete  evaporation.  The  heat  absorbed  in  this  process  is 
measured  by  observing  the  electric  energy  required  to  keep  the 
temperatiu^  of  the  calorimeter  constant,  and  is  equal  to  the  change 
of  total  heat  from  h^  as  liquid  before  passing  the  throttle  to  H^  as 
vapour  on  leaving  the  calorimeter,  applying  corrections  for  any 
external  loss  or  gain  of  heat  in  the  process.  The  latent  heat  at  t^ 
is  deduced  (1)  by  adding  the  difference  h^  —  h^  between  the  values 
of  the  total  heat  of  the  liquid  on  the  saturation  line  at  ^  and  ^, 
and  (2)  by  subtracting  the  difference  i?,  —  H^  required  to  superheat 
the  vapour  from  ^  to  ^.  After  leaving  the  calorimeter,  the  vapour 
is  returned  to  the  pump,  and  compressed  to  the  saturation  pressiu^ 
p^  in  the  condenser. 

Jenkin  and  Pye  illustrate  the  process  in  their  paper  by  areas 
measured  on  the  TO  diagram,  but  it  is  much  easier  to  follow  on  the 
H  log  P  diagram.  Taking  one  of  their  experiments  as  an  example, 
the  initial  state  as  liquid  before  passing  the  throttle  is  represented 
by  the  point  (1)  on  the  saturation  line  at  -f-  14-7®  C,  where  the 
total  heat  is  fe^  =  9*77  according  to  equation  (4).  It  is  throttled 
along  the  horizontal  line  at  A  =  9*77  to  the  point  (2),  where  the 
pressure  is  given  as  105  lbs.,  and  the  temperature  ^  =  —  48*8**  C. 
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By  emplo3dng  adiabatic  expansion  in  place  of  throttling,  work 
equal  to  the  adiabatic  heat-drop  (5*7  as  measured  on  the  diagram) 
might  be  gained,  with  an  equal  increase  in  the  refrigerating  effect, 
but  the  theoretical  gain  would  probably  be  counterbalanced  in 
practice  by  mechanical  losses,  and  the  adiabatic  process  would  in 
any  case  be  inapplicable  for  acciu'ate  measurement. 

The  flow  through  the  calorimeter  during  the  experiment  was 
6  lbs.,  in  51 '5  mins.  The  electric  heat  supply  was  42*9  cals.  per  lb. 
The  heat  gained  by  the  calorimeter  externally  was  estimated  as 
5-8  cals.  per  lb.,  giving  48*2  cals.  per  lb.  as  the  refrigerating  effect 
H^—  hi,  due  to  the  evaporation,  and  to  the  superheating  from 
—  48'8°  to  —  30-6**  C,  including  an  almost  negligible  correction  for 
change  of  temperature  of  the  calorimeter  between  the  beginning 
and  end  of  the  experiment. 

The  quantity  fe^  —  Aj  to  be  added,  and  the  quantity  H^  —  H^ 
to  be  subtracted  from  the  observed  refrigerating  effect  in  order  to 
deduce  the  latent  heat,  L  ==  H^—  h^,  were  determined  by  special 
experiments.  The  change  of  h  for  the  liquid,  at  constant  pressures 
of  700  and  900  lbs.,  was  observed  over  various  ranges  of  temperature 
from  —  40°  to  +  19°  C.  Combining  these  results  with  observations 
of  the  cooling-effect,  the  variation  of  h  along  the  saturation  line 
could  be  deduced.  The  correction  hi  —  h^is  given  as  85-25  by  Jenkin 
and  Pye  for  this  particular  experiment,  agreeing  as  closely  as 
possible  with  the  value  read  on  the  H  log  P  diagram,  from  point 
(2)  down  to  the  liquid  limit  curve. 

The  correction  H^  —  H^  for  the  superheating  of  the  vapour  was 
estimated  by  measuring  the  specific  heat  of  the  vapour  near  the 
saturation  line,  and  is  given  as  —  8*72  cals.,  which  also  agrees  as 
nearly  as  possible  with  the  distance  of  point  (8)  above  the  satura- 
tion line  on  the  H  log  P  diagram.  The  value  of  L  comes  out  79-75, 
as  shown  on  the  curve  in  Fig,  16. 

The  difficulties  of  manipulation  increase  considerably  at  tem- 
peratures above  10°  C,  owing  to  the  rapid  variation  of  the  quan- 
tities concerned,  and  the  corrections  become  less  certain,  especially 
that  for  the  superheat.  Thus  at  20°  C.  the  specific  heat  at  saturation 
according  to  Table  IX  is  0-92,  but  varies  so  rapidly  that  the  change 
of  H  would  be  difficult  to  determine  satisfactorily  without  the 
aid  of  an  expression  for  H  such  as  (45). 

The  standard  refrigeration  cycle  is  supposed  to  be  completed 
by  adiabatic  compression  to  the  condenser  pressure  pi  as  shown 
by  the  line  (8, 4)  on  the  diagram.  The  work  required  is  represented 
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by  the  difference  H^  —H^ » which  is  found  to  be  28*5  cals.,  as  measured 
on  the  diagram  for  this  example.  The  ratio  (H^  —  fh)li^A  ""-^a)  ==  2*05, 
called  the  "coefficient  of  performance,"  depends  chiefly  on  the 
temperature  range,  as  in  the  Camot  cycle. 

84.     Empirical  Table  for  Saturated  Steam  from  200"" 

to  374°  C.  It  is  easy  to  construct  an  empirical  table  for  steam  on 
the  same  lines  as  Table  IV  for  COg ,  extending  to  the  critical  point. 
Although  the  values  for  steam  in  this  region  cannot  easily  be  verified 
experimentally,  the  table  may  serve  as  a  guide  for  future  work  and 
may  be  accepted  with  greater  confidence  on  account  of  the  ex- 
perimental verification  of  analogous  methods  in  the  case  of  COj . 

All  the  formulae  employed  in  constructing  this  table  have 
already  been  explained  and  verified  in  the  case  of  steam  within 
certain  limits,  except  that  for  the  diameter  of  the  density  curve. 
This  formula  depends  chiefly  on  observations  of  the  volume  of  the 
liquid  V  under  saturation  pressiu*e,  which  is  fairly  well  established 
by  previous  experimentalists  up  to  820°  C.  Beyond  this  point,  the 
author  has  succeeded  in  following  the  variation  of  r?  up  to  a  tem- 
perature within  1°  C.  of  the  critical  point,  by  heating  the  liquid  in  a 
series  of  sealed  tubes  of  quartz-glass.  The  diameter  of  the  density 
curve  is  found  to  be  a  flat  parabola,  and  gives  v^  =  0-521  cb.  ft./lb., 
or  8*25  c.c./gm.  as  the  critical  volume.  The  only  previous  measure- 
ments of  the  critical  volume  appear  to  be  those  of  Nadjedine, 
and  Battelli,  giving  2-88  c.c.  and  4-80  c.c.  respectively,  which 
happen  to  agree  very  closely  with  the  values  of  v  and  V  given  in 
the  table  at  878°  C.  It  is  noteworthy  that  Nadjedine's  method 
measured  the  volimie  of  the  Uquid,  and  Battelli's  that  of  the  vapour 
near  the  critical  point,  so  that  the  discrepancy  between  them  is  not 
surprising,  considering  the  rapid  changes  of  both.  By  combining 
the  paraboUc  diameter  with  Clapeyron's  equation,  it  is  easy  to 
calculate  both  V  and  v  at  any  temperature. 

The  value  of  H  reaches  a  maximum,  681 '5,  at  277°  C,  at  which 
point  the  factor  1  —  Cdp/dt  in  equation  III  (7)  vanishes.  This 
gives  C  =  0'0782°/lb.  which  agrees  very  closely  with  the  author's 
curve  marked  C3  in  Fig.  10.  The  same  factor  must  vanish  again  at 
the  critical  point  to  ticcoimt  for  the  change  of  sign  of  dh/dt.  This 
gives  Cc=  0-0286°/lb.,  which  is  quite  a  possible  value,  since  C  for 
the  liquid  vanishes  and  becomes  positive  at  260°  C.  The  relations 
of  these  quantities  to  5  in  the  neigfaboiu*hood  of  the  critical  point 
have  already  been  explained  in  §  80. 
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Table  X, 
Properties  of  Saturated  Steam  from  200**  to  874°  C.  in  F.P.C.  units. 


t 

P 

lOOt; 
1-866 

100  F 

L 

h 

H 

0 

0 

^ 

200° 

226-2 

207-38 

467-41 

203-55 

670-96 

69-76 

0-6665 

1-6446 

210° 

2760 

1-884 

170-04 

469-00 

214-44 

673-44 

66-33 

0-6790 

1-6291 

220° 

336-4 

1-914 

140-37 

460-00 

226-49 

676-49 

7112 

0-6016 

1-6140 

230° 

404-6 

1-946 

116-67 

440-60 

236-71 

677-31 

7711 

0-6237 

1-4996 

240° 

484-2 

1-981 

97-61 

430-60 

248-13 

678-73 

83-30 

0-6468 

1-4860 

260° 

675-7 

2-018 

81-96 

420-26 

269-78 

68003 

89-67 

0-6679 

1-4713 

260° 

680-2 

2-060 

69-22 

409-30 

271-69 

680-99 

96-31 

0-6903 

1-4680 

270° 

798-6 

2-106 

68-69 

397-66 

283-89 

681-46 

102-98 

0-7123 

1-4443 

280° 

932-0 

2-169 

60-00 

386-04 

296-46 

681-49 

109-97 

0-7347 

1-4308 

290° 

1082 

2-218 

42-69 

371-62 

309-39 

681-01 

117-03 

0-7672 

1-4171 

300° 

1249 

2-292 

36-69 

36711 

322-86 

679-97 

124-34 

0-7803 

1-4036 

310° 

1436 

2-370 

31-38 

341-12 

336^84 

677-96 

131-79 

0-8037 

1-3888 

320° 

1642 

2-469 

26-91 

323-37 

361-46 

674-82 

139-46 

0-8277 

1-3729 

330° 

1870 

2-664 

2303 

303-18 

366-88 

670-06 

147-27 

0-8626 

1-3661 

340° 

2120 

2-691 

19-61 

279-61 

383-32 

662-83 

156-22 

0-8784 

1-3343 

360° 

2394 

2-860 

16-60 

260-44 

401-12 

661-66 

163-36 

0-9069 

1-3076 

360° 

2693 

3069 

13-47 

211-35 

421-17 

632-62 

171-67 

0-9364 

1-2702 

370° 

3020 

3-483 

9-84 

142-60 

446-81 

689-31 

180-16 

0-9749 

1-1964 

373° 

3122 

3-880 

7-864 

9200 

461-36 

663-36 

182-76 

0-9969 

1-1393 

374° 

3168 

6-211 

6-211 

0 

494-26 

494-26 

183-62 

1-0474 

1-0474 

Formulae  for  the  quantities  in  the  above  table: 

Saturation  pressure,     logjo  V  =  2-3626  +  4-264  (t  -  200)/T  lbs./in.».  ...(p) 

Parabolic  diameter,       1/v  +  l/V  =  60-76  -  0-00016<*  lbs./cb.  ft.     {v) 

CJlapeyron's  equation,  op  (F  -  t>)  =  Lp/T(dp/dt)  =  LT/^U5  cals.  C.  ...(F) 
Latent  heat  (Thiesen),  logi©  L  =  1-9638  +  0-3161  logio  (374  -  t),  cals.  C.  (L) 

Total  heat  of  liquid,     h  =  0-99666*  +  vL/{V  -  t?),  caJs.  C (h) 

Total  heat  of  vapour,  -ff  =  0-99666*  +  VL/(V  -  v),  cals.  C (H) 

Gibbs'  potential,  O  =  2-296  T  log,o  T/T^^-  0-99666*,  cals.  C {G) 

Entropy  of  Uquid,        0  =  2-296  logjo  T/T^  +  vLjT  (V  -  v),  cals.  C.  ...(<^) 

Entropy  of  vapour,      ^  =  2-296  logio  TjT^  +  VL/T{V  -  t?),  cals.  C.  ...(^) 

For  {p)  see  Chapter  VII,  equation  (36),  and  Chapter  IV,  §  41. 

For  (L)  see  Chapter  II,  equation  (18),  and  Chapter  IV,  §  41. 

For  (h)  and  (H)  see  Chapter  II,  equation  (6). 

For  (<l>),  (^),  and  (O)  see  Chapter  VII,  equations  (11),  (24),  and  (26). 

Judging  from  the  analogous  case  of  COg  we  should  conclude  that 
the  formulae  employed  for  L  and  h  in  the  case  of  steam  would  be 
fairly  satisfactory  because  they  represent  the  values  of  H  very 
closely  at  low  temperatures  (between  0**  and  200°  C.)  which  are 
much  more  accurately  known  than  in  the  case  of  COj .  The  empirical 
formula  employed  {orp  represents  the  observations  otp  itself  within 
the  limits  of  experimental  error,  as  in  the  case  of  CO,  over  the 
corresponding  range  of  temperature.  But  in  the  case  of  steam  we 
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have  the  additional  evidence  at  low  temperatures,  which  shows  that 
it  must  give  far  too  slow  a  rate  of  change  of  the  ratio  (T/p)  {dp/dt) 
in  this  region.  The  same  effect  is  observed  in  the  case  of  COj  if  we 
compare  the  values  of  this  ratio,  1985/T  from  (1),  with  those  given 
by  the  theoretical  formula  (48).  It  follows  that  the  formula  em- 
ployed for  steam  in  Table  X  must  give  too  high  values  of  p  and 
dp/di  in  the  region  between  200°  and  800°  C.  An  error  of  the  same 
nature  is  indicated  by  comparison  with  the  observations  of  Holbom 
and  Baumann  in  Fig.  14.  The  effect  of  this  is  most  important  in 
deducing  the  values  of  V  from  those  of  dp/dt^  which  are  necessarily 
more  imcertain  than  those  of  p.  This  error  does  not  affect  the  values 
of  H  or  L  appreciably,  and  cannot  be  corrected  with  certainty  in 
the  case  of  steam,  because  there  are  no  satisfactory  observations  of 
the  volume  between  200°  and  the  critical  point.  Even  if  the  values 
of  p  were  known  with  certainty,  they  would  not  suffice  by  them- 
selves, as  already  explained,  to  determine  a  satisfactory  form  of  the 
characteristic  equation  capable  of  being  extended  to  the  critical 
point.  Even  in  the  case  of  COj,  for  which  the  experimental  data 
are  more  complete  than  for  any  other  substance,  this  problem 
cannot  be  satisfactorily  solved.  In  the  case  of  steam,  it  would 
doubtless  be  possible  to  find  a  more  probable  formula  for  p,  and  to 
make  a  better  estimate  of  the  values  of  dp/dt  and  F,  but  since  the 
problem  is  of  purely  theoretical  interest,  it  would  seem  better  to 
wait  for  more  experimental  evidence  before  proceeding  to  speculate 
on  the  form  of  the  characteristic  equation. 

With  the  scanty  experimental  data  at  present  available  above 
200°  C,  we  can  hardly  do  more  than  estimate  the  probable  limits 
of  error  of  p  and  V.  The  values  ofp  given  by  the  empirical  formula 
in  Table  X  are  almost  certainly  too  high,  and  those  of  V  too  low 
as  already  explained.  The  experimental  values  of  p  in  the  neigh- 
bourhood of  the  critical  point,  are  probably  vitiated  by  the  presence 
of  gas,  which  can  hardly  be  avoided  in  heating  water  in  steel 
vessels  at  such  temperatures.  Holbom  and  Baumann  succeeded  in 
reducing  this  source  of  error  by  gilding  the  inside  of  the  container, 
but  they  do  not  seem  to  have  been  able  to  eliminate  it  completely. 
Their  results  are  likely  to  be  too  high,  especially  near  the  critical 
point,  though  the  error  from  this  cause  would  be  less  than  that 
shown  by  the  other  curves  in  Fig.  14. 

A  lower  limit  to  the  values  of  p  can  be  estimated  as  follows. 
The  rate  of  diminution  of  the  ratio  (T/p)  dp/dt  at  200°  C.  cannot  well 
be  greater  than  that  given  by  the  theoretical  formula,  VII  (19). 
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Assuming  that  the  ratio  diminishes  to  a  minimmn  7*5,  as  is  probable 
at  the  critical  point,  we  find  the  following  formula 

(T/p)  dp/dt  =  7-5  +  7-65  (T^  -  T)«  x  lO"*,    (51) 

agreeing  with  the  theoretical  equation,  VII  (19),  at  2W  C.  The 
corresponding  formula  for  jp,  taking  p  =  225*2  at  200^  C,  and 
T^  -  6471,  is 

logio  J>  =  8-4866  -  89-54  log^o  {TJT) 

+  1-6615  {T^  -  T)  {ST^  -  T)  X  10-^, (52) 

which  gives  8066  lbs.  for  the  critical  pressure,  differing  by  8  per 
cent,  from  the  value  8158  in  Table  X.  The  difference  is  no  greater 
than  that  between  the  values  given  by  Andrews  and  Amagat  for 
the  critical  pressure  of  COj,  which  would  be  much  easier  to  deter- 
mine than  that  of  steam. 

The  value  of  p  at  250**  C,  given  by  (52)  is  567-6,  as  compared 
with  565-8  by  VII  (19),  and  575-7  in  Table  X.  The  value  of 
(T/p)  dp/dt  from  (51)  at  250^  C.  is  8-676  giving  V  =  0-850  by  Cla- 
peyron's  equation.  The  value  of  V  at  the  same  point  calculated 
directly  from H  =  68008 by  III  (28),  withp  =  567-6,  is  F  =  0-886, 
as  compared  with  V  =  0-8695  in  Table  III,  App.  Ill  and  V  =  0-820 
in  Table  X,  or  F  =  0-854  from  H  with  p  =  575-7  as  in  Table  X. 

Equation  (52)  for  p  is  in  some  respects  more  probable  than  the 
empirical  formula  of  Table  X,  but  it  is  evident  that  a  considerable 
margin  of  uncertainty  must  remain  until  further  light  is  thrown  by 
experiment  on  the  form  of  the  characteristic  equation  at  high 
pressures.  Since  steam-pressures  above  250  lbs.  seldom  occur  in 
engineering  practice,  it  hardly  seems  worth  while  to  make  any 
modifications  to  suit  possible  deviations  at  higher  pressures  from* 
the  simple  formulae  employed  in  the  Steam  Tables. 

It  is  common  practice  to  deduce  the  properties  of  steam,  or 
other  substances  beyond  the  experimental  range,  from  those  of  a 
similar  substcmce  (e.g.  COg  which  is  also  triatomic),  by  reference 
to  the  "  law  of  corresponding  states."  According  to  Van  der  Waals' 
equation,  the  reduced  value,  p'=  p/pc^  of  the  saturation-pressure 
expressed  as  a  fraction  of  the  critical  pressure,  should  be  the 
same  for  all  substances  at  any  given  value  of  the  reduced  tempera- 
ture, 2"  =  T/T^.  Thus  for  COg  at  -  50°  C,  the  reduced  tempera- 
ture T'  =  228-1/804-6  =  0-7824,  corresponding  to  a  temperature 
0-7824  X  647-1  =  478-9  abs.,  or  200-9°  C.  for  steam,  at  which  point 
the  pressure  is  229-4  lbs.   The  corresponding  pressures  for  CO, 
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according  to  equation  (1),  are  99-0  and  1071  lbs.,  at  —  50**  and 
+  31*5°  C.  respectively.  The  critical  pressure  for  steam  should 
therefore  be  229-4  x  1071/99  =  2482  lbs.,  which  is  evidently  much 
too  small.  The  law  in  this  form  is  clearly  unreliable,  even  for  the 
saturation-pressures,  €md  is  much  less  likely  to  give  reliable  results 
for  other  properties,  such  as  the  cooling-effect,  to  which  it  has 
frequently  been  applied*  According  to  the  equation  of  Clausius, 
the  law  takes  a  slightly  different  form.  Corresponding  temperatures 
are  those  for  which  the  reduced  value  of  c  is  the  same.  At  such 
temperatures  the  reduced  values  of  p/T  and  of  V  —  b  correspond. 
It  is  always  possible  to  satisfy  the  law  in  this  form  for  p  by  choosing 
the  variation  of  c  to  fit  with  that  of  p,  but  the  other  properties, 
such  as  V  and  L,  show  little  or  no  correspondence,  as  illustrated 
by  Table  VII,  and  the  law  affords  no  assistance  for  estimating  the 
variation  of  p  unless  the  variation  of  c  can  be  predicted.  On 
account  of  these  difficulties,  the  application  of  the  law  has  generally 
been  abandoned  except  for  closely  related  substances,  but  has 
recently  been  revived,  on  the  basis  of  Clausius'  equation,  by 
M.  Aries,  in  a  long  series  of  papers  in  the  Comptes  Rendiis,  1918-19, 
who  assumes  that  the  variation  of  c  with  T  should  be  the  same  for 
molecules  containing  the  same  number  of  atoms,  recalling  Maxwell's 
suggestion  with  regard  to  the  ratio  of  the  specific  heats.  The 
variation  of  c  is  undoubtedly  different  for  different  types  of  molecule, 
but  the  agreement  thus  obtained,  except  for  closely  related  sub- 
stances, is  not  of  a  sufficiently  high  order  for  the  present  purpose, 
and  M.  Aries  finds  it  necessary  to  admit  that  b  also  is  a  somewhat 
peculiar  function  of  the  temperature.  In  spite  of  this  complication, 
there  are  many  notable  exceptions.  The  variation  of  c  which  appears 
suitable  in  the  case  of  COj  fails  entirely  for  steam.  According  to 
the  orthodox  view,  the  discrepancy  is  explained  by  saying  that 
water  is  an  abnormal,  or  highly  associated  liquid.  We  have  seen, 
however,  that  the  expressions  here  proposed  for  the  total  heat  of 
water  and  liquid  CO^  show  a  remarkable  correspondence,  and  it 
seems  more  likely  that  the  difference  is  due  to  the  mode  of  variation 
of  c  for  the  vapour  in  either  case,  since  different  indices  are  required 
to  represent  the  other  properties  satisfactorily,  in  addition  to  the 
saturation-pressures.  In  this  connection,  it  is  perhaps  noteworthy 
that,  in  order  to  make  the  value  of  c  —  b  for  steam  at  874°  C.  equal 
to  the  critical  volume  0*0521  (which  depends  chiefly  on  the  author's 
observations  of  the  expansion  of  the  liquid  up  to  378°  C),  taking 
the  value  c  =  0-4218  at  100°  C,  it  would  be  sufficient  to  assume 
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that  c  varies  as  r-^'«>,  in  extremely  dose  agreement  with  the  mode 
of  variation  required  from  0**  to  200**  C. 

It  would  no  doubt  be  possible  to  devise  an  equation  capable  of 
representing  the  properties  of  steam  within  the  limits  of  experi- 
mental error  over  the  whole  range  0**  to  874°  C,  but  the  experi- 
mental data  available  in  the  critical  region  are  so  inadequate  and 
uncertain  that  it  would  be  impossible  to  discriminate  satisfactorily 
between  a  variety  of  possible  types.  The  problem  is  by  no  means 
so  easy  as  it  looks,  and  the  solution,  when  found,  would  necessarily 
be  very  cumbrous  and  inconvenient  for  practical  calculations,  as 
compared  with  the  simple  equations  which  suffice  for  the  experi- 
mental range  of  the  steam-engine.  In  the  case  of  COj,  since  the 
experimental  range  coincides  with  the  critical  region,  it  is  impossible 
to  avoid  such  complications,  which  otherwise  would  be  regarded 
as  prohibitive.  But  in  the  case  of  steam,  it  would  be  imreasonable 
to  insist  on  the  use  of  equations  capable  of  representing  the  critical 
phenomena  which  are  not  required  in  practice. 


CHAPTER  IX 

IDEAL  CYCLES  AND  STANDARDS  OF  EFFICIENCY 
85.   Application  of  the  Laws  of  Thermodynamics  to  a 

Cycle.  The  application  of  the  laws  of  thermodynamics  to  a  cycle 
of  operations,  such  as  are  performed  by  a  heat-engine,  or  can  be 
represented  on  the  indicator  diagram,  is  so  fully  discussed  in  all 
the  textbooks  that  a  brief  summary  of  the  principal  facts  and 
formulae  will  be  sufficient  to  explain  the  notation  employed  and  the 
use  of  the  tables  in  the  calculation  of  numerical  results. 

First  Law.  The  general  expression  of  the  first  law  as  applied 
to  a  cycle  is  that  the  thermal  equivalent  AW  of  the  work  repre- 
sented by  the  area  of  the  indicator  diagram,  is  equal  to  the  difference 
between  the  heat  energy  Q'  received  by  the  working  substance 
and  the  heat  energy  Q"  rejected  by  it  in  the  performance  of  the 
cycle,  as  expressed  by  the  simple  equation 

AW  -  Q-  Q" (1) 

Second  Law.  Since  all  closed  cycles  which  can  properly  be 
represented  on  the  indicator  diagram,  are  reversible  so  far  as  the 
working  substance  is  concerned,  it  follows  from  the  second  law 
that  the  entropy  of  the  heat  received  is  equal  to  the  entropy  of  the 
heat  rejected  in  any  such  ideal  cycle. 

Symmetrical  Cycles.  There  are  three  principal  types  of  sym- 
metrical cycles  employed  in  heat-engines,  characterised  by  the 
reception  and  rejection  of  heat,  (1)  at  constant  temperature,  (2)  at 
constant  pressure,  and  (3)  at  constant  volume. 

Constant  T  cycle.  This  is  the  Camot  cycle,  consisting  of  four 
operations,  which  may  be  described  as  follows: 

(1)  Reception  of  heat  energy  Q'  at  constant  temperature  T'. 
Since  T  is  constant  Q'  =  r'(<l)  -  O^),  where  O  -  Oq  is  the  increase 
of  entropy. 

(2)  Adiabatic  expansion  at  constant  O  to  the  lower  tempera- 
ture T". 

(3)  Rejection  of  heat  energy  Q"=  T  (O  -  Oo)  a*  the  tem- 
perature T". 


\ 
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(4)  Adiabatic  compression  at  constant  Oq  to  the  initial  state 

These  give  the  following  simple  and  obvious  relations  between 
the  change  of  entropy,  the  heat  energy  received,  and  the  equivalent 
of  the  work: 

O  -  Oo  =  Q'/T'^  Q"IT"=  (Q'  -  Q")l{r-  T")  =  AWKT-  T'). 

(2) 

Constant  P  Cycle.  This  cycle  comprises  four  symmetrical 
operations,  similar  to  those  of  the  Carnot  cycle,  except  that  heat 
is  received  and  rejected  at  constant  pressure  instead  of  at  constant 
temperature. 

(1)  The  heat  energy  Q'  received  at  constant  pressure  P'  is 
equal  to  the  increase  of  total  heat  ff '-  H^',  where  H^'  is  the  initial 
and  H'  the  final  value  of  H  during  the  heating. 

(2)  The  drop  of  total  heat  in  adiabatic  expansion  from  P' 
to  P"  at  constant  O  is  denoted  by  (ff'-  H'\,  but  the  suffix  <f> 
may  be  omitted  if  it  is  otherwise  obvious  that  adiabatic  expansion 
is  intended. 

(8)  The  heat  energy  Q"  abstracted  at  constant  pressure  P" 
is  equal  to  the  diminution  of  total  heat  H"-  H^"  required  to 
restore  the  entropy  to  its  initial  value  Oq. 

(4)  The  working  substance  is  restored  to  its  initial  state  by 
adiabatic  compression  at  Oq,  during  which  operation  the  increase 
of  total  heat  is  H^'-  Hq". 

We  thus  obtain  the  following  general  expression  for  AW 

the  application  of  which  is  seen  to  depend  on  the  evaluation  of 
the  heat-drop  in  adiabatic  expansion  at  constant  O. 

In  the  case  of  the  steam-engine,  the  initial  state  of  the  fluid  as 
supplied  to  the  boiler  by  the  feed-pump,  is  generally  that  of  water 
at  condenser  temperature.  The  initial  value  of  the  total  heat  H^ 
is  that  of  water  h\  under  the  saturation  pressure  p'  of  the  boiler 
but  at  temperature  T".  The  water  is  heated  at  constant  pressure, 
and  converted  into  steam  of  total  heat  ff ',  which  is  adiabatically 
expanded  from  p'  to  p'\  with  heat-drop  ff '—  H"  as  before.  But  in 
the  third  operation  the  steam  is  completely  condensed  to  water 
of  total  heat  A"  at  the  pressure  p'\  by  abstracting  heat 

The  water  is  returned  to  the  boiler  at  pressure  p\  in  which  operation 
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its  total  heat  is  raised  from  A"  to  h\  Since  the  changes  of  volume 
and  temperature  in  this  operation  are  negligible,  the  increase 
A'—  A"  is  equal  to  the  equivalent  at;  (^'—  p")  of  the  work  done  by 
the  feed-pump.  The  formula  as  applied  to  this  case,  becomes 

AW  =  H'-  H"-  (A'-  A")  =  H-  £r"-  av {p'- p'') 

-  H'-  A'-  r"(0'-  f'), (4) 

which  is  the  general  formula  of  the  Rankine  cycle  described  in 
the  next  section. 

Constant  V  Cycle.  If  the  heat  Q'  is  received  at  constant  volume 
F',  the  increase  of  intrinsic  energy  E'—  Eq  during  heating  is  equal 
to  Q'.  Similarly  if  heat  Q"  is  rejected  at  constant  volume  after 
expansion  to  F",  the  heat  rejected  is  equal  to  E"—  Eq\  where  Eq' 
is  the  final  energy.  If  the  expansion  from  E'  to  E'\  €md  the  com- 
pression from  jBq"  ^  -®o'  *re  adiabatic,  we  have 

AW  =  Q'-  Q"=  (E'-  E'%  -  (^0  -  ^o")^ (5) 

It  is  possible  to  calculate  the  values  of  E"  and  Eq'  from  the 
condition  of  constant  entropy,  if  the  properties  of  the  working 
fluid  are  known.  The  constant  volume  cycle  corresponds  closely 
with  that  employed  in  the  internal  combustion  engine,  where  heat 
is  communicated  to  the  working  fluid  by  ignition  of  an  inflammable 
mixture  at  constant  volume  in  the  working  cylinder.  This  method 
is  most  appropriate  when  air  is  the  working  fluid,  but  is  impracticable 
in  the  case  of  steam,  because  the  only  convenient  method  of 
supplying  heat  to  steam  is  by  the  use  of  a  separate  boiler  at  constant 
pressure.  On  the  other  hand,  the  constant  pressure  cycle  would  be 
very  inconvenient  for  a  gas-engine  or  gas-turbine,  owing  to  the 
size  and  inefficiency  of  the  compression  pump  required,  and  the 
difficulty  of  avoiding  excessive  waste  of  heat  if  external  combustion 
were  employed. 

Eccpressian  for  the  Efficiency.  In  the  case  of  an  ideal  gas,  it  is 
easy  to  calculate  the  expressions  for  the  efficiency,  which  were 
first  given  by  Rankine. 

For  the  constant  V  cycle,  £'-  E"=  S^{T-  T"),  where  S„, 
the  specific  heat  at  constant  volume,  is  assumed  to  be  constant. 
The  ratio  T'/T"  is  (V"IV')^\  (where  n  is  the  adiabatic  index  in 
the  equation  FT**  =  K)y  and  is  equal  to  the  ratio  Tq/Tq\  of  the 
initial  and  final  temperatures  in  compression.  Making  these 
substitutions  the  expression  for  the  efficiency  becomes 

AWiQ'=  1  -  r7r'=:  1  -  (F7F")^» (e) 
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Similarly  in  the  constant-pressure  cycle,  if  the  working  fluid 
is  an  ideal  gas  with  Sj,  constant,  we  have  H'-  £r"=  Sj,{T'-  T% 
and  the  ratio  TjT"  is  equal  to  (P7P")i/("+i)  from  the  adiabatic 
P/T^+^  =  K.  The  temperature  ratio  in  compression  is  the  same  as 
that  in  expansion,  and  we  obtain 

awiq;^  1  -  r'7T'=  i  -  (p'7P')i/<»+i> (7) 

In  both  cases,  the  expression  for  the  efficiency  in  terms  of  the 
temperature  range  is  the  same  as  that  for  the  Camot  cycle,  provided 
that  T'jT"  is  interpreted  as  the  temperature  ratio  in  adiabatic 
expansion. 

If  we  imagine  the  area  of  the  cycle  on  the  indicator  diagram 
divided  up  into  a  number  of  elementary  sections  by  means  of  a 
family  of  adiabatic  curves,  the  efficiency  of  each  elementary  section 
will  evidently  be  1  -  T"IT\  where  TjT"  is  the  temperature  ratio 
for  the  section  considered.  The  same  expression  for  the  efficiency  will 
therefore  apply  to  a  cycle  of  any  form  for  any  working  substance 
whatever  provided  that  the  ratio  T'/T"  is  the  same  for  all  the 
elementary  adiabatic  sections  into  which  the  cycle  may  be  divided. 
This  condition  is  always  satisfied  in  the  case  of  "the  Camot  cycle 
for  any  substance,  but  it  is  satisfied  in  special  cases  only,  such  as 
that  of  the  ideal  gas,  when  the  reception  and  rejection  of  heat  are 
at  constant  pressure  or  volume. 

When  the  ratio  T'/T'*  is  not  the  same  for  all  the  elementary 
adiabatic  sections  of  the  cycle,  the  work  theoretically  available 
must  be  calculated  by  a  process  of  smnmation  or  integration  for 
the  elementary  cycles.  For  each  elementary  cycle,  if  a  small 
quantity  of  heat  energy  dQ  is  received  at  the  upper  limit  T',  the 
work  available  is  dQ/T'  multiplied  by  the  range  of  temperature 
T'—  T"  in  the  elementary  section  considered.  The  efficiency  of  the 
whole  cycle  is  obtained  by  sunmiing  the  available  work  for  the 
elementary  sections,  and  dividing  by  the  whole  quantity  of  heat 
energy  supplied.  It  is  always  possible  to  perform  the  summation 
provided  that  the  properties  of  the  working  fluid  are  known  and 
that  the  operations  of  the  cycle  can  be  mathematically  specified. 
In  many  cases  the  result  can  be  expressed  in  a  very  simple  manner 
in  terms  of  the  properties  of  the  working  fluid,  and  affords  a  most 
useful  criterion  of  the  performance  of  an  engine  working  under  the 
specified  conditions,  showing  how  much  of  the  work  theoretically 
available  is  actually  realised,  and  indicating  the  directions  in  which 
improvement  may  be  effected. 
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Standards  in  general  use  for  this  purpose  are  (1)  the  Rankine 
Cycle  for  the  steam-engine,  and  (2)  the  Air  Standard  Cycle  for 
the  internal  combustion  engine  as  recommended  by  the  Institution 
of  Civil  Engineers  *. 

86.  The  Rankine  Cycle.  The  Camot  cycle  can  seldom 
be  realised  in  practice,  because  the  practical  limits  of  working  are 
limits  of  volume  and  pressure  rather  than  limits,  of  temperature. 
It  would  be  very  difficult  to  arrange  for  all  the  heat  to  be  received 
by  the  working  fluid  at  one  temperature,  especially  in  the  case  of 
superheated  steam.  In  the  steam-engine  heat  is  supplied  at  the 
constant  pressure  of  the  boiler,  giving  a  constant  temperature  of 
vaporisation,  but  the  heat  of  the  liquid  and  the  superheat  of  the 
steam  are  supplied  at  different  temperatures.  Heat  is  rejected  at 
the  constant  pressure  of  the  condenser,  so  that  the  temperature  of 
rejection  is  constant  if  the  steam  is  saturated. 

Rankine  {Phil.  Trans.  R.  S.  Lon,^  Jan.  1854)  was  the  first  to 
calculate  the  maximum  work  obtainable  from  a  heat-engine 
receiving  dry  saturated  steam  at  a  temperature  T',  and  condensing 
the  steam  completely  at  T".  Expressed  in  our  notation,  the  formula 
which  he  gave  for  the  work  obtainable  per  unit  mass  of  steam  was 
as  follows 

W  =  JL'  (T-  T")/T'+  Js  [T'-  r'-T"  log,  (T'/T")],  ...(8) 

where  J  is  the  mechanical  equivalent  of  heat,  U  the  latent  heat 
of  vaporisation  at  T\  and  s  the  specific  heat  of  the  liquid,  which 
is  taken  as  constant. 

The  first  term  on  the  right  band  side  is  the  mechanical  equi- 
valent of  the  product  of  the  entropy  of  vaporisation  L'/T'  by  the 
range  of  temperature  T'—  T",  since  the  latent  heat  of  vaporisation 
is  all  received  at  one  temperature  T\  The  second  term  is  more 
complicated,  and  represents  the  work  obtainable  from  the  heat 
supplied  in  beating  the  water  from  T"  to  T'  under  constant 
pressure,  which  heat  is  taken  in  by  the  liquid  at  all  intermediate 
temperatures,  ranging  from  T"  to  T'.  The  expression  for  this  part 
of  the  work  is  obtained  as  follows. 

If  a  small  quantity  of  heat  sdT  is  received  by  the  liquid  at  any 
intermediate  temperature  T,  the  part  convertible  into  work  is  the 
product  of  the  entropy  sdT/T,  by  the  available  range,  T  —  T", 
which  gives  the  expression  JsdT  (1  —  T"jT)  for  the  corresponding 

*  Sir  D.  deik,  Qaa  Engine,  voL  i,  p.  83. 
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element  of  work  obtainable.  The  second  term  in  the  formula  given 
by  Rankine  represents  the  integral  of  this  expression  from  T"  to 
T\  on  the  assumption  that  s  is  constant. 

More  accurately,  if  « is  not  assumed  to  be  constant,  the  integral 
of  bAT  is  the  increase  of  total  heat  A  of  the  liquid  from  T"  to  T' 
under  the  constant  boiler  pressure  ip' ;  €md  the  integral  of  8T"dTIT 
is  the  corresponding  increase  of  entropy  multiplied  by  T".  This 
remains  true  however  s  may  vary. 

A  similar  expression  for  the  work  obtainable  was  subsequently 
given  by  Clausius  (Poggendorff's  AnnaleUy  March  1856),  precisely 
equivalent  to  Rankine's  formula  with  the  exception  that  a  factor 
corresponding  to  the  dryness  fraction  q  was  introduced  into  the 
first  term,  so  as  to  cover  the  case  of  steam  initially  wet.  Rankine 
clearly  had  priority  of  publication,  so  that  the  name  *' Rankine 
Cycle"  appears  to  be  more  appropriate  than  the  name  "Clausius 
Cycle,"  which  is  always  given  to  this  cycle  in  German  works,  and 
is  often  found  in  American  textbooks. 

In  accordance  with  a  recommendation  of  a  Conmiittee  of  the 
Institution  of  Civil  Engineers  (Proc.  Inst,  C,  E,,  181,  Part  IV,  p.  284, 
1898),  the  work  obtainable  in  the  Rankine  cycle  is  now  generally 
taken  as  a  standard  of  comparison  for  the  performance  of  steam- 
engines,  because  theCaniot  cycle  leads  to  an  exaggerated  idea  of  the 
possible  performance,  especially  in  the  case  of  superheated  steam. 

In  the  formula  recommended  by  the  Committee  for  saturated 
steam,  the  specific  heat  s  of  the  liquid  was  taken  as  unity,  which  is 
near  enough  for  all  practical  purposes,  though  not  theoretically 
exact.  The  corresponding  formula  recommended  by  the  Committee 
for  superheated  steam,  contains  the  additional  term 

JS  (Ti  -  r-  T"  log,  TJT), 

which  represents  the  work  obtainable  from  the  beat  required  to 
superheat  the  steam  at  constant  pressure  p'  from  T'  to  T^,  if  the 
specific  heat  S  of  the  superheated  steam  is  taken  as  constant.  This 
term  is  calculated  in  exactly  the  same  way  as  the  corresponding 
term  for  the  liquid.  The  Committee  proposed  Regnault's  value, 
S  =  0*48,  for  the  specific  heat,  but  expressed  a  doubt  as  to  its 
accuracy.  As  is  now  generally  recognised,  the  appropriate  value 
of  5  is  somewhat  larger  and  certainly  variable,  depending  both  on 
the  pressure  and  on  the  temperature. 

On  account  of  the  differences  between  various  tables  of  the 
properties  of  steam,  it  is  useful  to  have  an  authoritative  formula 
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of  this  kind  as  a  standard  of  reference,  but  in  practice  it  is  pre- 
ferable to  take  the  required  values  of  H^  O,  etc.  from  the  tables, 
in  place  of  working  out  the  Rankine  formula,  because  this  saves 
a  great  deal  of  trouble,  besides  making  it  possible  to  take  consistent 
account  of  the  variation  of  specific  beat. 

The  expression  given  by  Rankine  tacitly  assumes  that  -the 
temperatiure  of  the  liquid,  after  adiabatic  compression  to  boiler 
pressure,  is  the  same  as  the  temperature  T"  of  condensation.  This 
is  not  exactly  true,  since  the  liquid  will  in  general  be  heated  by 
compression.  In  the  case  of  water  at  low  temperatures,  the  error 
of  this  assumption  is  quite  negligible,  but  it  may  be  appreciable  in 
the  case  of  other  liquids,  such  as  carbon  dioxide,  when  used  in  the 
neighbourhood  of  the  critical  point  for  refrigeration  purposes  with 
a  similar  cycle. 

87.  Graphic  Representation  of  the  Rankine  Cycle  on 
the  PV  and  TO  Diagrams,  Many  of  these  pomts  are  more 
clearly  brought  out  when  the  operations  of  the  cycle  are  repre- 
sented on  the  temperature-entropy  and  indicator  diagrams,  as 
in  the  accompanying  figures,  which  are  drawn  approximately  to 
scale  for  carbon  dioxide,  because  the  behaviour  of  the  liquid  cannot 
be  shown  satisfactorily  when  the  diagram  is  drawn  to  scale  for  water. 

The  curve  AC  in  either  figure  is  the  saturation  line,  showing  the 
relation  between  T  and  O,  or  P  and  F,  respectively,  for  the  liquid 
under  saturation  pressure.  The  curve  CB  is  the  saturation  line  for 
the  vapour.  C  is  the  critical  point.  Any  point  such  as  k  inside  the 
boundary  ACB,  represents  a  mixture  of  liquid  and  vapour  in  the 
proportion  of  dk  to  ck. 

Starting  from  the  point  A,  representing  the  state  of  liquid  CO, 
at  0**  C,  under  the  saturation  pressure  of  500  lbs.  per  sq.  in.  abs., 
in  either  diagram,  (1)  the  line  Ab  represents  the  adiabatic  com- 
pression of  the  liquid  to  the  higher  limit  of  pressure  represented 
by  900  lbs.  The  temperature  is  raised  8°  in  this  process,  and  the 
volume  is  slightly  diminished.  (2)  The  Une  bcde  represents  heating 
at  constant  pressure.  The  part  be  represents  heating  of  the  liquid 
to  saturation  temperature  and  volume.  The  part  cd  represents 
vaporisation  at  constant  temperature  T',  with  absorption  of  latent 
heat  L',  and  increase  of  volume  from  t;,'  to  V/.  The  part  de  repre- 
sents superheating  of  the  vapour  at  constant  pressure  with  a  further 
increase  of  volume.  The  increase  of  total  heat  from  fr  to  ^  is  repre- 
sented by  H'—  h'  in  the  general  formula  (4). 
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(8)  The  line  efg  represents  the  adiabatic  expansion  of  the  vapour, 
with  a  drop  of  total  heat  from  H'  to  H'\  corresponding  to  the 
pressure  drop  from  P'  to  P".  In  the  T<b  diagram,  efg\s  a  vertical 
straight  line,  because  the  entropy  is  constant.  In  the  PV  diagram, 
the  two  parts  ef  and  fg  of  the  curve  meet  at  a  slight  angle  at  the 
point /where  the  adiabatic  crosses  the  saturation  line,  because  the 
form  of  the  curve  for  the  dry  vapour  is  slightly  different  from  that 
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Fig.  20.    T^  and  PV  Diagrams  of  Bankine  Cycle  for  CO,. 


for  the  wet  mixture.  The  dryness  fraction  q  at  the  point  g  is  repre- 
sented by  the  ratio  of  the  length  A.g  to  the  length  AB  in  either 
diagram. 

(4)  The  last  operation  is  the  condensation  of  the  wet  vapour, 
represented  by  the  line  gA,  in  which  heat  ff"—  A"  is  abstracted 
at  the  lower  pressure. 

The  area  of  any  closed  reversible  cycle  on  the  TO  diagram 
represents  the  heat  converted  into  work.  The  corresponding  closed 
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area  on  the  PV  diagram  represents  the  work  obtained,  so  that  the 
areas  are  equivalent.  The  area  of  the  Rankine  cycle  is  not  exactly 
represented  by  taking  the  saturation  line  Ac  for  the  liquid  in  place 
of  the  broken  line  Abe,  The  difference  is  quite  appreciable  in  the 
case  of  carbon  dioxide,  but  immaterial  in  the  case  of  water  at  low 
temperatures. 

The  work  done  by  the  feed-pump  is  represented  by  the  area 
OAbp  on  the  indicator  diagram,  which  is  equal  to  (P'  —  P") », 
where  v  is  the  mean  volume  of  the  liquid  during  compression.  Even 
in  an  extreme  case  like  that  of  CO,,  the  area  in  question  is  very 
nearly  a  rectangle.  This  area  is  not  represented  at  all  on  the  TO 
diagram,  because  the  energy  is  supplied  as  work  and  not  as  heat. 
The  whole  area  Ogep  on  the  indicator  diagram,  to  the  line  of  zero 
volume,  accurately  represents  the  work-equivalent  of  the  adiabatic 
heat-drop  H'—  H"  of  the  vapour,  being  the  integral  of  VdP  from 
P"  to  P',  from  which  the  work  of  the  feed-pump  must  be  deducted 
to  get  the  area  of  the  cycle.  The  area  AcdefgA  is  not  exactly  equi- 
valent to  H'"  H",  though  this  is  commonly  assumed  in  using 
the  TO  diagram.  The  error  of  this  assumption,  represented  by 
the  area  0Ac6p  on  the  PV  diagram,  is  of  the  same  order  of  magni- 
tude as  the  work  of  the  feed-pump,  about  20  per  cent,  in  the 
present  case. 

88.   The  Adiabatic  Heat-Drop.   The  quantity  most  often 

required  is  the  work  obtainable  in  the  cylinder  of  the  engine^  which 
is  directly  given  by  the  adiabatic  heat-drop  H'—  H'\  without 
applying  the  small  correction  for  the  feed-pump  work  required  in 
the  case  of  the  Rcmkine  cycle.  In  any  case  it  is  important  to  be 
able  to  determine  readily  the  value  of  the  total  heat  fl"  at  any 
point  of  the  expansion  when  the  entropy  O'  remains  constant. 
Either  H'—  H"  or  H"  is  directly  obtained  from  the  formula  (4) 
already  given  for  the  Rankine  cycle  by  transferring  the  small 
term  A'—  h"  to  the  right  hand  side  of  the  equation,  which  gives 

ff'- ff"=: ff'- r"0'+  r'f - A"=  H- r'0'+  g",  ...(q) 

or  ff"  =  r'O'-  G'\ (10) 

where  (?"=  T"^"—  A"  by  definition.  Since  G  is  the  same  function 
of  the  temperature  for  either  wet  steam  or  water,  the  only  difficulty 
in  applying  this  formula  is  to  find  the  initial  value  of  the  entropy 
O',  which  necessarily  depends  on  the  data  given  for  the  initial  state. 
In  any  practical  problem,  it  is  usually  necessary  to  find  the 
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final  value  of  the  volume  F"  in  addition  to  the  total  heat,  but  this 
is  easily  deduced  from  the  total  heat  by  the  aid  of  the  relations 
already  given.  The  two  cases  of  dry  and  wet  steam  will  be  treated 
separately  on  account  of  the  difference  of  the  expressions  required 
in  applying  the  formula,  but  the  principle  of  the  method  is  the 
same  in  both  cases.  The  differences  arise  only  from  variations  in 
the  possible  data,  since  the  state  of  wet  steam  cannot  be  fixed  by 
the  pressure  and  temperature  alone  as  in  the  case  of  dry  steam. 
In  many  cases  the  final  volume  is  given  in  place  of  the  pressure 
or  temperature,  which  necessitates  a  slight  variation  in  the 
procedure. 

It  is  sometimes  necessary  to  distinguish  between  (1)  the  work 
done  in  adiabatic  flow,  which  is  the  equivalent  of  the  Heat-Drop 
jff'—  H'\  and  (2)  the  work  done  in  adiabatic  expansion^  which  is 
the  equivalent  of  the  Energy-Drop  £'—  E",  and  is  seldom  required 
in  practice.  In  a  reciprocating  engine,  the  heat-drop  is  the  equi- 
valent of  the  total  work  obtainable  in  the  cylinder,  and  includes  the 
work  (P'V)  done  by  the  admission  of  the  steam  and  the  work 
(—  P"F")  done  in  exhausting  the  steam,  in  addition  to  the  work 
of  expansion  J  {E'—  E").  Similarly  in  steady  flow  through  a 
turbine,  the  total  work  done  is  the  equivalent  of  the  Heat-Drop,  and 
not  of  the  Energy-Drop.  The  latter  is  so  seldom  required  that  the 
term  expansion  may  be  used  generally  to  include  the  case  of  steady 
flow,  unless  otherwise  specified. 

89.    Adiabatic  Expansion  of  Dry  Steam.    If  the  final 

state  is  dry  as  well  as  the  initial  state,  as  may  frequently  happen  in 
the  early  stages  of  expansion  with  superheated  or  supersaturated 
steam,  it  is  often  advantageous  to  calculate  the  heat-drop,  or  the 
final  state,  directly  from  the  adiabatic  equations,  which  are  the 
same  as  those  of  a  perfect  gas.  The  advantage  of  this  procedure  is 
most  evident  when  small  differences  are  in  question,  as  in  cal- 
culating the  discharge  through  a  nozzle.  The  use  of  the  tables  for 
dry  steam  involves  a  double  interpolation  for  both  T  and  P,  which 
is  troublesome  to  perform  with  the  necessary  degree  of  accuracy. 
Whereas  the  adiabatic  equations  are  extremely  simple,  especially 
if  the  small  quantity  b  is  neglected,  as  is  usually  done  in  the  case 
of  gases.  The  values  of  O  and  G  are  seldom  required  if  the  initial 
and  final  states  are  both  dry,  because,  if  either  P,  or  F,  or  ^,  is 
given  for  the  final  state,  the  other  two  are  easily  calculated  without 
reference  to  O  or  6.  The  adiabatic  heat-drop  is  most  easily  found 
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from  the  formulae,  given  on  p.  229,  and  in  Appendix  III,  and  the 
value  of  V  is  most  easily  calculated  from  that  of  H. 

The  tables  are  most  useful  for  finding  the  initial  values  of  ff , 
O,  Vy  and  G,  when  the  range  of  expansion  is  considerable,  and  the 
final  state  is  saturated.  The  value  of  £r  is  the  easiest  to  find  by  inter- 
polation in  the  tables,  since  the  differences  are  small  and  regular. 
When  required  below  the  tabulated  limit  of  100°  C.  for  dry  steam, 
H  may  easily  be  obtained  with  great  accuracy  from  the  formula, 
B  =  S^T  -  SCF  +  464  (F.P.C.),  which  for  purposes  of  numerical 
calculation  takes  the  form 

K  =  594-82  +  0-4772^  -P{c-  00087)/2-2486  (F.P.C.).  ...(11) 

The  last  term,  representing  SCP^  being  small,  can  be  worked  on  a 
small  slide-rule,  with  values  of  c  from  Table  III  (c).  The  small 
constant  0-0087  to  be  subtracted  from  c,  represents  Sb/lS;  and  the 
factor  2*2486,  representing  8/18a,  is  the  same  as  that  required  for 
finding  V  by  the  formula 

r  =  2-2486  {H  -  B)IP  +  00128  (F.P.C.),  (12) 

which  is  most  often  required,  and  is  given  for  other  systems  of 
units  in  the  Steam  Tables,  App.  III.  Unless  small  differences  are 
in  question,  the  initial  and  final  values  of  H  and  V  may  often  be 
obtained  with  sufficient  approximation  by  reading  the  diagram, 
as  explained  in  Appendix  II. 

90.    Adiabatic  Expansion  of  Wet  Steam.    The  usual 

method  of  fmding  H*'  in  adiabatic  expansion  for  wet  steam,  is 
to  find  the  final  quality  or  dryness  fraction  q"  from  the  equation  of 
constant  entropy,  0"=  O',  or 

<f>"+  q''U'IT"=^  f  +  q'UjT,  (18) 

and  to  deduce  H"  and  V"  by  means  of  g"  from  the  relations 

H"^  y"L"+  A",     F"=  g"F;'+  (1  -  g")»" (14) 

where  V^"  is  the  tabulated  volume  of  dry  saturated  steam  at  the 
final  pressure. 

This  method  involves  the  tabulation  of  the  five  quantities, 
i;,  ^,  A,  L,  and  LjT  in  addition  to  p^  t^  O,  Hy  and  F,  and  gives  the 
required  drop  of  total  heat  JI'—  jff"  as  the  difference  between  two 
large  quantities,  each  of  which  must  be  carefully  calculated  when 
small  differences  are  in  question.  The  method  is  somewhat  in- 
convenient in  practice  when  the  final  volume,  or  the  ratio  of  ex- 
pansion, is  given  in  place  of  the  final  pressure  or  temperature. 

14-2 
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When  the  final  volume  is  the  given  quantity  it  is  first  necessary  to 
find  the  final  pressure,  which  is  generally  calculated  by  employing 
Zeuner's  empirical  formula,  namely, 

ppi,o86-M'/io  =,  constant (15) 

This  equation  gives  a  fair  quaUtative  representation  of  the 
adiabatics  of  wet  steam  over  the  range  required  in  practice,  but  it 
is  foimd  on  closer  investigation  that  it  does  not  agree  with  the  tables, 
unless  the  index  is  taken  as  a  function  of  the  initial  and  final 
pressures,  as  well  as  of  the  wetness.  Thus  for  steam  nearly  dry  at 
200°  C,  the  initial  value  of  the  index  is  1-155  in  place  of  1-185, 
but  falls  below  the  latter  value  when  the  range  of  expansion 
(starting  at  200°  C.)  is  extended  below  100°  C.  The  error  at  low 
pressures  may  amount  to  15  or  20  cals.  C.  in  the  heat-drop.  Many 
attempts  have  been  made  to  express  the  variation  of  the  index  in 
terms  of  pressure  or  temperature  for  different  ranges,  but  the 
resulting  expressions  are  too  complicated  to  be  of  much  practical 
use.  Even  in  its  simplest  shape,  the  formula  is  somewhat  trouble- 
some to  work.  It  cannot  be  applied  to  superheated  steam,  and  the 
results  are  often  less  accurate  than  those  which  may  be  obtained 
by  simple  inspection  of  a  diagram  (see  Example  1,  below). 

If  more  exact  results  are  required  than  can  be  obtained  from  a 
diagram  the  method  of  the  next  section  based  on  the  thermo- 
dynamic potential  G  is  generally  the  most  convenient. 

To  find  />"  and  t"  if  F"  is  given.  If  the  final  volume  is  known, 
but  not  the  temperature  or  pressure,  as  is  the  case  when  the  ratio 
of  expansion  alone  is  given,  the  usual  procedure  for  calculating  q 
fails.  The  main  object  of  Zeimer's  equation  is  to  meet  this  case  by 
calculating  the  final  pressure  from  the  ratio  of  expansion.  It  is 
well  known  that  Zeuner's  equation  does  not  give  p  very  accurately 
from  F.  An  exact  solution,  however,  may  easily  be  found  by  trial 
from  the  simple  expression  for  VfV^  already  given,  with  the  aid  of 
the  tables  for  F,  IT,  and  G  for  saturated  steam.  If  the  final  volume 
of  wet  mixture  F  is  given,  the  value  of  F,  is  known  approximately, 
since  it  must  be  a  little  greater  than  F.  This  gives  an  approximate 
value  of  the  temperature,  and  therefore  of  H^  and  G,  from  which  F 
may  be  calculated  for  comparison  with  the  given  value.  After 
two  trials,  the  exact  answer  can  always  be  found  by  interpolation. 

Example  1.  The  following  example  will  make  the  procedure  dear. 
Given  0'=  1*600,  from  the  initial  state,  find  the  pressure  and 
temperature  when  the  steam  has  expanded  to  a  volume  of  200  cu.  ft. 
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per  lb.  The  answer  can  be  found  approximately  from  any  diagram 
on  which  boih  volume  and  entropy  are  shown.  Inspection  of  the 
diagram  accompanjdng  this  book  gives  immediately 

p"=  1-87,     <"=  44-5°  C,     ff"=  505,     g"=  0-807. 

To  find  a  more  accurate  solution  from  the  tables,  take  as  a  trial 
solution, 

<"=  45%     F,"=  244-80,     ff,"=  615-84,     G"=  8-50,     H"=  505-45. 

This   gives 

F"/F,"=  (505-45  -  44-85)/(615-84  -  44-85)*, 

or  r"=  197-28.  Taking  <"=  44%  F/'=  256-45,  H,"=  614-88, 
e"=  8-85,  gives  V"=  206-68.   By  interpolation 

<"«  44  -h  6-68/9-40  =  44-71°,  p"^  1-8694,  6"=  8-46. 

Whence  ff"=  r"0'-  6"=  508-48  -  8-46  =  505-02,  which  confirms 
the  diagram.   Since  F/'  at  44-71**=  247-8, 

(1  -  g")  =  47-8/247-8=  -1980, 
or  q"=  -8070. 

It  is  seldom  worth  while,  except  when  small  differences  are 
required,  to  solve  problems  of  this  kind  more  accurately  than  they 
can  be  solved  by  inspection  of  the  diagram.  It  should  be  observed, 
however,  that  it  is  a  great  advantage  to  have  both  F  and  O  shown 
on  the  same  diagram.  As  a  rule,  they  are  shown  on  different  dia- 
grams (e.g.  those  of  Mollier)  and  it  would  be  necessary  to  find  by 
trial  a  point  on  the  line  O  =  1-60  on  one  diagram  giving  the  same 
state  as  a  point  on  the  line  V  =  200  on  the  other.  This  is  so  trouble- 
some and  confusing  in  practice  that  it  is  generally  better  to  use 
the  tables,  if  a  suitable  single  diagram  such  as  that  explained  in 
Appendix  II,  is  not  avaUable. 

91.    Use  of  the  Potential  G  in  Adiabatic  Expansion. 

The  thermodynamic  potential  G  being  defined  by  the  genercJ 
relation 

G^T(t>-H,    (16) 

the  expression  for  the  heat-drop  ff'—  H"  when  0'=  O"  is  evidently 

H'-  £r"=  {T-  r")0'-  (C-  G"), (17) 

which  applies  to  any  state  of  the  steam,  whether  wet  or  dry, 
*  See  equation  (18),  next  page.  H"  from  Q"  by  (10). 
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superheated  or  supersaturated,  provided  that  the  proper  values  of 
G  are  inserted  in  the  formula.  The  use  of  this  expression  is  most 
adv€tntageous  in  the  case  of  wet  steamy  because  G  is  the  same  for 
water  and  steam  in  equilibrium,  and  its  value  for  €tny  mixtiure  of 
water  and  steam  is  therefore  independent  of  the  composition  of 
the  mixture. 

The  defect  of  volmne  F,"—  V"  due  to  wetness  is  directly 
obtained  by  the  equation 

F/'-  F"=  F,"  (iSr/'-  H")I(H,"-  St),  (18) 

from  the  corresponding  defect  of  total  heat  ff,"—  H"  due  to 
wetness,  without  the  necessity  of  calculating  g".  This  expression  is 
exa4:t,  according  to  the  author's  equations,  €tnd  does  not  require 
any  correction  for  the  volume  of  the  liquid  or  for  the  variation  of 
the  specific  heat.  The  value  of  5^  is  f  —  </800,  but  it  may  generally 
be  t€tken  as  t  simply,  since  st  itself  is  small  compared  with  H. 

The  advantage  of  this  method  is  that  the  required  drop  of 
total  heat,  and  the  required  defect  of  volume,  are  directly  given  as 
small  terms  which  may  generally  be  calculated  with  a  small  slide- 
rule.  The  single  quantity  G  is  tabulated  in  place  of  the  five  quantities 
»,  A,  {f>,  Zf,  and  L/T,  which  are  so  seldom  required  for  other  purposes, 
and  are  so  easily  calculated  by  the  author's  formulae,  as  not  to 
require  close  tabulation.  This  effects  a  considerable  simplification 
in  the  tables,  and  makes  it  possible  to  include  all  three  systems  of 
units  in  one  table,  App.  Ill,  Steam  Table  II,  which  is  a  matter  of 
great  convenience  in  comparing  the  results  of  experiments  recorded 
in  different  systems  of  imits. 

Since  G"=  T"0"-  1?"=  T"0/'-  ff/',  for  wet  steam,  where 
O,"  and  Hg"  are  the  tabulated  values  of  the  entropy  and  total  heat 
of  dry  saturated  steam  at  T",  the  same  formula  may  also  be  written 
in  the  convenient  shape 

ff'-ff"=r"(0/'-0')  +  H'-fl/',    (19) 

which  is  easy  to  work  by  taking  O,"  and  H/'  from  the  tables  for 
saturated  steam  in  place  of  G'  and  G'\  But  the  formula  in  this 
shape  applies  only  when  the  final  state  is  wet,  and  it  is  necessary 
to  find  r"  by  adding  278-1°  C.  or  459-6°  F.  to  the  tabulated  value 
of  <".  The  results  obtained  will  not  be  quite  so  accurate  as  those 
given  by  the  G  formula  unless  O,  is  tabulated  to  five  places  of 
decimals.  Since  H'  occurs  on  both  sides  of  the  equation,  it  is 
evident  that  the  formula  in  this  shape  is  simply  equivalent  to 
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H"^  ff,"—  T"  (O,—  O'),  which  is  obvious,  and  is  often  convenient 
if  O'  is  given  and  ff"  alone  is  required  in  place  of  H'—  H". 

It  was  not  considered  worth  while  to  tabulate  T  in  addition 
to  t,  because  the  G  formula  for  the  heat-drop  involves  only  the 
difference  T'—  T",  which  is  the  same  as  f  —  t",  and  because  T  is 
so  easily  obtained  from  t  on  the  few  occasions  on  which  it  is  required. 
The  potential  G  on  the  other  hand  is  troublesome  to  calculate,  and 
is  worth  tabulating  for  many  other  reasons. 

When  it  is  required  to  calculate  a  number  of  values  of  the 
heat-drop  DH  from  a  given  initial  state  to  several  different 
final  states,  the  formula  (17)  in  terms  of  G  will  be  foimd  the  most 
convenient,  since  O'  and  C  are  the  same  for  each  value  of  DH  to 
be  calculated.  The  work  may  conveniently  be  arranged  as  in  the 
following  example. 

Example  2.  Find  DH^  from  the  initial  state  P  =  160  lbs., 
t  =  200°  C,  to  each  of  the  final  states,  P  =  80,  40,  20,  10,  5,  2, 
and  1  lb. 

HereO'=  1-59128  from  Table  VI,  and  G'=  76-40  from  Table  VII. 


Final  P 
FinaK 

80 
155-52 

40 
130-67 

69-33 
40-99 
2712 
76-40 

20 
108-87 

10 
89-58 

5 
72-38 

2 
62-27 

1 

38-74 

Diff.  ^-r 

Diff.  X  (*'  - 1) 
Add  G'' 
Subtract  G' 

44-48 

26-30 

37-54 

-76-40 

9113 
53-88 
19-22 
76-40 

110-42 
65-29 
13-26 
76-40 

127-62 

75-46 

8-81 

76-40 

147-73 

87-35 

4-69 

76-40 

161-26 

95-35 

2-61 

76-40 

DHu,^ 

31-92 

6104 

87-83 

112-57 

135-49 

163-37 

182-82 

The  difference  t'—  t"  is  multiplied  by  O'—  1  and  added  to 
<'—  t"  because  this  gives  better  accuracy  with  the  Fuller  slide-rule 
employed  for  the  multiplication  of  i*—  i"  by  the  constant  factor 
0-59128.  If  the  second  formula  (19)  for  DH^^  involving  the  term 
T"(0,"—  O'),  were  employed  for  this  purpose,  we  should  have  to 
look  up  H^"  and  O,"  in  Table  II  in  addition  to  t"  at  each  point, 
and  to  find  T"  by  adding  278-10.  Both  factors  of  the  product 
y  (O,"—  O')  would  be  different  in  each  case,  which  would  add 
considerably  to  the  work  required. 

When  on  the  other  hand  we  require  the  heat-drop  from  several 
different  initial  states  to  the  same  final  pressure,  the  second  formula 
(19)  is  usually  more  convenient,  since  T"  and  O,"  are  constant; 
whereas  both  factors  of  the  product  (i'—  t")  O'  would  be  different 
at  each  point  in  the  G  formula. 
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Example  8.  Find  DH^  from  160  to  1  lb.,  with  initial  tempera- 
tures t  =  200*^,  250°,  800°,  850°,  400°,  450°,  500°  C.  r"=  811-84°  C. 


Initial  t 

200^ 

260° 

300^ 

360<» 

400° 

460° 

600° 

Initial  (*'  - 1) 
Final  (*/'-!) 
Diff.  (*/'  -  *') 

0-69123 
0-97239 
0-38116 

0-64699 
0-97239 
0-32540 

0-69523 
0-97239 
0-27716 

0-73810 
0-97239 
0-23429 

0-77685 
0-97239 
0-19564 

0-81233 
0-97239 
016006 

0-84511 
0-97239 
0-12728 

Initial  H' 
Subtract  H/' 

676-41 

118-87 

-  612-46 

70414 
101-47 
612-46 

730-65 

86-43 

612-46 

766-16 

73-06 

612-46 

781-25 

60-98 

612-46 

806-00 

49-91 

612-46 

830-52 

39-69 

612-46 

DH^=^ 

182-82 

193-15 

204-52 

216-76 

229-77 

243-45 

257-75 

92.    Tables  of  Adiabatic  Heat-Drop.    The  adiabatie 

heat-drop  is  required  as  a  standard  of  comparison  for  the  per- 
formance of  steam  engines  and  turbines,  and  is  often  tabulated  with 
this  object,  especially  in  relation  to  the  efficiency  required  or 
guaranteed  in  commercial  specifications.  Tables  of  heat-drop  in 
B.Th.U.  based  on  the  author's  formulae  have  been  published*  for 
this  particular  purpose  covering  a  range  of  27  to  29  inches  vacuum 
in  tenths  of  an  inch,  with  50  to  400  lbs.  initial  pressure  and  0° 
to  800°  F.  superheat  at  intervals  of  10  lbs.  and  25°  F.  These  contain 
upwards  of  12,000  entries,  and  are  very  complete  for  the  required 
purpose;  but  the  possible  variety  of  initial  and  final  states  is  so 
great,  and  there  are  so  many  different  systems  of  specifying  the 
measurement  of  pressure  and  temperature,  that  it  would  be  im- 
practicable to  construct  tables  of  this  kind  to  meet  all  possible  cases. 
The  Steam  Table  VIII  of  heat-drop  in  calories  Centigrade, 
given  in  Appendix  III,  covers  a  wide  range  of  initial  states,  but  is 
restricted  to  a  final  pressure  of  1  lb.  It  will  be  found  useful  for  a 
similar  purpose,  but  requires  the  application  of  a  vacuum  correction 
if  the  final  pressure  differs  from  1  lb.  The  table  is  arranged  to 
correspond  with  Steam  Tables  IV,  V,  VI,  and  VII,  of  H,  F,  O, 
and  G,  so  that  the  initial  values  of  these  quantities  are  easily 
obtained  if  required  in  the  case  of  superheated  steam.  In  the  case 
of  steam  below  the  saturation  limit,  the  initial  states  are  defined 
by  the  values  of  H  given  in  Steam  Table  IV,  but  the  initial  state 
is  taken  as  wet  saturated  instead  of  dry  supersaturated,  so  that 
the  initial  values  of  F,  O,  and  G  are  different,  and  must  be 
deduced  from  fl,  if  required,  with  the  aid  of  Steam  Table  II 
for  saturated  steam.  This  is  equivalent  to  supposing  that  the  dry 

♦  Edward  Arnold,  1917. 
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supersaturated  steam  of  Tables  V,  VI,  and  VII,  is  transformed 
into  wet  saturated  at  constant  P  and  Hy  as  would  actually 
happen  if  the  dry  supersaturated  steam  were  discharged  into  a 
receiver  without  loss  of  heat.  The  initial  temperatures  for  super- 
heated steam  are  those  given  in  the  column  on  the  left;  the  initial 
temperatures  for  steam  below  the  saturation  limit,  are  the  satura- 
tion temperatures  given  in  the  lowest  line  of  the  table,  together 
with  the  values  of  the  heat-drop  DfT,  for  dry  saturated  steam, 
from  the  given  initial  pressures  to  a  final  pressure  of  1  lb. 

The  values  are  tabulated  to  two  places  of  decimals,  in  case  they 
may  be  required  for  small  differences,  but  owing  to  the  number  of 
different  figures  from  other  tables  involved  in  the  calculation  of 
each  separate  result,  the  errors  may  often  exceed  one  in  the  last 
figure  of  the  heat-drop. 

Values  of  the  heat-drop  to  1  lb.,  for  initial  pressures  and  tem- 
peratures intermediate  between  those  tabulated,  may  generally 
be  obtained  with  sufficient  accuracy  for  most  purposes  by  linear 
interpolation.  But  at  low  pressures,  where  the  intervals  are  re- 
latively large,  it  is  sometimes  advisable  to  employ  the  special  rule 
for  O  and  G  given  in  the  Steam  Tables,  App.  Ill,  §  202.  The 
kirgest  interval  (ratio  2/8)  is  that  between  20  and  80  lbs.,  which  is 
very  seldom  required.  To  find  the  heat-drop  from  25  lbs.  at  200°  C, 
by  linear  interpolation,  we  should  add  half  the  tabular  difference 
18-51  to  117-06,  giving  128-82.  By  the  special  rule,  the  half- 
difference  6-76  should  be  increased  in  this  case  by  1/lOth,  or  0-68, 
giving  124*50  as  the  correct  result.  The  error  of  linear  interpolation 
between  tabulated  values  P'  and  P"  can  never  exceed 

(P'_  p")/4  (P'+  P") 

of  the  tabular  difference,  e.g.  between  90  and  100  lbs.  the  maximum 
error  amounts  to  less  than  l/20th  of  a  calorie,  and  between  450 
and  500  lbs.  to  about  l/80th.  Linear  interpolation  for  temperature 
difference  is  quite  satisfactory,  and  may  be  effected  simultaneously 
with  that  for  pressure  difference  by  adding  the  appropriate  fraction 
of  the  tabular  difference  for  lO*'. 

To  correct  the  heat-drop  to  any  other  final  temperature  fj, 
in  place  of  ^  =  88-74'^  C,  the  value  for  1  lb.,  we  have  to  add 
{k  -  k)  *'-  (Gi  -  G^\  the  heat-drop  from  fi  to  fj  at  O',  the  initial 
value  of  the  entropy.  This  is  easier  than  calculating  the  whole 
heat-drop,  because  G'  is  not  required,  an  approximate  value  of  O' 
suffices,  and  the  multiplication  can  be  done  on  a  small  slide-rule. 
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Thus  to  find  the  heat-drop  from  25  lbs.  at  200°  C,  to  2  lbs.  in  place 
of  lib.,  we  find  0'=  1-814  from  Table  VI,  f,  =  52-27** C,  and 
Gj  =  4.69  from  Table  II,  whence  the  required  correction  is 
18-58  X  1-814  -  2-08  =  22-47,  to  be  subtracted  from  124-50,  giving 
102-08  for  the  heat-drop  to  2  lbs.  or  25-92"  vacuum  (Bar.  80"). 
But  this  is  an  extreme  case.  The  vacuum  correction  seldom  exceeds 
10  cals.  C.  The  correct  value  of  the  heat-drop,  directly  calculated 
with  0'=  1-81425,  G'=  170-70,  by  7-figure  logarithms,  comes  out 
102-02,  which  agrees  within  the  probable  limits  of  error  of  the 
tabular  data. 

Table  VIII  differs  from  Steam  Tables  IV,  V,  VI,  and  VII,  by 
the  addition  of  the  first  column  for  an  initial  pressure  of  15  lbs. 
This  has  been  added  to  include  the  case  of  low-pressure  turbines, 
which  generally  work  with  an  initial  pressure  between  15  and  20  lbs. 
The  maximum  error  of  linear  interpolation  between  15  and  20  lbs. 
cannot  exceed  1/28  of  the  tabular  difference,  which  is  nearly  10  cals. 
at  all  degrees  of  superheat.  This  amounts  to  0-85  per  cent,  of  the 
heat-drop  at  the  lower  initial  temperatures  in  the  table,  so  that  it 
may  be  advisable  to  correct  the  result  of  linear  interpolation  by  the 
special  rule  already  quoted,  which  takes  in  this  case  the  following 
form. 

When  the  given  initial  pressure  P  is  intermediate  between  15 
and  20  lbs.,  find  by  linear  interpolation  the  fraction  (P  —  15)/5 
of  the  tabular  difference  Z>  at  the  given  initial  temperature,  increase 
it  by  the  fraction  (20  -  P)/2P  of  itself,  and  add  the  result  to  the 
tabulated  heat-drop  at  15. 

Thus  if  P  =  17,  t  =  200**,  D  =  9-68,  the  correction  by  linear 
interpolation  is  8-87.  This  must  be  increased  by  8/34  of  itself,  or 
0-84  cal.  giving  the  result  107-88  +  3-87  +  0-84  =  111-59  cals.  C. 

The  initial  values  of  H  at  15  lbs.  are  easily  found,  if  required, 
by  adding  5SC  to  the  tabulated  values  at  20  lbs.,  or  half  the 
difference  for  10  lbs.,  namely  105C,  given  in  the  first  column  of 
Table  IV.  The  value  at  the  given  initial  pressure  may  be  obtained 
with  equal  ease  by  adding  the  appropriate  fraction  of  lOiSC,  e.g. 
at  17  lbs.  and  200**  C,  add  0-8  x  0-884  =  0-25  to  H  =  688-08  at 
20  lbs.  Similarly,  to  find  the  initial  value  of  the  entropy,  if  required 
for  the  vacuum-correction,  add  to  the  tabulated  value  of  the 
entropy  in  Table  VI  at  20  lbs.  the  fraction  (20  -  P)I5  of  0-082, 
since  the  value  of  the  entropy  at  15  lbs.  exceeds  that  at  20  lbs. 
by  the  nearly  constant  quantity  0-082,  which  is  accurate  enough 
for  the  purpose  of  the  vacuum-correction,  though  not  for  the  whole 
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heat-drop.  The  initial  value  of  G  is  not  required  for  the  vacuum- 
correction,  and  that  of  V  may  be  most  easily  obtained  from  H  by 
the  usual  formula  for  dry  steam. 

It  wiU  be  seen  that  most  of  these  corrections  are  insignificant 
in  practice,  but  they  may  be  required  if  it  is  desired  to  investigate 
the  probable  effect  of  small  changes  in  the  initial  conditions. 

93.  Absolute  Thermal  Efficiency  of  the  Rankine  Cycle. 

The  efficiency  of  the  cycle,  or  the  fraction  of  the  heat  received 
which  is  converted  into  work,  is  readily  obtained  from  the  expres- 
sions previously  given  for  the  work  done  per  cycle.  The  heat  received 
is  the  change  of  total  heat  ff'—  h'  at  constant  pressure  p\  from  the 
state  of  water  at  the  lower  temperature  to  that  of  steam  at  the 
upper  limit  of  superheat.  The  heat  rejected  is  the  product  of  the 
corresponding  change  of  entropy  O'—  <f>'  by  the  temperature  T'\ 
The  heat  converted  is  H'-  h'-  T"  (O'-  ^'),  wWch  may  also  be 
put  in  the  form  H'-  ff"-  (A'-  h'%  where  H'-  H"  represents  the 
work  done  by  the  steam,  and  h'—  h"  the  work  of  the  feed-pump 
Aw  =^  ao"  ijp' —  p").  We  have  therefore  the  following  expressions 
for  the  efficiency  AW/Q\ 

AW  1(1' =  1  -  r"(0'-  <f>y{H'-  h')  =  {H'-  H"-  Aw)l(H'-'  A"-  Aw), 

(20) 

of  which  the  second  is  the  most  convenient  for  use  with  the  tables, 
when  combined  with  the  formula  already  given  for  the  heat-drop 
H-  H'\ 

The  performance  of  an  engine  is  commonly  expressed  in  terms 
of  the  number  of  pounds  of  steam  required  per  horse-power-hour 
of  1,980,000  foot-pounds  (H.P.H.).  The  work  obtainable  per  pound 
of  steam  in  the  Rankine  cycle  being  represented  by 

1400  (»'-  H"-  Aw), 

the  number  of  pounds  of  steam  required  per  H.P.H.  is  given  by 
the  numerical  formula,  14>14>-S/{H'—  H"—  Aw).  This  is  a  favourite 
method  of  expression  in  the  case  of  superheated  steam,  but  is  very 
misleading,  because  it  obscures  the  fact  that  a  pound  of  super- 
heated steam  contains  more  heat,  and  requires  more  fuel  to 
produce  it,  than  a  pound  of  saturated  steam.  The  theoretical 
improvement  in  efficiency  by  superheating  is  comparatively  small 
even  when  the  superheat  is  considerable,  as  shown  in  the  following 
example,  in  which  supersaturation  (§  187)  is  excluded. 
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Example  4.  Efficiency  of  the  Rankine  Cycle  for  steam  at  200  lbs. 
condensing  at  40°  C,  with  various  initial  temperatures. 


Initials' 

S' 

^' 

(?' 

H'-H'' 

AW 

H'-h' 

Efficiency 

Lbs./ 
H.P.H. 

194-36° 
300° 
400° 
600° 

669-69 
728-82 
780-26 
829-93 

1-6638 
1-6682 
1-7611 
1*8199 

66-69 
227-24 
398-37 
677-02 

186-96 
209-49 
234-79 
262-93 

186-62 
209-16 
234-46 
262-60 

629-47 
688-60 
74004 
789-71 

'2949 
-3037 
•3168 
•3326 

7-618 
6-761 
6-031 
6-386 

Final  state,  2>"=  1-0703,  G''=  2-78,  Aw  =  0-33,  V=  h''+  Aw  =  40-22. 
The  calculation  of  the  heat-drop  by  the  formula 

is  very  easy,  but  is  not  so  advantageous  in  the  case  of  highly  super- 
heated steam  as  in  the  case  of  wet  steam,  because  the  value  of 
G'  may  be  large,  as  in  the  last  example,  and  the  range  t'—  i"  is  also 
large.  When  the  absolute  thermal  efficiency  is  required  in  addition 
to  the  heat-drop,  it  is  necessary  to  take  W  from  the  tables  in  any 
case,  and  the  beat-drop  may  be  found  by  the  equally  simple 
formula 

which  is  just  as  easy  to  work,  and  saves  looking  up  G'.  The  formula 
in  terms  of  G  is  more  convenient  when  the  heat-drop  is  small, 
especially  if  K'  is  not  required.  The  second  is  often  preferable 
when  the  superheat  is  considerable,  and  fl'  is  required  for  other 
purposes.    See  Ex.  8. 

The  above  method  of  calculation  is  much  simpler  and  more 
accurate  than  working  out  the  Rankine  formula  with  S  =  '48,  and 
tf  =  1,  but  there  is  no  great  difference  in  the  results  if  the  same 
values  of  L  are  employed.  The  usual  method  of  working  out  the 
dryness  fraction  g  as  an  intermediate  step  with  the  aid  of  ^  and 
Zf/r,  and  deducing  K"  from  g,  L",  and  A",  involves  more  arith- 
metic, but  is  otherwise  exactly  equivalent  to  employing  G,  provided 
that  £r  and  h  are  defined  by  the  same  expressions. 

The  correction  for  the  feed-pump  work  Aw  is  of  the  same  order 
of  magnitude  as  the  effect  of  the  variation  of  the  specific  heat. 
Both  are  generally  less  than  errors  of  observation,  and  are  unimpor- 
tant for  practical  purposes;  but  neither  can  be  exactly  applied 
unless  the  relations  of  A,  ^,  L,  and  Jl  are  defined  with  much  greater 
precision  than  is  usually  attempted.  The  method  of  applying  the 
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correction  given  in  the  above  example,  is  that  required  by  the 
author's  equations  and  definitions.  The  assumption 

h'-h"=Aw==av"{p'-p"), 

in  adiabatic  compression  of  the  liquid  from  p"  to  p\  is  very  accurate, 
and  the  value  of  G"  takes  exact  account  of  the  variation  of  specific 
heat  according  to  the  formula  assumed  for  h"  under  saturation 
pressure.  The  effect  of  the  variation  of  S  for  the  vapour  is  also 
exactly  represented  in  the  expressions  for  H%  O'  and  (?'.  But  when 
purely  empirical  formulae  are  employed  for  these  various  quantities 
it  is  very  difficult  to  say  how  the  corrections  should  be  applied  or 
to  interpret  the  application  of  the  formulae  in  specif^  cases.  Thus 
if  Regnault's  formulae  are  used  for  H  and  h,  it  is  difficult  to  say 
exactly  what  they  mean,  or  to  specify  the  variation  of  8  and  L, 
They  have  in  fact  been  interpreted  and  applied  in  different  ways 
with  inconsistent  results. 

94*   The  Efficiency  Ratio,  and  the  Relative  Effici- 

ency,  F*  The  drop  of  total  heat  in  isentropic  expansion,  calcu- 
lated by  the  method  above  explained,  gives  the  thermal  equivfiJent 
of  the  work  theoretically  obtainable  under  the  condition  of  steady 
flow  from  a  higher  to  a  lower  pressifre,  and  can  be  calculated  very 
accurately  in  any  case,  since  it  depends  only  on  the  properties 
of  the  working  fluid  in  the  initial  and  final  states.  The  thermal 
equivalent  of  the  work  actually  done  by  the  steam  in  an  engine 
or  turbine  for  the  same  initial  state  and  final  pressure,  must 
always  be  less  than  the  ideal  value  thus  calculated,  provided 
that  no  additional  heat  is  supplied  after  the  steam  has  reached 
the  engine.  The  ratio  of  the  work  done  to  the  work  theoretically 
obtainable  in  the  engine  is  a  measure  of  the  relative  efficiency 
which  is  of  greater  practical  utility  than  the  absolute  thermal 
efficiency,  because  it  affords  a  fair  estimate  of  the  thermal  losses 
due  to  imperfect  fulfilment  of  the  theoretical  conditions. 

The  relative  efficiency  having  been  determined  for  different 
types  of  engine  under  various  conditions  by  direct  experiment, 
suppUes  a  convenient  means  of  estimating  the  performance  to  be 
expected  in  any  given  case,  or  the  dimensions  required  in  designing 
an  engine  for  a  particular  purpose.  But  since  its  value  cctnnot  be 
determined  by  experiment,  or  predicted  by  theory,  with  a  high 
degree  of  accuracy,  no  practical  advantage  is  gained  by  insisting 
on  small  corrections,  such  as  the  work  done  by  the  feed-pump,  or 
by  distinguishing  between  the  work  done  in  the  Rankine  cycle  €tnd 
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the  work-equivalent  of  the  heat-drop  in  adiabatic  expansion.  The 
relative  efficiency,  denoted  by  F,  will  therefore  be  defined  and 
employed  in  the  present  work  as  the  ratio  of  the  thermal  equivalent 
AW  of  the  indicated  work  per  poimd  of  steam  to  the  adiabatic 
heat-drop  {H'  —  H")^  calculated  from  the  tables,  or  read  on  the 
diagram,  for  the  same  initial  state  and  final  pressure.  The  relative 
efficiency  thus  defined  is  for  all  practical  purposes  the  same  as  the 
ratio  of  the  thermodynamic  efficiency  of  the  actual  engine  to  that 
of  the  Rankine  cycle,  which  is  commonly  called  the  "Efficiency 
Ratio."  It  is  easy  to  allow  for  the  difference  in  any  case  in  which 
the  accuracy  of  the  calculations  makes  it  worth  while,  but  the 
"relative  efficiency"  F  as  here  defined  is  the  most  useful  quantity 
to  employ  in  theoretical  calculations. 

It  follows  inmiediately  from  the  above  definition  of  the  relative 
efficiency  F  that,  if  M  is  the  mass-flow,  or  the  steam  supplied  to  the 
engine,  in  pounds  per  second,  the  indicated  horse-power,  I.H.P., 
is  given  by  the  equation 

I.H.P.  =  2-5454ilf F  (ff'-  H'%  (F.P.C.) 

=  l-4141ilfF  (iff'-  J?'%  (F.P.F.) (21) 

The  English  horse-power  is  taken  as  33,000  foot-poimds  per 
minute  at  London.  If  the  French  horse-power  (F.H.P.)  or  Cheval- 
Vapeur,  is  taken  as  75  kilogrammetres  per  second  in  latitude  45^, 
and  M  is  in  kilograms  per  sec,  the  corresponding  expression  for 
the  French  horse-power  in  (K.M.C.)  units  is 

French  I.H.P.=  5-694MF  (fl'-  H'%  (K.M.C.).   ...(22) 

To  find  the  consumption  of  steam  in  pounds  or  kilograms  per 
I.H.P.  hour  we  have 

Lbs./(I.H.P.H.)  =  8600M/(I.H.P.) 

=  1414-3/F  (ff '-  H'%  (F.P.C.) 

=  2546/F  (H'-  H'%  (F.P.F.) (23) 

Kg./(F.H.P.H.)  ==  632-3/F  (fl'-  H'\  (K.M.C.), 

which  are  useful  for  finding  the  value  of  F,  when  the  consumption 
is  given,  by  taking  {H'—  H")^  from  the  tables  or  diagram  for  the 
given  conditions. 

By  equation  II  (2),  if  there  is  no  external  loss  of  heat,  and  if 
the  kinetic  energy  of  the  steam  at  release  is  included  in  the  final 
value  of  H"  (as  would  be  the  case  if  the  total  energy  rejected 
were  actually  measured  in  a  calorimeter),  the  actual  heat-drop 
(H'—  H")  will  be  equal  to  the  effective  heat-drop  given  by  the 


IX]  roEAL  CYCLES  AND  STANDARDS  OF  EFFICIENCY  228 

product  F  (W—  H*')^.  The  effective  heat-drop  may  be  estimated 
from  the  value  of  F  in  this  mamier,  or  may  be  calculated  from  the 
actual  heat-drop  measured  experimentally,  by  applying  a  correc- 
tion for  the  external  heat-loss. 

In  many  cases  the  external  heat-loss  may  be  neglected,  being 
small  or  less  than  the  uncertainty  of  F.  The  actual  final  value  of 
H"  is  thus  known  approximately,  and  the  state  of  the  steam  at 
intermediate  points  of  the  expansion  may  be  inferred  with  a  fair 
degree  of  probability,  or  represented  by  a  suitable  curve  on  the 
diagram.  This  method  is  particularly  useful  in  treating  problems 
relating  to  nozzles  and  turbines,  when  the  flow  is  continuous,  and 
the  intermediate  states  lie  on  a  continuous  curve. 

Detailed  examples  of  the  applications  of  these  and  similar 
methods  are  given  as  illustrations  of  the  use  of  the  diagram,  which 
affords  ample  accuracy  in  nearly  all  cases  in  which  the  relative 
efiiciency  enters,  except  when  smaU  differences  of  heat-drop  are 
required.  In  the  latter  case  it  is  generally  necessary  to  use  the 
tables,  but  very  fair  results  may  also  be  obtained  by  a  simpler 
method  of  calculation  based  on  the  following  formula. 

95 .  Empirical  Equation  for  the  Adiabatic  of  Saturated 

Steam.  The  theoretical  equation  of  the  adiabatic,  namely 
H  =  TOq  —  G,  is  easily  applied  if  tables  of  G  and  O  are  available. 
For  exact  calculations  in  the  case  of  saturated  steam,  the  adiabatic 
drop  may  also  be  expressed  in  terms  of  H  and  T  only,  by  means 
of  the  following  theoretical  formula 

fl'-  fl"=  {H'+  8  X  278-1)  (I  -  r '/r )  +  sT'  log.  (r '/r ),  (24) 

which  is  comparatively  easy  to  work  in  the  absence  of  any  tables. 
But  the  corresponding  theoretical  expressions  in  terms  of  H  and  p, 
or  p  and  V  are  too  complicated  to  be  of  any  use.  For  this  reason  an 
empirical  expression  for  H  in  terms  oip  may  prove  useful  in  special 
cases,  for  obtaining  the  final  state,  or  for  finding  intermediate 
points  when  the  final  state  is  given. 

As  an  empirical  equation  for  the  heat-drop,  it  is  preferable  to 
use  an  equation  giving  H  directly  in  terms  of  p  or  V.  A  suitable 
type  of  equation  is  the  following 

H  -  B'=  Ap"»,   (25) 

which  gives  an  expression  for  the  adiabatic  heat-drop  exactly 
similar  to  that  for  dry  steam,  except  that  the  small  constant  b  is 
omitted,  and  that  the  values  of  B'  and  m  vary  sUghtly  for  different 
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adiabatics,  €tnd  are  only  about  half  as  great  as  the  corresponding 
constants  for  dry  steam. 

When  used  as  a  formula  of  interpolation,  for  finding  inter- 
mediate values  along  an  adiabatic  for  which  the  final  state  is  given, 
the  values  of  A;  and  m  are  not  required  in  the  calculation,  but  only 
that  of  B',  which  is  obtained  from  the  simple  relation 

(ff'-  B')I{H"-  B')^p'V'Ip"V'' (26) 

where  fl",  p'\  F",  are  the  given  final  values.  The  resulting  value 
of  B'  is  nearly  250  for  large  ratios  of  expansion  with  steam  initially 
dry.  Intermediate  values  oi  H  —  B'  are  obtained  from  those  of  p 
by  logarithmic  interpolation,  since  log  {H  —  B')  divides  the  intervfiJ 
between  log  {H'—  B')  and  log  (W—  B')  in  the  same  ratio  as  that 
in  which  logjp  divides  the  interval  between  log/?'  and  \ogp". 

An  equation  of  the  type  pV^=  K  is  often  employed  for  a  similar 
purpose  by  calculating  the  appropriate  value  of  the  index  y  to  fit 
the  initial  and  final  states,  from  the  relation 

y  =  log  {l,'lp")l\og  (V'lV). 

But  it  is  more  convenient  in  practice  to  employ  this  equation  in 
the  precisely  equivalent  form 

pV  =  A^«,  (27) 

where  m  -  1  -  1/y  =  log  {p'V lp"V")l\og  (p'jp"). 

An  equation  of  this  type,  with  the  appropriate  value  of  m,  fits 
the  adiabatic  very  closely  for  small  ranges  of  pressure,  but  it  has 
the  disadvantage  of  being  somewhat  inaccurate  for  large  ratios  of 
expansion,  imd  of  being  inconvenient  for  the  heat-drop,  which  is 
difiicult  to  calculate  accurately  from  the  value  of  V  given  by  the 
formula. 

The  difficulty  of  calculation  may  be  evaded  by  employing  the 
fictitious  value  of  the  heat-drop  obtained  by  integrating  aVdpy 

namely,  ^,_  ^„^  ^  ^,^,_  p"V'')lm (28) 

but  the  values  of  H  so  obtained  are  inconsistent  with  those  of  F, 
and  usually  lead  to  a  discrepancy  of  1  or  2  per  cent,  for  the  final 
heat-drop  assumed  in  calculating  m. 

So  much  experimental  work  has  been  based  on  Zeuner's  equation 
for  the  adiabatics  of  wet  steam,  and  so  many  attempts  have  been 
made  to  find  empirical  expressions  for  the  index  y  in  terms  of  the 
initial  and  final  states  and  the  wetness,  that  it  is  important  to 
realise  that  an  equation  of  this  type  cannot  correctly  represent  the 
adiabatic  with  any  value  of  the  index  except  for  smali  ranges  of 
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pressure.  On  the  other  hand  a  formula  of  the  type  (25)  fits  the 
adiabatic  very  fairly  for  large  ratios  of  expansion,  and  is  also  useful 
for  representing  different  types  of  expansion  curves  in  the  case  of 
turbines,  whether  the  efficiency  is  constant  or  varies  systematically 
throughout  the  expansion. 

The  difference  between  the  types  of  formulae  here  discussed  is 
most  readily  appreciated  by  taking  a  specific  example  and  drawing 
curves  showing  the  difference  between  the  theoretical  values  of 
the  heat-drop  and  those  given  by  the  empirical  methods  of  cal- 
culation. Curves  of  this  kind  are  shown  in  the  annexed  Fig.  21 
for  the  case  of  adiabatic  expansion  from  165  lbs.  (dry  sat.)  to 
1  lb.    The  abscissa  in  the  figure  represents  the  logarithm  of  the 
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Fig.  21.   Errors  of  Empirical  Formulae  for  2>i7«. 

pressure-ratio ;  the  ordinate  of  each  curve,  the  difference  in  cals.  C. 
of  the  heat-drop,  as  calculated  by  the  empirical  methods,  from  that 
given  by  the  theoretical  equation,  represented  by  the  horizontal 
base-line.  The  lowest  curve,  25 — ^Th,  which  crosses  the  base-line 
at  the  middle  of  the  range,  shows  the  excess  of  the  values  of  K 
calculated  by  formula  (25)  over  the  theoretical  values.  The  maxi- 
mum error  of  this  formula  is  only  0-8  of  cal.,  or  less  than  l/5th  of 
1  per  cent,  of  the  whole  heat-drop.  The  curve  Z — ^Th,  which  also 
crosses  the  base-line  near  the  middle,  shows  the  deviation  of 
Zeimer's  formula  (15),  with  the  index  1*185  for  dry  saturated  steam. 
This  gives  a  positive  deviation  of  about  5  cals.  near  the  start,  and 

as.  15 
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a  negative  deviation  amounting  to  17*4  cals.  at  the  finish.  The 
curve  27 — ^Th  shows  the  deviation  of  formula  (27)  from  the  theoretical 
when  the  value  of  the  index  is  specially  calculated  to  fit  the  fined 
state,  as  is  often  done.  The  deviation  then  reaches  a  maximum  of 
11-5  cals.  near  the  middle  of  the  range.  The  curve  Th — 28,  in  which 
the  sign  of  the  difference  plotted  has  been  changed  so  as  to  bring 
the  curve  above  the  base-line,  shows  the  effect  of  calculating  m  as 
in  (27),  but  taking  the  heat-drop  as  in  (28).  This  gives  good  results 
for  small  ratios  of  expansion,  but  leads  to  a  discrepancy  of  8  cals. 
in  the  final  state. 

Formula  (25)  is  distinctly  the  most  satisfactory  for  large  ranges 
of  pressure.  If  -ff"  is  given,  or  calculated  by  the  theoretical 
formula,  it  is  generally  sufficient  to  take  B'=  250,  and  the  values 
of  V  at  intermediate  pressures  may  be  found  with  sufficient  approxi- 
mation for  most  purposes  by  the  simple  formula  F  =  m{H  —  B')/ap, 
This  is  less  trouble  than  calculating  V  from  H  at  each  point  by 
reference  to  the  tables  for  saturated  steam,  but  the  latter  method 
is  much  the  most  accurate. 

If  />  is  a  round  number  given  in  the  tables,  so  that  no  inter- 
polation is  required,  it  is  usually  more  satisfactory  to  work  a  single 
result  by  means  of  the  theoretical  formula  H  =  TO  —  G.  But  if  jp 
is  not  a  round  number,  and  if  several  intermediate  values  are 
required,  the  empirical  formula  represents  some  advantages.  Its 
utility  becomes  even  more  apparent  if  it  is  required  to  solve  the 
inverse  problem  of  finding  the  pressures  when  the  division  of  the 
heat-drop  is  given,  as  in  the  following. 

Example  5.  Find  the  pressures  required  to  give  subdivision  of 
the  adiabatic  heat-drop  into  ten  equal  parts  from  H  =  667-55  at 
165  lbs.  to  £r  =  486-66  at  1  lb. 

The  whole  work  is  shown  in  the  following  table,  giving  the 
V€Jues  of  p  at  the  nine  intermediate  points.  Taking  B'=  250,  the 
values  oiH  —  B'  given  in  the  first  line  are  obtained  by  successive 
addition  of  18-089  (being  one-tenth  of  the  given  heat-drop)  to  the 
final  value  of  H  —  B\  namely  286*66.  The  second  line  gives  the 
corresponding  logarithms  omitting  the  characteristic  and  the 
decimal  point.  The  third  is  obtained  by  subtracting  the  logarithm 
(87412)  of  the  final  value  from  each.  The  values  of  log  jp  given  in  the 
fourth  line  are  obtained  by  logarithmic  interpolation,  i.e.  by 
multiplying  each  of  the  differences  in  the  third  line  by  the  ratio, 
1/m  =  2'2175/0«24644  of  the  difference  of  the  logarithms  of  the  initial 
and  final  pressures  to  the  difference  of  the  logarithms  of  the  corre- 
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spending  values  of  H  —  B\  and  adding  log  p'\  which  in  this  case 
is  0.  The  theoretical  values  are  added  in  the  last  line  for  comparison, 
as  obtained  by  a  method  given  in  a  later  section. 

H-B'        399-46  381-37  363-28  34519  327-10  309-02  290-93  272-84  254-75 
log  H-B'    60147    58134    56023    53806    51470    48999    46378    43590    40612 
-37412        22735    20722    18611    16394    14058    11587    08966   06178    03200 
logp  2-0441  1-8633  1-6733  1-4741  1-2640  1-0418  0-8061  0-5555  0-2877 

p  110-7     7300    47-13    29-79     18-37     11-01     6-399    3-593     1-940 

Theor.  111-3     73-56    47-53    29-97     18-41     11-00    6-368    3-567     1-927 

The  values  of  p  show  very  fair  agreement  with  the  theoretical. 
It  would  not  be  at  all  easy  to  get  equally  accurate  results  from  a 
diagram.  The  equal  subdivision  of  the  heat-drop  on  the  diagram 
would  also  be  a  troublesome  process.  The  graphic  analogue  of 
logarithmic  interpolation  is  to  rule  a  straight  line  joining  the  initial 
and  final  states  plotted  on  logarithmic  scales  for  both  P  and  H. 
Unfortunately  the  scales  required  are  so  different  that  suitably 
ruled  paper  is  unprocurable. 

The  formula  (25)  with  B'=  250,  is  essentially  one  of  interpola- 
tion, and  would  not  represent  the  adiabatic  with  the  same  degree 
of  accuracy  unless  the  values  of  the  constants  B'  and  m  were  cal- 
culated to  fit  the  final  state.  If  the  final  state  is  not  given,  but  only 
j>"  or  F",  the  formula  can  still  be  used  for  finding  ff,  with  certain 
limitations,  by  employing  a  fixed  value  of  m,  provided  that  the 
value  of  B'  is  taken  to  suit  the  initial  temperature  f  by  the  formula, 
B'=  800  —  0-27^',  in  which  case  fairly  accurate  values  of  H  at  low 
pressures  are  given  by 

{H-W)l(ir--B')=^(PIPjl^    or    {V'lVflK    ...(29) 

The  formula  in  terms  oip  gives  fairly  accurate  values  of  J?  with  the 
index  m  =  1/9,  throughout  the  whole  range,  and  accurate  values 
of  V  can  be  deduced  from  H  by  the  usual  formula  for  saturated 
steam.  If  V  only  is  given,  the  formula  in  terms  of  V  with  the  index 
m  =  l/Sy  gives  equally  accurate  values  of  ff  at  low  pressures,  where 
they  are  most  required,  but  is  distinctly  inferior  to  the  p  formula 
for  moderate  ranges,  because  the  equation  pV^I^  cannot  fit  the 
adiabatic  throughout,  and  cannot  be  used  for  deducing  p  from  F. 
If  p  is  required,  better  values  may  be  obtained  with  much  less 
trouble  from  F  by  the  formula,  p  =  l'OS(H  -  B')IV. 

Correction  for  Initial  Wetness.  The  formulae  above  given  apply 
to  the  initial  state  of  dry  saturated  steam.  Zeuner's  method  of 
making  the  index  a  function  of  the  wetness  is  very  crude  and  un- 
satisfactory. The  exact  correction  of  the  adiabatic  heat-drop  for 

15—2 
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initial  wetness  of  the  steam  is  given  in  terms  of  the  defect  of  H' 
or  O'  by  the  very  simple  formula 

Correction  of  Dff*  =  (O'-  O/)  {<'-  /")  =  (ff '-  ff/)  {f-  t")IT\ 

(80) 

where  H^'  and  O,'  are  the  initial  values  for  dry  saturated  steam.  For 
this  reason  it  is  usually  best  to  calculate  the  heat-drop  as  for  dry 
saturated  steam,  and  to  apply  the  correction  with  a  small  slide- 
rule  if  the  wetness  is  known.  In  a  practical  problem  the  value  of 
H'  is  the  quantity  directly  given,  but  if  the  dryness  fraction  q' 
is  given  in  place  of  H\  the  defect  of  H'  may  be  taken  as 

h;-  h'=  (1  -  q')  (ff;- 1'). 

The  correction  for  wetness  is  always  negative,  as  is  indicated  by 
the  sign  of  the  term  (ff'—  H/)  in  the  formula.  In  modem  practice, 
the  initial  steam  is  more  often  superheated  than  wet,  but  wet  steam 
is  conunon  in  intermediate  stages,  where  it  is  usuaUy  complicated 
by  supersaturation. 

If  the  initial  steam  is  superheated,  and  remains  superheated  for 
an  appreciable  range  of  expansion,  as  is  often  the  case  in  practice, 
an  equation  of  the  type  PF^=  K  cannot  represent  the  adiabatic 
satisfactorily,  as  commonly  assumed,  with  a  single  value  of  the 
index,  calculated  in  the  usual  way  to  fit  the  initial  and  final  states. 
The  reason  is  that  an  equation  of  this  type  gives  a  continuous  curve 
on  the  PV  diagram,  whereas  the  true  adiabatic  shows  an  abrupt 
change  of  slope  at  the  point  where  it  crosses  the  satiu'ation  line. 
Conversely,  the  curve  PV^==  K,  when  plotted  on  the  H  log  P 
diagram,  shows  an  abrupt  change  of  slope  on  crossing  the  saturation 
line,  whereas  the  true  adiabatic  is  continuous.  This  follows  from 
the  fundamental  relation  dH/dP  =  aV  at  constant  entropy,  which 
may  be  regarded  as  the  differential  equation  of  the  adiabatic. 

On  the  other  hand,  a  curve  of  the  type  J?  —  B'=  kP^^  satisfies 
the  condition  of  continuity  for  dH/dP,  and  can  be  employed  to 
represent  the  adiabatic  with  a  fair  degree  of  approximation  by 
calculating  B  from  the  initial  and  final  states  as  already  explained. 
The  approximation  obtained  with  a  single  value  of  B'  is  generally 
within  i  per  cent,  of  the  whole  heat-drop;  but  a  much  closer 
representation  is  secured,  without  any  discontinuity,  by  using 
different  values  of  B'  for  the  superheated  and  saturated  portions 
of  the  curve.  For  superheated  steam  the  required  value  of  B  is 
simply  464  cals.  C.  (if  6  is  neglected  in  the  equation  of  the  adiabatic) 
and  the  value  of  the  index  m  is  8/18.  At  the  point  where  the  curve 
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crosses  the  saturation  line,  the  condition  of  continuity  gives  the 
simple  relations 

p  {dH/dP)^  =  apV,  =  (8/18)  {H,  -  464)  ^m{H,-  B'). . .  .(81) 

Ifm  =  1/9  for  saturated  steam,  we  find  B'=  464  -  (14/18)  (ff,-  464), 
which  gives  values  of  B'  slightly  smaller  than  the  empirical  formula 
-B'=  800  -  0*27^',  owing  chiefly  to  the  neglect  of  b.  The  latter 
formula  for  B'  is  generally  the  most  convenient  and  accurate.  It 
gives  B'=  260*8  in  the  following  example,  in  which  the  curve 
crosses  the  saturation  line  at  64  lbs.,. starting  with  steam  initially 
superheated  to  805*67°  C.  at  256  lbs. 

Example  6.  Empirical  equation  for  adiabatic  applied  to  super- 
heated steam. 


Pressure 

256 

128 

64 

666-66 
656-56 
667-56 

32 

627  00 
627-13 
626*53 

16 

8 

4 

2 

1 

H  (Theor.) 
J5'=  260-3 
J5'=325 

729-48 
729-48 
729*48 

69000 
690-10 
691-76 

599-81 
599-88 
598*40 

574-74 
574-67 
572-90 

661-49 
551-32 
549-78 

629-88 
529-71 
628-81 

609*70 
609*70 
609-80 

In  the  last  line  a  single  value  of  B'  is  taken  throughout,  and 
the  deviations  exceed  1  cal.  In  the  second  line  B  is  taken  as 
464  for  superheated  steam,  and  the  agreement  of  the  empirical 
formula  with  the  theoretical  is  seen  to  be  extremely  close. 

The  exact  expression  for  the  adiabatic  heat-drop  for  dry  steam 
in  terms  of  the  initial  value  of  H,  is  readily  obtained  by  writing  the 
general  expression  for  H  in  the  form 

ff'~  B  =  SqT  (1  -  a  (n  +  1)  c'P'/T)  +  abP\ 

in  which  we  observe  that  c'P'jT'  is  proportional  to  P/T^+^,  and 
is  constant  along  an  adiabatic.  Thus  if  H"  is  any  value  of  H  on  the 
same  adiabatic  at  P"  and  T",  we  have  the  simple  relation 

H"-.  B  -  ahP''=^  {T'lT)  (ff'-  B  -  abP% 

giving  for  the  adiabatic  heat-drop  H'—  H'\  or  DH^ ,  the  expression 

DH^=  {W  -  B'  -  abP')  (1  -  T'lT)  +  ab  (P'-  P").  .-.(82) 

The  adiabatic  heat-drop  is  obtained  in  terms  of  the  pressure-ratio 
P^jP'  by  the  substitution  T'IT'=  {P''/P')^l^^  since  n  +  1  -  18/8. 
DH^  may  also  be  expressed  in  terms  of  the  initial  value  of  F,  by 
substituting  for  H'  in  terms  of  P'F'  from  the  general  expression 
for  Hy  as  follows 

D£r^=  a(n+  l)P'(r'-  6)(1  -  (P'^jPyl^^)  +  ab(P'"  P")....(88) 
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When  V  is  large,  the  b  terms  may  usually  be  neglected  in  the  above 
formulae,  which  then  become  the  same  in  form  as  those  applicable 
to  perfect  gases.  The  values  of  the  constants  in  different  systems 
of  units  are 

B  =  4640,  ab  =  000165,  S/lSa  =  2-2486,  (F.P.C.) 
B  =  885-2,  ab  =  0-00165,  8/18a  =  1-2464,  (F.P.F.) 
B  =  464-0,     ab  =  00284,       8/18a  =  0009847,  (K.M.C.). 

In  working  with  a  slide-rule  it  is  generally  best  to  use  the  reciprocal 
of  the  factor  a  (n -f  1),  namely  8/13a,  to  reduce  the  number  of 
settings. 

The  heat-drop  for  saturated  steam,  according  to  the  empirical 
formula  H  —  B'=  kP^^  takes  the  same  form  as  for  dry  steam,  but 
with  b  omitted,  and  with  the  index  1/9  in  place  of  8/18,  thus 

DH^^  (ff'-  B')  (1  -  {P''IP'fl%  (84) 

assuming  that  the  steam  remains  saturated.  But  it  appears  pro- 
bable that  in  rapid  discharge  through  a  nozzle  the  steam  usually 
becomes  supersaturated,  as  explained  in  the  next  chapter.  In  this 
case  the  formulae  for  dry  steam  apply,  with  the  index  of  {P'^jP') 
equal  to  8/18,  even  when  the  initial  steam  is  wet  saturated,  provided 
that'Djff^  is  expressed  in  terms  of  V\  thus 

Dff^=  (18/8)aP'F'(l  -  {R'lPyl^^) (85) 

96.     Use  of  the  Potential  G  in  Isothennal  Flow.     If 

the  flow  is  isothermal  instead  of  being  isentropic,  we  have  the 
condition  T'=  T"  in  place  of  0'=  O",  and  the  expression  for  the 
drop  of  total  heat  H'—  H"  in  terms  of  G  becomes 

ff'-  Zf"=  T'  (O'-  O")  +  (G"-  C) (86) 

Comparing  this  with  the  general  expression  for  the  drop  of  total 
heat  in  steady  flow  deduced  from  the  first  law,  II  (2),  namely, 

H'-H'^q  +  AW,  (37) 

we  see  that  the  term  T'{(b'—  O")  represents  the  heat  Q  abstracted 
per  unit  mass  if  the  flow  is  reversible,  and  the  term  G"—  G'  repre- 
sents the  thermal  equivalent  AW  oi  the  work  done,  including  any 
kinetic  energy  generated.  In  other  words,  the  increase  of  the 
potential  G,  as  here  defined,  represents  the  external  work  done  in 
reversible  isothermal  flow,  in  the  same  way  that  the  drop  of  total 
heat  represents  the  work  done  in  adiabatic  flow  when  Q  =  0.  The 
increase  of  G  at  constant  T  between  any  given  limits  of  pressure 
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represents  the  thermal  equivalent  of  the  maximum  work  obtainable 
without  expenditure  of  fuel  per  unit  mass  of  compressed  fluid, 
provided  that  the  temperature  can  be  maintained  constant  during 
expansion  by  communication  with  a  large  reservoir,  such  as  the 
ocean,  at  a  practically  constant  temperature  T.  The  work  thus 
obtained  is  equal  in  magnitude  to  the  minimum  work  required  to 
compress  the  fluid  to  its  original  state  at  the  same  constant  tem- 
perature. The  fimction  G  is  accordingly  just  as  useful  in  estimating 
the  work  done  in  isothermal  expansion  or  compression,  as  it  is 
in  adiabatic  expansion  or  compression.  In  many  cases  isothermal 
compression  is  more  economical  than  adiabatic  compression,  and 
is  the  logical  limit  required  in  defining  a  standard  of  efficiency.  The 
familiar  refrigeration  cycle  is  a  case  in  point.  But  adiabatic  com- 
pression is  commonly  assumed,  though  not  the  most  efficient,  be- 
cause it  is  easier  to  calculate  the  work  done  in  adiabatic  com- 
pression from  the  tables  as  usually  arranged.  The  actual  compression 
curve  is  usually  intermediate  between  the  isothermal  and  the 
adiabatic,  but  may  be  considerably  more  efficient  than  the  latter, 
if  the  compression  is  slow,  especially  if  made  in  two  or  more  stages 
with  intermediate  cooling. 

97.  The  Refrigeration  Cycle.  The  ideal  refrigeration 
cycle  is  a  reversed  Carnot  cycle  in  which  heat  Q"  is  abstracted  from 
the  refrigerator  by  the  evaporation  of  the  working  fluid  at  a  low 
pressure  p"  and  temperature  T",  and  is  transferred  to  the  cooling 
water  in  the  condenser  at  a  higher  temperature  T'  by  the  expendi- 
ture of  external  work  W  per  cycle.  In  the  ideal  cycle  the  com- 
pression from  p"T"  to  T'  and  the  expansion  from  p'T'  to  p"T" 
are  both  adiabatic,  but  the  temperature  during  compression  is  not 
allowed  to  rise  above  T\  The  coefficient  of  performance,  measured 
by  the  ratio  of  the  refrigerating  effect  Q"  to  the  thermal  equivalent 
AW  oi  the  work  expended  in  the  cycle,  is  given,  as  in  Carnot's 
cycle,  by  the  ratio  T"I{T'—  T"),  and  is  independent  of  the  nature 
or  state  of  the  working  substance  in  the  ideal  case. 

By  employing  a  mixture  of  liquid  and  vapour  throughout  the 
cycle,  it  would  be  possible  in  practice  to  approach  the  theoretical 
condition  .of  isothermal  compression  and  condensation  at  T\ 
and  to  realise  an  approximation  to  the  theoretical  performance, 
if  it  were  not  for  mechanical  inefficiency  of  the  compressor  and 
excessive  interchange  of  heat  between  the  wet  vapour  and  the 
walls  of  the  cylinder. 
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The  practical  cycle  more  nearly  resembles  a  reversed  Rankine 
cycle,  and  is  selected  on  the  ground  of  simplicity  of  operation  and 
convenience.  The  liquid  is  completely  evaporated  in  the  refrigerator 
at  p"T'\  in  order  to  avoid  evaporation  by  absorption  of  heat  from 
the  walls  of  the  compressor,  which  in  practice  would  more  than 
counterbalance  the  slight  theoretical  gain  by  the  compression  of 
wet  vapour.  The  vapour  is  compressed  to  a  pressure  P'  slightly  in 
excess  of  the  saturation  pressure  p'  corresponding  to  the  limiting 
temperature  T'  of  the  condenser.  During  this  process  the  dry 
vapour  is  superheated  and  raised  to  a  temperature  much  higher 
than  that  of  the  condenser,  so  that  a  somewhat  greater  amount  of 
work  is  done  than  would  be  required  if  the  temperature  were  not 
allowed  to  rise  above  the  condenser  limit  T\  The  vapour  after 
leaving  the  compressor  is  completely  condensed,  and  reduced  as 
nearly  as  possible  to  the  temperature  of  the  cooling  water  T\ 
Since  very  little  work  could  be  gained  by  the  adiabatic  expansion 
of  the  liquid,  the  adiabatic  expansion  is  replaced  in  practice  by 
throttling  from  P'  to  p"  through  a  regulating  valve,  which  effects 
a  great  simplification  in  the  mechanism,  and  also  in  the  theory, 
since  the  total  heat  remains  constant.  The  refrigerating  effect  is 
the  difference  of  tot^  heat  H"  —  h!  from  dry  saturated  vapour  at 
p"  to  liquid  at  P'  and  T\  The  work  required  AW'\%  H'-  Zf",  the 
increase  of  K  in  adiabatic  compression  from  dry  saturated  vapour 
at  p"T"  to  P',  if  the  interchange  of  heat  with  the  walls  of  the 
cylinder  is  neglected. 

An  example  of  a  refrigeration  cycle  using  CO,  is  given  in 
illustration  of  the  use  of  the  diagram  for  COj  in  the  previous 
chapter. 


CHAPTER  X 

FLOW  THROUGH  A  NOZZLE 
98.    Relation  between  Heat-Drop  and  Velocity.    The 

action  of  a  turbine  depends  on  the  conversion  of  heat  energy  by 
flow  through  a  nozzle  into  kinetic  energy,  which  is  utilised  in  the 
rotation  of  suitable  wheels  or  drums  provided  with  vanes.  It  is 
often  useful  to  consider  the  conversion  into  kinetic  energy  separately 
from  the  performance  of  work  on  the  revolving  shaft. 

It  follows  from  the  law  of  conservation  of  energy,  as  explained 
in  Chapter  II,  section  10,  that,  in  the  case  of  steady  flow,  there  is 
a  simple  relation  between  the  heat-drop  and  the  kinetic  energy 
generated,  since  one  is  equivalent  to  the  other  if  there  is  no  external 
loss  of  heat.  Thus  if  U  is  the  velocity  of  steady  flow  at  any  point 
of  a  pipe  or  nozzle  of  variable  cross-section,  we  have  the  relation 

f7«=2Jg(Ho-ff).    (1) 

where  J  is  the  mechanical  equivalent,  g  the  acceleration  of  gravity, 
and  Hq  the  initial  value  of  H  when  C7  =  0.  This  equation  takes 
exact  account  of  friction,  and  shows  that  H  is  the  same  at  all 
points  of  a  pipe  where  U  has  a  given  value.  The  effect  of  friction 
is  to  reduce  the  heat-drop  and  the  kinetic  energy  in  the  same 
proportion.  If  the  heat-drop  is  known,  the  value  of  U  is  found  by 
multiplying  the  square  root  of  Hq—H  by  the  constant  \/2Jg. 
The  numerical  values  of  this  constant  in  different  systems  of  imits 
are  independent  of  variations  of  g  with  latitude,  etc.  (provided  that 
this  is  taken  into  account  in  the  value  of  J),  and  are  as  follows  to 
1  in  10,000: 

H  in  calories  C,  V  in  feet  per  sec.  {2Jgfl^  =  800-2  (F.P.C.), 
H  ih  B.Th.U.  F.,  V  in  feet  per  sec.  „  =  228-8  (F.P.F.), 
H  in  calories  C,  IJ  in  metres  per  sec.     „       =    91-51  (K.M.C.). 

The  maximum  velocity  attainable  for  a  given  drop  of  pressure 
is  that  due  to  the  heat-drop  in  frictionless  adiabatic  expansion, 
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as  given  by  the  formulae  in  the  last  chapter.  These  formulae  are 
especially  useful  in  this  connection,  because  the  friction  loss  in 
a  nozzle  is  generally  small. 

99*     Relation  between  Flow  and  Sectional  Area.     It 

follows  from  the  conservation  of  mass,  that,  when  the  flow  is  steady, 
the  same  mass  M  of  fluid  must  pass  every  section  of  the  pipe  or 
nozzle  per  second.  We  have  therefore  the  following  simple  relation 
for  finding  the  cross-section  X  required  to  pass  a  flow  ikf ,  at  a  point 
where  the  mean  specific  volume  and  velocity  are  V  and  U  re- 
spectively 

UX  =  kMV (2) 

The  value  of  the  constant  k  is  unity  on  the  F.P.C.  or  F.P.F.  systems, 
if  M  is  in  Ibs./sec,  V  in  cb.  ft./lb.,  and  V  in  ft./sec,  provided  that 
X  is  measured  in  sq,  ft.  It  is  more  usual,  however,  to  measure  X 
in  sq.  in.,  in  which  case  the  value  of  k  is  144.  Similarly  on  the 
K.M.C.  system,  if  M  is  in  kg./sec,  V  in  cb.  m./kg,,  and  V  in 
metres/sec,  k  is  unity  if  X  is  measured  in  sq.  m.  But  X  is  more 
often  measured  in  sq.  cm.,  in  which  case  k  =  10,000. 

In  most  cases  the  required  values  of  V  are  best  obtained  from 
those  of  Hy  by  the  usual  relations  for  dry  or  wet  steam.  But  when 
the  steam  is  dry  and  the  expansion  adiabatic,  the  value  of  V  may 
also  be  obtained  directly  from  that  of  P  by  the  adiabatic  equation 

Since  h  is  only  1  per  cent,  of  V  for  saturated  steam  at  800  lbs. 
the  small  terms  depending  on  h  are  often  beyond  the  limits  of 
experimental  accuracy,  and  may  be  neglected,  as  is  usually  done 
in  dealing  with  gases.  The  adiabatic  heat-drop  then  reduces  to  the 

form  (18/8)aPof^o(l-(^/^o)*^'*)-  Substituting  for  U  and  F,  and 
putting  y  for  the  adiabatic  index  1-3,  we  find  for  the  discharge 

kMIX  =  t7/F=  {llV,)(PIP,Yly[2JgayP^,(l  -  (PIP,My)/(y-  l)p/«, 

(8) 

which  is  equivalent  to  the  expression  first  deduced  by  de  St  Venant 
and  Wantzel  (Camples  RendiiSy  1839),  from  Poisson's  equation  for 
the  adiabatic. 

But  since  this  expression  for  M  is  somewhat  complicated,  and 
is  restricted  to  the  case  of  isentropic  expansion  with  PV^  =  K,  it 
is  usually  preferable  to  calculate  U  and  V  separately  from  the 
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heat-drop,  and  to  find  MjX  from  (2).  The  expression  for  U  in 
terms  of  the  heat-drop  is  generally  true  for  steam  or  gas  in  any 
state  whether  the  expansion  is  frictionless  or  not,  provided  that 
there  is  no  external  heat-loss. 

100.    Discharge  in  terms  of  Throat  Area.   The  discharge 

through  a  nozzle  under  given  initial  conditions  is  generally  limited 
by  the  area  of  the  "throat"  or  smallest  section  X^,  The  condition 
that  X  is  to  be  a  minimum  for  a  given  value  of  M,  or  that  M  is  to 
be  a  maximimi  for  a  given  throat  area  X^ ,  gives  d  (X/M)  =  0, 
whence  dU/dV  =  U/V.  Eliminating  dVjdV  by  differentiating  the 
equation  U^  =  2Jg  {Hq  —  H),  we  obtain 

[72=  _  JgV{dHldV) (4) 

In  the  case  of  frictionless  adiabatic  flow,  the  entropy  is  constant, 
and  we  have  dH  =  aVdP,  or  {dH/dV)^=  aV(dPldV)^,  which  gives 

UyV^=^^aJg{dPldV)^, 

showing  that  the  velocity  in  the  throat  is  that  of  sound*.  Substi- 
tuting for  U/V  from  (2),  we  obtain  the  expression  for  the  discharge 

kMIX,^{^aJg(dPldV)^Yl\ (5) 

which  is  independent  of  any  assumption  with  regard  to  the  pro- 
perties of  the  fluid  t- 

*  Holtzmann's  proof  (1861),  quoted  by  Zeuner,  was  inadequate. 

t  The  method  employed  above  for  deducing  the  velocity  corresponding  to  the 
maximum  mass-flow  per  tmit  area,  which  was  first  given  by  the  author  in  a  paper 
communicated  to  the  Institution  of  Mechanical  Engineers  (Proc  Inst.  Mech,  Eng,, 
Feb.  1015,  p.  63),  has  been  criticised  as  being  unnecessarily  difficult  and  indirect 
as  compared  with  the  differentiation  of  the  expression  (3)  given  by  de  St  Venant 
and  Wantzel,  whose  method  has  naturally  been  followed  in  all  the  textbooks.  The 
maximum  deduced  from  (3)  depends  on  assuming  the  adiabatic  of  a  perfect  gas, 
whereas  (5)  has  the  advantage  of  being  thermodynamically  exact  for  all  fluids,  and 
is  really  more  direct  than  the  usual  method,  besides  possessing  a  wider  validity. 
Joule  and  Thomson  {Proc  B,  8.,  1856,  p.  178)  also  gave  an  expression  equivalent 
to  (3)  for  the  velocity  of  discharge  of  a  perfect  gas,  and  remarked  that  the  maximum 
was  related  to  the  velocity  of  sound,  but  they  failed  to  interpret  the  relation. 
Osborne  Reynolds  {Phil.  Mag.,  March  1886,  p.  194)  first  showed  that  the  velocity 
at  the  minimum  area  of  the  stream  was  the  same  as  that  of  sound  in  the  simple  case 
of  e  perfect  gas,  so  that,  when  this  velocity  was  reached,  no  further  lowering  of 
pressure  beyond  the  throat  could  possibly  increase  the  discharge.  His  method  of 
finding  the  critical  velocity,  involving  12  equations  applying  only  to  the  perfect 
gas,  is  unnecessarily  circuitous,  and  he  expressly  states  that  his  reasoning  does 
not  apply  to  the  case  of  a  liquid.  Whereas  the  author's  method  shows  that  the 
identity  of  the  critical  throat- velocity  with  that  of  sound  applies  equally  to  all 
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If  we  assume  an  adiabatie  equation  of  the  type  P(V—by=  con- 
stant, we  find 

kMIXt=VaJgyPJ(r,- b) (6) 

which  applies  to  the  case  of  dry  steam  if  y  =  1-80,  and  is  the  exact 
expression  for  the  discharge  in  terms  of  P^  and  V^  in  the  throat. 
Since  6  is  very  small,  the  expression  for  the  throat  velocity, 

namely,  V^^aJgyPV^^b)] (7) 

may  be  simplified  by  neglecting  terms  involving  {b/V)\  which 

^^^  V^^aJgyPiV^b) (8) 

Substituting  this  expression  in  the  equation  V^  =  2Jg  (Hq—  H), 
neglecting  (b/V)^  and  higher  orders,  and  eliminating  either  P  or 
V  as  required  by  the  aid  of  the  adiabatie  equation,  we  have  the 
following  equations  for  H^^P^^  and  V^i 

H,^H,=={Y^l){Ho-B)l(Y+l)  +  abP,, (9) 

PJPo-  [2/(y  +  l)r/(^-^)(l  +  6/Fo-  26/F,), (10) 

Vi/f'o^'Ky  +  l)/2p/(>-^)(l  +  (y  +  2)6/yF,-  (y  +  l)%Fo),  ...(11) 

which  apply  for  any  value  of  y,  and  may  be  reduced  to  correspond 
with  the  usual  formula  PV^  =  constant,  by  simply  omitting  the 
b  terms. 

loi.  Numerical  Formulae  for  Steam.  The  general 
formulae  above  given  may  be  applied  to  any  gas  or  vapour  by 
employing  the  appropriate  values  of  the  constants,  a,  6,  y,  and  B, 
and  substituting  the  approximate  values  of  P^  and  V^  in  the  small 
terms. 

In  the  case  of  dry  steam,  putting  y  =  1*80,  they  become 

(ff  0-  ff«)/(ffo-  B)  =  013042  +  01266/Fo, (12) 

Pe/Po=  0-5457  -  01896/Fo,    (13) 

F^/Fo=  1-5934  -  0-2816/Fo (14) 

Since  these  formulae  involve  ratios  only,  they  are  independent  of 
the  system  of  units  adopted,  provided  that  the  proper  values  of 
B  and  b  are  employed. 

fluids,  whatever  their  properties.  But  siaoe,  in  the  case  of  water,  the  production  of 
the  critical  velocity  requires  a  head  more  than  70  miles  high,  the  effect  in  question 
could  seldom  be  observed,  and  is  of  little  practical  importance  in  the  flow  of 
water,  though  undoubtedly  true  for  liquids,  as  well  as  for  gases  and  vapours  in  any 
state. 
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Substituting  the  values  of  P^  and  V^  in  the  expression  for  the 
discharge  we  find 

kM/Xt=  0'5S52  (ayJgPo/V^yf^il  +  0-2746/Fo),  ...(15) 

which  gives  for  the  discharge  in  pounds  per  second  per  square  inch 
of  throat,  when  Pq  is  in  lbs.  per  sq.  in.  abs,,  and  Vq  in  cubic  feet 
per  lb., 

M/X,  =  0-8155  (1  +  0-2746/Fo)  {P^fV^f^^  (F.P.C.  or  F.),  ...(16) 

or  in  kilograms  per  second  per  square  centimetre,  when  Pq  is  in 
kg.  per  sq.  cm.  and  V^  in  cubic  metres  per  kg., 

'MIX^  =  0-02090  (1  +  0-274fe/Fo)(Po/f^o)'^MK.M.C.) (17) 

For  steam  initially  dry  and  saturated,  the  discharge  may  be 
expressed  in  terms  of  Pq  alone  by  substituting  for  Fq  from  the 
empirical  equation,  PoFo"/i'^=  490  (F.P.C.  or  F.),  or  1-786  (K.M.C.), 
which  gives  the  formulae 

MjXt  =  0-01780Po»i/32  (F.P.C.  or  F.),    (18) 

i1f/JC,=  0-01598Po»/32  (K.M.C.),    (19) 

but  these  formulae,  though  simple  in  appearance,  are  not  so  ac- 
curate as  those  given  above,  and  are  not  so  easily  applied  when 
tables  of  F  are  available,  because  it  is  much  easier  to  work 
(Po/Fo)i/2  on  a  slide-rule  than  to  find  Pq^I^\  The  small  term 
0'27ifbfFQ  is  omitted  in  these  formulae,  because  it  is  only  0-274  per 
cent,  at  Pq  =  300  lbs.,  and  is  beyond  the  limit  of  accuracy  of  the 
empirical  formula  PF^^A^  =  490  for  saturated  steam. 

In  the  case  of  dry  saturated  steam,  to  which  the  formula 
pyy  =  constant  is  generally  applied,  it  is  usual  to  take  the  value  of 
the  index  y  as  1-185,  from  Zeuner's  empirical  formula,  which  gives 
the  equations 

P^/P^  =  0-5770,     F,/Fo  =  1-6228,    (20) 

ilf/X,=  0-8003  (Po/Fo)i/«=  -01646Po«/«2(F-P-F.or  C.),...(21) 

M/Jf  ,=  0-01990  (PjrQ)^l^=:  'Ol5l6PQ^f^^  (K.M.C.) (22) 

which  are  5  per  cent,  smaller  than  the  values  above  given  for  dry 
steam. 

The  theoretical  objections  to  these  formulae  are,  (1 )  that  Zeimer's 
empirical  formula  does  not  agree  exactly  with  the  tables  for  wet 
steam,  and  (2)  that  no  appreciable  condensation  can  occur  in  the 
time  taken  to  reach  the  throat,  which  is  generally  of  the  order  of 
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one  two-thousandth  part  of  a  second.  The  practical  objections  are, 

(1)  that  these  formulae  do  not  apply  to  superheated  steam,  and 

(2)  that,  in  the  case  of  saturated  steam,  they  give  values  which  are 
almost  invariably  too  small,  in  spite  of  friction,  and  cannot  be 
reconciled  with  the  results  of  experiment.  This  point  has  been  more 
fully  discussed  by  the  author  in  the  Proc.  Inst.  Mech.  Eng.^  Feb. 
1915,  pp.  58-77. 

102.  Effect  of  Supersaturation.  In  the  case  of  dry 
saturated  steam,  better  agreement  with  experiment  is  obtained  if 
we  assume  that  the  steam,  on  account  of  rapid  expansion,  is  always 
supersaturated  in  the  throat  of  a  nozzle.  The  discharge  of  saturated 
steam  is  then  determined  by  the  same  equations  as  for  superheated 
steam  with  the  index  y  =  1-80.  For  steam  initially  wet,  the  same 
formula  gives  the  theoretical  limit  of  the  discharge,  since  evapora- 
tion of  the  suspended  water  drops,  or  condensation  on  suspended 
nuclei,  would  be  comparatively  slow  in  the  early  stages  of  super- 
saturation.  In  each  case  the  actual  initial  volume  of  the  steam  Vq  , 
whether  wet,  or  saturated,  or  superheated,  must  be  inserted  in  the 
formula.  The  required  value  of  Vq  can  be  obtained  from  the  tables, 
or  by  inspection  of  the  diagram. 

With  steam  at  an  initial  pressure  Pq—  100  lbs.  abs.,  the  drop 
of  temperature  to  the  throat,  if  the  condensation  were  able  to  keep 
pace  exactly  with  the  expansion  according  to  the  usual  equation 
for  wet  steam,  would  be  only  20-7**  C.  But,  if  there  is  no  condensa- 
tion, the  drop  of  temperature  found  for  steam  in  the  supersaturated 
state  is  57°  C.  The  density  of  the  supersaturated  steam  at  this 
stage  is  about  three  times  the  density  of  saturated  steam  at  the 
same  temperature.  The  ratio  of  the  density  or  the  pressure  to  the 
saturation  value  at  the  same  temperature  may  be  taken  as  a 
measure  of  the  supersaturation.  The  ratio  of  expansion  to  the  throat, 
according  to  equation  (20),  is  only  1-6,  the  degree  of  supersaturation 
at  this  stage  is  comparatively  slight,  and  the  condensation  rela- 
tively slow.  But,  if  we  supposed  the  state  of  supersaturation  to 
continue  imtil  the  pressure  had  fallen  to  a  tenth  of  its  initial  value, 
corresponding  to  a  ratio  of  expansion  5*9,  the  temperature  would 
be  20°  C.  below  zero,  and  the  density  would  be  about  a  thousand 
times  the  saturation  value  at  this  temperature.  We  have  no 
experimental  knowledge  of  the  rate  of  condensation  under  such 
conditions,  but  it  must  evidently  be  extremely  rapid.  Since  a 
relatively  small  change  (1-6  to  5-9)  in  the  expansion  ratio  makes  so 
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great  a  change  (8  to  1000  times)  in  the  supersaturation,  we  should 
infer  that  the  Umit  of  expansion  at  which  condensation  begins 
would  be  very  sharply  marked. 

Lord  Kelvin  {Phil.  Mag.,  1870)  showed  that  the  vapour  pressure 
p  in  a  fog  containing  drops  of  radius  r,  was  given  by  the  equation 

RTlog,(plpo)  =  2Yvlr,  (28) 

where  p^  is  the  normal  vapour  pressure  at  the  temperature  T,  and 
Y  is  the  surface  tension  of  the  liquid  of  specific  volume  v.  The 
ratio  pIpq  is  the  measure  of  the  supersaturation.  According  to  this 
equation,  the  radius  of  a  drop  in  equilibriimi  with  the  vapour  at 
20°  C,  when  the  supersaturation  p/p^  =  8,  should  be  5  x  10-®  cm., 
which  is  something  approaching  molecular  dimensions. 

C.  T.  R.  Wilson  {Phil.  Trans.,  1897)  has  shown  that  water  vapour 
mixed  with  air  at  20°  C,  in  the  absence  of  dust  or  other  nuclei, 
can  be  expanded  until  its  pressure  is  eight  times  that  of  saturation 
without  any  condensation  occurring;  but  that,  if  this  hmit  be  ex- 
ceeded, condensation  takes  the  form  of  an  excessively  thick  fog 
of  very  fine  particles,  as  though  the  vapour  itself  contained  in- 
numerable nuclei  capable  of  acting  as  centres  of  condensation.  It 
seems  probable  that  these  nuclei  are  the  coaggregated  molecules 
(required  for  explaining  the  deviations  of  the  vapour  from  the 
laws  of  gases)  which  are  larger  than  the  single  molecules,  and  are 
capable  of  starting  the  condensation  when  the  supersaturation 
reaches  this  limit.  The  condensation,  once  started,  will  be  extremely 
rapid,  owing  to  the  enormous  number  of  nuclei  available,  about 
10"  per  lb.  at  20°  C. 

For  steam  initially  saturated,  expanding  according  to  the  law 
pyi^z^  ^^  the  limit  of  the  supersaturated  state  is  reached  when 
the  pressure  has  fallen  to  about  one-third  of  the  initial  value.  The 
exact  pressure  at  which  condensation  begins  cannot  be  determined 
with  certainty,  but  is  immaterial  for  the  present  purpose.  The 
important  point  to  observe  is  that  there  will  be  no  appreciable 
condensation  in  the  throat,  so  that  the  mass  discharge  is  determined 
by  the  equation  for  dry  or  supersaturated  steam.  But  that  soon 
after  passing  the  throat,  the  condensation  will  be  extremely  rapid, 
so  that  the  remainder  of  the  flow  in  an  expanding  nozzle  approxi- 
mates more  nearly  to  that  given  by  the  adiabatics  of  wet  steam. 
Thus  for  steam  initially  dry  and  saturated  at  100  lbs.  abs.  the 
throat  pressure  will  be  54*6  lbs.,  and  the  discharge  1-50  lbs.  per  sec. 
per  sq.  in.  of  throat.   Condensation  will  begin  when  the  pressure 
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has  fallen  to  about  S5  lbs.,  and  the  temperature  from  164-8°  C. 
to  70"*  C.  The  saturation  pressure  at  70°  C.  being  4*52  lbs.  is  about 
an  eighth  of  the  actual  pressure,  namely  85  lbs.  At  this  pressure 
we  may  suppose,  in  order  to  simplify  the  calculation,  that  the  steam 
is  instantaneously  transformed  at  constant  total  heat  H  =  619*2, 
into  wet  steam  at  saturation  temperature  (say  T  ==  400°  C), 
t  =  126-25°  C.  If  the  steam  had  expanded  reversibly  in  the  wet 
state  from  100  to  85  lbs.,  its  total  heat  would  have  been  Hg  =  616-8, 
which  is  2-4  less  than  the  value  619-2.  The  condensation  involves 
an  increase  of  entropy  2-4/400,  from  1-6082  to  1-6142,  because  the 
change  from  the  unstable  state  of  supersaturation  to  the  equilibrium 
state  of  wet  steam  is  an  irreversible  process.  The  expansion  may 
then  be  supposed  to  continue,  following  the  adiabatic  O  =  1-6142 
for  wet  steam.  The  exact  point  at  which  the  change  is  supposed 
to  occur  makes  very  little  difference,  because  it  affects  only  the 
small  change  of  entropy.  In  point  of  fact  the  change  would  be 
continuous,  since  it  involves  an  increase  of  16  per  cent,  in  the 
volume,  from  9-962  (supersaturated)  to  11-210  (wet).  Some  super- 
saturation  would  still  persist  at  lower  pressures,  because  the  con- 
densation cannot  maintain  exact  equilibrium  when  the  expansion 
is  so  rapid.  This  would  tend  to  raise  the  entropy  still  further,  so 
that  the  wet  adiabatic  1*6142,  represents  the  limit  of  possible 
performance.  In  consequence  of  the  increase  of  entropy,  the 
volume  at  any  given  pressure  will  be  slightly  greater  than  it  would 
have  been  if  the  steam  had  followed  the  wet  adiabatic  from  the 
saturation  point.  The  change  of  path  may  be  more  readily  appre- 
ciated by  reference  to  the  diagram,  in  a  later  section. 

103.   Example  of  Discharge  of  Supersaturated  Steam. 

The  following  table  illustrates  the  relation  between  the  cross- 
section  of  a  nozzle  and  the  pressure  of  the  expanding  fluid  at  any 
point,  as  calculated  for  various  cases  by  the  method  explained  in 
the  previous  section. 

The  values  of  X/Xf  calculated  from  the  usual  tjrpe  of  equation 
PV^  =  Kf  depend  only  on  the  ratio  P/Pq  ,  but  those  for  actual  steam 
depend  to  some  extent  on  the  absolute  value  of  Pq  .  It  is  therefore 
impossible  to  give  an  exact  table  of  ideal  values  to  suit  all  cases, 
but  in  practice  it  is  sufficient  to  calculate  the  final  area  to  suit  the 
final  pressure,  and  connect  it  to  the  throat  by  any  smooth  contour 
having  a  sufficiently  small  angle  of  divergence  to  secure  stream  line 
flow  as  nearly  as  is  practically  possible. 
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Table  I.  Ratio  XfXf  in  terms  of  P/Po  for  various  cases. 


P/Po 

For  perfect  gas  w 

:' th  index 

For  steam  with  P^  -. 

=  100  lb. 

per 
cent. 

7=1-40 

7  =  1-30 

7  =  11304 

From 
tables 

1-530 

Super- 
saturated 

With 
friction 

90 

1-620 

1-686 

1-623 

1-588 

1-565 

80 

1-221 

1-201 

1-165 

1-172 

1-202 

1-189 

70 

1-073 

1-061 

1-041 

1042 

1-062 

1053 

60 

1012 

1-007 

1-001 

1-002 

1-007 

1004 

50 

1002 

1-005 

1015 

1-014 

1005 

1-008 

40 

1038 

1-061 

1-083 

1-080 

1061 

1-062 

30 

1134 

1162 

1-228 

1-224 

1-320 

1-337 

20 

1-346 

1-403 

1-538 

1-533 

1-642 

1-684 

10 

1-931 

2-075 

2-420 

2-418 

2-676 

2-699 

5 

2-900 

3-214 

3-992 

4009 

4*255 

4-564 

2 

5159 

5-959 

8-052 

8-158 

8-660 

9-580 

1 

8116 

9-680 

13-957 

14-338 

15-175 

17-210 

Xtin 

sq.  in.  fo] 

rM=  11 

b.  per  sec. 

0-700 

0-668 

0-679 

The  values  given  in  the  column  headed  y  =«  1-40  would  represent 
the  case  of  a  nozzle  for  expanding  compressed  air.  In  the  absence 
of  friction  or  pre-beating,  the  temperature  would  fall  below  the 
liquefying  point  of  air,  when  the  pressure  was  reduced  to  1  per  cent, 
of  its  initial  value.  The  values  in  the  column  y  =  1*80  similarly 
represent  the  case  of  steam  when  sufficiently  superheated  to  prevent 
condensation.  The  value  of  the  index  y  =  1*1804  represents  very 
closely  the  case  of  steam  initially  dry  and  saturated  at  a  pressure 
of  100  lbs.  per  square  inch  abs.,  on  the  assumption  that  the  con- 
densation is  able  to  keep  pace  exactly  with  the  expansion,  so  that 
the  temperature  of  the  steam  is  always  that  of  saturation  corre- 
sponding with  the  pressure.  The  values  calculated  from  the  Tables 
for  steam  in  this  initial  state  are  given  in  the  next  coliunn,  and  show 
a  very  close  agreement  from  100  to  10  lb.  pressure,  because  the 
value  of  the  index  1*1804  was  selected  to  fit  this  case.  For  lower 
pressures  the  actual  expansion  of  the  steam  is  rather  larger  than 
that  given  by  the  index  1-1804. 

The  primary  effect  of  supersaturation  is  to  increase  the  dis- 
charge by  about  5  per  cent,  for  a  given  throat  area  as  compared 
with  that  usually  calculated  for  saturated  steam.  The  secondary 
effect  is  to  cause  an  increase  of  entropy  and  volume  after  passing 
the  throat  when  the  steam  becomes  wet.  The  two  effects  taken 
together  require,  for  a  given  throat  area  and  ratio  of  initial  to  final 
pressure,  an  increase  of  6  to  8  per  cent,  in  the  final  area  of  the 
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divergent  cone,  or  an  increase  of  length  of  8  to  4  per  cent,  for  a 
given  angle  of  divergence. 

104.   Method  of  Calculation^  including  Friction.   The 

following  table  shows  the  method  of  calculation,  in  F.P.C.  units. 

Table  II. 


Section  oaloulated  for  supersaturated 

steam 


p 

H^-H 

00 

4-76 

80 

9*95 

70 

16-67 

60 

2204 

Throat 

26-90 

60 

29-31 

40 

37-77 

30 

48-79 

20 

64-47 

10 

89-66 

5 

112-97 

2 

141-31 

1 

161-08 

u 


666 
947 
1188 
1410 
1628 
1626 
1846 
2097 
2411 
2843 
3191 
3670 
3810 


4-826 
6-281 
6-861 
6-688 
7-088 
7-676 
8-991 
12-84 
18-37 
33-97 
63-01 
143-4 
268-3 


XIM 

1061 

•803 

•709 

•673 

-668 

-671 

•702 

-882 

097 

721 

2-843 

6-786 

10141 


1- 
1- 


Corrected  for  friction 


H^-H 


4-74 
9-86 
16-42 
21-66 
26-22 
28-44 
36-34 
46-41 
60-32 
81-61 
100-2 
121-4 
136-1 


U 


664 
942 
1179 
1394 
1608 
1601 
1810 
2046 
2332 
2712 
3006 
3308 
3490 


4-826 
6-284 
6-868 
6-604 
7-114 
7-613 
9-070 
12-90 
18-63 
34-64 
64-71 
149-6 
283-3 


XIM 

1-063 
•808 
•716 
-682 
-679 
-686 
•722 
•908 
144 
834 
101 


1 
1 
3 


6-61 
11-69 


The  value  of  the  heat-drop  Hq  —  H  for  supersaturated  steam 
may  be  calculated  directly  from  the  adiabatic  equation,  IX  (82), 
which  is  practically  the  same  as  that  for  a  perfect  gas.  This  method 
is  equivalent  to  first  finding  T  from  the  adiabatic  PjT^^I^  =  K^  and  de- 
ducing H  from  the  general  expression  IX  ( 1 1 ),  or  Table  IV,  App.  III. 
But  it  is  less  trouble  in  practice  to  find  t  by  interpolation  from  the 
O-table  for  supersaturated  steam.  Thus  if  Pq  =  100,  H^  =  661*82, 
and  Oo  =  1-6082  (Table  II),  we  find  t  =  99-60°  at  P  =  50  in  Table  VI. 
The  corresponding  value  of  H  from  Table  IV  for  supersaturated 
steam  is  found  by  interpolation  to  be  682-51,  whence  ZTq  —  H  =  29-81, 
the  value  required.  The  velocity  U  is  found  from  the  formula 
V  =  800-2  (29-81 )!/«  =  1625.  The  volume  V  is  found  from  H  and  P 
by  the  formula  for  dry  steam  giving  V  =  7-575,  whence 

XIM  =  144  VjV  =  0671. 

For  pressures  below  b5  lbs.  (assuming  instantaneous  conversion) 
the  tables  for  saturated  steam  are  employed,  with  the  corresponding 
formula  for  the  heat-drop,  substituting  Oq  =  1-6142  as  already 
explained,  and  the  corresponding  values  of  t^  =  126-25°,  H^  =  619-2, 
Go  =  25-48  {Uq  =  619-2  is  the  value  for  supersaturated  steam  at 
b5  lbs.,  and  the  value  of  Oq  for  the  wet  steam  at  the  same  H  and  P 
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is  given  by  {H  +  G)/r  =  1-6142).  V  is  found  from  H  by  the  formula 
for  wet  steam.  U  is  given  by  the  heat-drop  reckoned  from  the 
initial  state  Hq  =  661-82,  and  X/M  follows  as  before. 

The  effect  of  friction  must  always  be  to  increase  the  entropy  and 
diminish  the  available  heat-drop  for  any  given  limits  of  pressure. 
This  involves  a  diminution  of  velocity  and  an  increase  of  volume  (as 
compared  with  the  values  calculated  for  frictionless  flow),  both  of 
which  tend  to  diminish  M/X^  i.e.  to  diminish  the  discharge  for  a 
given  area  or  to  increase  the  sectional  area  required  for  a  given 
discharge. 

The  effect  of  friction  in  the  throat  on  the  discharge  for  a  givei^ 
throat  area,  can  be  estimated  by  employing  the  nozzle  as  a  simple 
throttle,  and  observing  the  loss  of  pressure  and  of  available  heat- 
drop  for  small  pressure  differences  as  the  discharge  approaches  a 
maximum.  For  a  convergent-divergent  nozzle  with  a  stream-line 
contour,  it  is  possible  to  raise  the  back-pressiu*e  considerably 
above  the  throat  pressiu'c  without  appreciably  affecting  the  dis- 
charge or  the  velocity  in  the  neighbourhood  of  the  throat.  The 
initial  and  final  velocities  being  small,  the  actual  heat-drop  is  small, 
and  is  readily  estimated  by  observing  the  initial  and  final  con- 
ditions. The  defect  of  heat-drop  from  that  due  to  the  pressure 
difference  in  frictionless  flow,  is  an  approximate  measure  of  the 
throat  friction,  provided  that  due  allowance  is  made  for  any  heat 
losses.  The  best  form  of  contour  for  the  throat  may  be  determined 
by  experiments  of  this  kind.  There  are  few  satisfactory  observations 
available,  but  it  appeaiis  that  the  order  of  magnitude  of  the  throat 
friction  may  be  approximately  represented,  for  a  short  stream-line 
nozzle,  by  a  fractional  reduction  of  the  heat-drop  given  by  the 
formula  IjPJDy  where  P^  is  the  initial  pressure  in  lbs.  per  sq.  in. 
and  D  is  the  throat  diameter  in  inches.  This  amounts  to  1  per  cent, 
for  1  in.  diam.  at  100  lbs.  abs.,  and  appears  to  be  of  the  right  order 
of  magnitude  to  account  for  the  defect  of  the  observed  discharge 
from  the  theoretical  formula  for  supersaturated  steam. 

Friction  beyond  the  throat  will  not  appreciably  affect  the  dis- 
charge,  but  tends  to  increase  the  sectional  area  required  for  a 
given  final  pressure.  The  amount  of  such  friction  in  an  expanding 
nozzle  is  at  present  a  somewhat  imcertain  quantity  owing  to  lack 
of  experimental  data.  Assiuning  that  it  varies  as  the  square  of  the 
velocity,  or  directly  as  the  heat-drop,  the  loss  of  heat-drop  due  to 
friction  would  be  represented  by  a  percentage  proportional  to  the 
heat-drop  itself.  This  is  the  simplest  assumption  that  can  be  made, 
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and  appears  to  accord  fairly  with  the  scanty  and  imperfect  data 
available. 

The  values  given  in  the  last  column  of  the  preceding  table  as 
including  friction,  are  calculated  on  this  assumption  in  the  following 
manner.  The  theoretical  limiting  values  of  the  heat-drop  for  the 
case  of  supersaturation  with  Pq  =  100  lbs.  are  first  calculated 
according  to  the  method  already  given.  The  corresponding  values 
of  V  and  U  give  M/X  at  each  point,  from  which  the  ratios  X/Xf 
are  obtained,  as  given  in  the  column  headed  "Supersaturated." 
To  make  an  approximate  allowance  for  friction  in  a  typical  case, 
the  throat  friction  is  taken  as  2*5  per  cent,  of  the  heat-drop  to  the 
throat  calculated  by  equation  (12),  namely, 

ffo  -  ^«  =  (18042  +   00045)  (661-82  -  464-0)  =  25-90  cals.  C. 

According  to  the  formula  (Hq  —  H^jPJ)  for  the  throat  friction  as 
a  fraction  of  the  heat-drop,  this  is  equivalent  to  taking  the  throat 
diameter  Z>  as  1  cm.  or  -4  inch.  The  percentage  reduction  due  to 
friction  in  this  case  is  one-tenth  of  the  heat-drop.  All  the  other 
values  of  the  heat-drop  are  accordingly  reduced  by  a  percentage 
equal  to  one-tenth  of  the  heat-drop  in  calories  at  each  point.  This 
gives  a  reduction  of  9  per  cent,  in  the  heat-drop  at  10  lbs.  and 
16  per  cent,  at  1  lb. — ^values  which  are  within  the  range  of  possi- 
bility for  a  nozzle  of  this  size  with  so  large  a  ratio  of  expansion. 
The  values  of  U  and  V  are  then  calculated  from  the  reduced  values 
of  the  heat-drop,  and  the  ratios  XjX^  found  as  before. 

The  effect  of  friction  in  the  expanding  portion  of  the  nozzle 
should  evidently  be  roughly  proportional  to  the  length  of  the  nozzle, 
other  conditions  being  equal.  The  friction  may  therefore  be  reduced 
by  diminishing  the  length  or  increasing  the  angle  of  divergence. 
Increase  of  length,  on  the  other  hand,  with  reduction  of  angle, 
gives  a  more  effective  stream-line  flow,  and  also  diminishes  the 
loss  due  to  supersaturation  by  allowing  more  time  for  the  steam  to 
condense.  Experiments  on  these  points  are  wanting,  but  it  appears 
that  the  dimensions  selected  in  practice  represent  an  empirical 
compromise  between  these  opposite  effects.  It  should  be  observed, 
however,  that  the  usual  method  of  calculating  the  final  sectional 
area  for  a  given  pressure  neglects  both  friction  and  supersaturation, 
and  may  give  results  20  per  cent,  too  small.  This  would  perhaps 
explain  the  common  observation  that  a  nozzle  generally  works 
better  when  the  final  pressure  is  somewhat  higher  than  that  for 
which  it  was  designed.  The  effects  of  friction  and  supersaturation 
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are  too  large  to  neglect  in  the  design,  and  further  experiments  on 
these  points  are  desirable. 

105.   Variation  of  Discharge  with  Initial  Temperature. 

Additional  evidence  with  regard  to  the  law  of  the  discharge  may 
be  obtained  by  taking  observations  at  the  same  pressures,  but  at 
different  initial  temperatures.  As  an  illustration  we  may  apply  the 
theory  of  supersaturation  to  explain  some  results  quoted  by 
Prof.  Mellanby  (Proc.  Inst.  Mech.  Eng.,  Feb.  1918,  p.  295),  in  which 
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Fig.  22.    Variation  of  Dischaige  with  Temperature. 

the  discharge  through  a  nozzle  \  inch  diameter  and  \  inch  long,  with 
a  rounded  entrance  of  J  inch  radius,  at  an  inlet  pressure  of  74-2  lbs. 
and  back-pressure  41*5  lbs.  abs.,  was  measured  by  means  of  a 
surface  condenser,  at  various  degrees  of  initial  superheat.  The 
observed  values  of  the  discharge  in  lbs.  per  hour  are  plotted  on  a 
large  scale  against  the  initial  temperature  Fahrenheit  in  the  ac- 
companying Fig.  22,  the  observations  being  represented  by  crosses. 
The  result  found  with  dry  saturated  steam  at  306-8°  F.  is  shown  by 
the  cross  enclosed  in  a  circle  at  186-0  lbs.  The  value  of  the  discharge 
at  this  point  calculated  by  the  usual  formula  for  wet  steam  is  188*4, 
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whereas  the  formula  for  supersaturated  steam  gives  199«0  lbs.  This 
result  would  appear  at  first  sight  to  justify  the  usual  formula, 
except  that  the  coefficient  of  discharge  is  surprisingly  close  to  unity 
for  so  small  a  nozzle  with  so  long  a  throat.  Prof.  Mellanby  found 
however  a  coefficient  of  discharge  greater  than  unity  yrMi  a  shorter 
nozzle  of  the  same  size,  but  suggested  that  the  discrepancy  might 
be  due  to  the  wetness  of  the  steam,  or  the  errors  of  the  steam  tables, 
rather  than  to  any  defect  in  the  theory.  But  his  results  at  higher 
temperatures  do  not  support  this  explanation. 

According  to  the  usual  theory  of  reversible  condensation,  the 
maximum  discharge  as  calculated  from  the  tables  should  remain 
nearly  constant  (in  this  case)  and  equal  to  188*2  lbs.  per  hour  until 
the  initial  temperatiu^  is  raised  to  877°  F.  (at  which  point  the 
steam  would  be  just  saturated  on  reaching  the  throat)  as  shown  by 
the  nearly  horizontal  line  2  for  steam  which  is  wet  on  reaching  the 
throat.  When  the  superheat  is  increased  beyond  this  point,  the 
discharge  should  fall  off  as  shown  by  the  curve  1  for  dry  or  super- 
saturated steam.  The  observations  however  do  not  follow  a  broken 
curve  of  this  tjrpe,  but  are  very  closely  represented  by  line  3,  which 
is  obtained  by  simply  reducing  the  curve  1  for  supersaturated  steam 
by  6  per  cent.  This  reduction  may  reasonably  be  attributed  to 
friction  in  so  small  a  nozzle,  and  the  form  of  the  curve  may  be 
regarded  as  conclusive  evidence  in  favour  of  the  theory  of  super- 
satiu*ation,  since  there  is  no  indication  of  any  well  marked  break. 

io6.   On  the  Supersaturation  Limit.   The  existence  of 

the  loss  due  to  supersaturation  in  the  rapid  expansion  of  steam, 
appears  to  have  first  been  pointed  out  by  Prof.  Nicolson  and  the 
author  in  a  paper  "On  the  Law  of  Condensation  of  Steam"  (Proc, 
Inst.  C,  E.,  1898,  pp.  22-80)  as  a  necessary  consequence  of  the 
finite  rate  of  condensation  shown  by  their,  experiments.  They 
estimated  that  a  drop  of  50°  F.  below  saturation,  corresponding 
to  a  missing  quantity  of  5  or  10  per  cent.,  might  be  expected  imder 
ordinary  conditions  in  a  high-speed  engine.  By  measuring  the 
temperature  of  the  steam  during  expansion  with  a  compensated 
platinum  thermometer  (Fig.  7)  of  very  fine  wire,  they  found  that 
the  observed  temperature  was  always  lower  than  that  deduced  from 
the  indicator.  But  they  pointed  out  that  any  thermometer,  however 
sensitive,  could  be  expected  to  indicate  a  small  fraction  only  of 
the  fall  of  steam-temperature,  because  the  condensation  on  its 
surface  would  tend  to  keep  it  at  the  saturation  point.  By  measiuring 
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the  adiabatic  index  for  dry  steam  with  a  thermometer  of  the  same 
^YP^>  they  inferred  that  the  loss  of  work,  if  there  were  no  con- 
densation, might  amount  to  20  per  cent,  for  large  ratios  of  ex- 
pansion. But  this  was  regarded  as  an  overestimate,  because  there 
was  known  to  be  a  limits  although  Wilson's  experiments,  which 
first  afforded  a  direct  determination  of  the  limit  in  the  case  of  moist 
air  at  ordinary  temperatures,  had  not  been  published  at  the  time 
when  the  paper  was  written.  The  difference  is  readily  appreciated 
by  reference  to  the  curves  shown  on  the  diagram  (Fig.  28).  The 
curve  AB  represents  the  adiabatic  for  saturated  steam,  the  curve 
AD  that  for  dry  steam,  expanding  from  165  lbs.  to  1  lb.  without 
condensation.  This  shows  a  defect  of  heat-drop  amounting  to 
20  per  cent,  at  1  lb.  The  curve  SS  shows  the  supersaturation  limit, 
drawn  on  the  hypothesis  that  condensation  begins  very  rapidly 
when  the  pressure  is  eight  times  the  normal  saturation  pressure 
corresponding  to  the  temperature.  If  the  temperature  of  the  steam 
cannot  fall  below  this  limit,  the  adiabatic  for  supersaturated  steam 
AC  will  begin  to  diverge  from  the  dry  adiabatic  AD  at  the  point 
where  it  crosses  the  curve  SS,  and  the  later  part  of  the  supersatura- 
tion curve  will  approximate  more  closely  to  AB  than  to  AD.  Since 
AC  represents  the  limit  of  possible  loss  on  this  hypothesis,  the 
actual  adiabatic  will  probably  lie  somewhat  below  AC,  but  can 
never  be  isentropic,  since  there  must  always  be  a  continuous 
increase  of  entropy  so  long  as  any  supersaturation  persists. 

According  to  the  usual  theory  of  supersaturation,  based  on  the 
James  Thomson  isothermal,  the  SS  limit  would  be  reached  at  the 
point  H,  Fig.  17,  Chapter  VIII,  when  P  is  a  maximum  (Maxwell, 
Theory  of  Heat,  1880,  p.  290).  This  would  give  a  pressure  P„ 
upwards  of  100  times  that  of  saturation  P,  in  the  case  of  steam  at 
50°  C,  but  assumes  a  homogeneous  transformation,  and  takes  no 
account  of  the  action  of  the  coaggregated  molecules  as  discrete 
centres  of  condensation  according  to  equation  (28).  Wilson's 
experiments  show  that  the  effective  SS  limit  occurs  at  a  much  lower 
ratio,  P„IPs  =  8,  at  low  temperatures,  but  afford  no  evidence  of  the 
constancy  of  the  limiting  ratio.  According  to  Maxwell's  view,  the 
ratio  Psa/Pa  would  fall  very  rapidly  with  increase  of  pressure, 
reaching  the  value  8  for  steam  at  about  P,  =  700  lbs.,  and  di- 
minishing to  unity  at  the  critical  point.  It  is  theoretically  possible 
that  the  Wilson  ratio,  corresponding  to  a  reduction  of  the  mean 
molecidar  distance  to  half  the  saturation  value,  might  hold  through- 
out the  practical  range  of  pressures,  but  it  appears  more  likely  that 
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there  is  a  continuous  diminution  in  the  ratio  with  fall  of  surface 
tension  Y.  H.  M.  Martin  ("New  Theory  of  the  Steam  Turbine," 
reprinted  from  Engineerings  Vol.  106,  1918),  taking  the  effective 
radius  of  the  coaggregation  nucleus  as  remaining  constant  and 
equal  to  5  x  10"®  cm.,  and  allowing  for  the  variation  of  Y  with 
temperature,  finds  values  of  the  pressiu*e-ratio  from  equation  (28) 
varying  from  11  at  O*'  to  4-8  at  100°  C.  The  curve  thus  obtained  for 
the  SS  limit  is  practically  coincident  with  that  shown  in  Fig.  28 
from  50''  to  80°  C,  and  gives  very  similar  results  when  applied  to 
the  calculation  of  the  effects  of  supersaturation  at  low  pressures, 
where  they  are  most  important.  There  is  some  indirect  experimented 
evidence,  detailed  in  Chapter  XVI,  tending  to  show  that  the 
practical  SS  limit  in  turbines  may  be  as  high  as  the  line  of  constant 
wetness  QQ  in  Fig.  28.  If  this  were  the  case,  it  would  afford  a  very 
simple  and  practical  method  of  calculation,  but  the  actual  position 
of  the  line  remains  uncertain  at  high  pressures,  though  there  is 
every  reason  to  believe  that  it  cannot  be  lower  than  the  line  SS 
representing  the  constant  ratio  8,  which  may  be  safely  assumed  as 
representing  the  maximum  limit  of  loss  due  to  supersaturation. 
For  this  purpose  we  may  accept  the  Wilson  ratio  provisionally, 
though  it  must  be  admitted  that  further  experiments  are  desirable. 

107.   Reduction  of    Efficiency  by  Supersaturation. 

In  the  case  previously  considered,  it  was  assumed,  in  order  to 
simplify  the  calculation,  that  the  rapidly  expanding  steam,  on 
reaching  the  supersaturation  limit,  was  instantaneously  transformed 
into  wet  saturated  steam  in  the  equilibrium  state,  and  remained  in 
this  state  for  the  remainder  of  the  expansion.  This  method  gives 
a  lower  limit  for  the  loss  due  to  initial  supersaturation.  It  is  obvious, 
however,  that  some  degree  of  supersaturation  must  persist  through- 
out the  whole  of  the  expansion,  since  the  transformation  cannot  be 
instantaneous.  It  is,  therefore,  desirable  to  make  an  estimate  of  the 
corresponding  upper  limit  of  loss,  obtained  by  assuming  the  super- 
saturation  line  SS. 

For  this  purpose  the  supersaturation  limit  may  be  defined  as  the 
limit  of  the  state  of  dry  supersaturated  steam  in  rapid  expansion 
which  is  reached  when  the  pressure  is  eight  times  the  normal 
saturation  pressure  corresponding  to  the  actual  temperature  of  the 
steam.  With  this  definition  it  is  easy  to  calculate  the  properties  of 
steam  at  the  supersaturation  limit  from  the  equation  for  dry 
steam  employed  in  this  work,  as  shown  in  the  following  Table  III. 
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In  order  to  find  the  limiting  form  of  the  adiabatic  in  very  rapid 
expansion  it  is  necessary  to  make  some  additional  assumption. 
The  simplest  and  most  probable  assumption  appears  to  be  that  the 
vapour  itself  remains  at  the  temperature  corresponding  to  the 
supersaturation  limit,  so  that  fresh  nuclei  are  continually  being 
formed  throughout  the  expansion;  but  that  the  liquid  particles 
rise  very  rapidly  up  to  the  normal  saturation  temperature,  and  are 
subsequently  maintained  in  the  neighbourhood  of  this  temperature 
by  evaporation  as  expansion  continues.  The  state  of  the  mixture 
thus  defined  is  easy  to  calculate,  and  affords  a  probable  limit  to 
the  effect  of  supersaturation. 

If  Hgg,  Vg^  denote  the  total  heat  and  volume  of  the  dry  vapour 
at  the  supersaturation  liptiit  as  shown  in  the  table,  and  if  H^^  V^ 
are  those  of  the  wet  mixtiire  at  any  stage  at  the  same  pressure,  we 
have  the  simple  relation 

(H„  -  H,)I{H„  -  h.)  =  (F..  -  V,W„  -  V.) (24) 

where  ^,,  Vg  are  the  total  heat  and  volume  of  the  liquid  at  the 
normal  saturation  temperature  corresponding  to  the  pressure. 

If  there  is  no  friction  or  external  heat-loss,  we  have  the  simple 
condition  dH  =  aVdP  defining  the  adiabatic,  but  the  entropy  no 
longer  remains  constant,  and  cannot  be  calculated  by  simply  adding 
the  entropy  of  the  liquid  to  that  of  the  vapour,  as  in  the  case  of 
wet  saturated  steam,  because  the  liquid  and  vapour  are  at  different 
temperatures  and  not  in  equilibrium.  The  simplest  method  of 
finding  the  adiabatic  under  these  conditions  is  a  step  by  step  process 
of  integration  of  the  fundamental  relation.  If  single  and  double 
dashes  denote  the  initial  and  final  states  in  each  step,  the  drop  of 
H  is  readily  foimd  with  considerable  accuracy  from  the  formula 

(W-  H")l{aP'V'-  aP'T") 

=  (logP'-  logP")/(logP'F'-  logP'T").  ...(25) 
By  assuming  an  approximate  value  of  H"  from  the  relation 
dH  =  aVdpf  a  suitable  value  of  F"  is  obtained  from  the  relation 
between  H^  and  F^.  The  formula  (25)  then  gives  a  very  accurate 
value  of  H'—  H'\  provided  only  that  the  pressure  range  in  each 
step  is  reasonably  small,  say  not  exceeding  a  ratio  1  to  2. 

The  values  of  H  obtained  in  this  way  for  a  particular  adiabatic, 
starting  with  dry  saturated  steam  at  165  lbs.,  are  shown  in  the 
table  under  the  heading  "Theor."  for  comparison  ^^ith  the  corre- 
sponding values  of  H  on  the  usual  adiabatic  for  saturated  steam 
shown  in  the  next  column,  headed  "  Sat."  Down  to  a  pressure  of 
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56  lbs.  the  steam  is  dry,  and  the  values  of  H  are  found  from  the 
formula  for  dry  steam.  The  steam  reaches  the  supersaturation 
Umit  at  a  pressure  between  56  and  48  lbs.,  and  the  succeeding 
values  are  calculated  in  successive  steps.  The  last  column  gives  the 
differences  between  the  two  adiabatics,  and  shows  that  the  loss 
due  to  supersaturation  may  become  considerable  when  the  expan- 
sion is  very  rapid;  but  it  appears  probable  that  the  values  given  in 
the  table  afford  a  fair  estimate  of  the  limit  of  possible  loss  in  the 
absence  of  Action.  Similar  losses  must  necessarily  occur  in  tur- 
bines, but  the  losses  from  supersaturation  will  be  reduced  when  the 
expansion  is  less  rapid,  in  proportion  as  more  time  is  allowed  for 
the  approach  to  the  equilibrium  state. 


Table  HI. 
Properties  of  Steam  at  the  Supersaturation  Limit  (F.P.C.). 


p 

116-69 
108-87 

616-87 
618-73 

1-4299 
1-4663 

1-7271 
2-1823 

1h 

0-0184 
00182 

Adiabatiofrom  165  lbs.  (dry  sat. ) 

200 

197-80 
186-63 

Emp. 
666-10 

Theor. 

Rut. 

Diff. 

160 

666-10 

666-09 

0-01 

120 

100-68 

620-08 

1-4863 

2*9306 

173*63 

0-0179 

65308 

663-08 

652-90 

018 

100 

96-66 

620-60 

1-6062 

3-623 

165-72 

0-0177 

645-26 

645-26 

644-72 

0-64 

80 

89-68 

620-68 

1-6278 

4-407 

166-62 

0-0175 

63614 

63614 

635-01 

1*13 

64 

83-84 

620-46 

1-6496 

6*497 

147-97 

00174 

627-47 

627-47 

625-56 

1*91 

66 

80-49 

620-22 

1-6627 

6-271 

14300 

00173 

622-48 

622-48 

620-00 

2-48 

48 

76-72 

619-80 

1-6772 

7-296 

137-43 

00172 

616-99 

616-91 

613-70 

3-21 

40 

72-38 

619-20 

1-6943 

8-718 

13108 

00171 

610-51 

610-43 

606-46 

3*98 

32 

67-23 

618-28 

1-6148 

10-829 

123-63 

00170 

602-73 

602-64 

697-72 

4-92 

24 

60-83 

616-86 

1*6411 

14-302 

114-49 

0-0169 

692-93 

592-84 

586-85 

5-99 

16 

62-27 

614-64 

1-6771 

21-122 

102-43 

00167 

579-54 

579*46 

572-09 

7-37 

12 

46-49 

612-73 

1-7022 

27-822 

94-41 

00166 

670-35 

670-27 

562-06 

8-22 

8 

38-73 

610-08 

1-7376 

40-98 

83-76 

0-0166 

657-78 

557-72 

548*37 

9*35 

6-6 

32-26 

607-66 

1-7683 

67-67 

74-96 

0-0164 

647-10 

64707 

536-83 

10*24 

4 

26-41 

605-37 

1-7974 

79-31 

67*11 

00163 

537-34 

637-33 

526-37 

10*96 

2-4 

17-99 

601-87 

1-8410 

128-89 

66-94 

0-0162 

523-07 

62309 

511-11 

11-98 

1-6 

11-69 

699-16 

1-8766 

189-66 

47-66 

00162 

512-22 

512-24 

499-66 

12-69 

10 

4-74 

696-79 

1-9168 

296-71 

38-64 

0-0161 

500*17 

50017 

486-68 

13-49 

0-8 

1-69 

694-67 

1-9367 

366-61 

34-66 

0-0161 

494-56 

494-56 

480-80 

13-76 

It  is  comparatively  easy  to  calculate  any  desired  adiabatic  for 
supersaturated  steam  by  the  aid  of  the  above  table,  using  the 
step  by  step  method.  But  since  the  theoretical  values  are  somewhat 
uncertain,  it  is  probably  sufficient  for  practical  purposes  to  estimate 
the  loss  below  the  supersaturation  limit  by  an  empirical  formula  of 
the  type,  H-  B  =  kP"^,  with  m  =  1/11,  and  iB  =  228,  which  fits 
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the  adiabatic  within  a  tenth  of  a  calorie  as  shown  by  the  column 
headed  "Emp."  in  the  above  table.  The  dry  part  of  the  adiabatic 
follows  the  usual  formula  for  dry  steam,  with  m  =  8/18,  and 
B  ==  464.  A  very  fair  approximation  to  the  loss  of  heat-drop  in 
the  later  stages  may  be  obtained  by  taking  7-77  per  cent,  of  the 
heat-drop  for  saturated  steam.  The  loss  at  the  supersaturation 
limit  is  about  5  per  cent,  of  the  heat-drop  to  that  point,  but  tends 
to  a  nearly  constant  percentage  (7-5  to  8)  at  low  pressures. 

The  following  example  illustrates  the  method  of  calculation, 
which  is  instructive,  because  it  may  be  applied  to  calculate  any 
curve  of  this  type,  if  relations  between  H  and  F,  and  dH  and  VdP^ 
are  given. 

Example.  Find  the  adiabatic  heat-drop  from  8  to  5-6  lbs., 
taking  the  initial  value  ff'=  557-72,  (1)  for  saturated  steam  at  the 
normal  saturation  temperature,  (2)  for  supersaturated  steam  if 
the  temperature  of  the  vapour  is  at  the  supersaturation  limit  and 
that  of  the  liquid  at  the  normal  saturation  point. 

To  find  the  initial  volume  V  in  case  (1)  we  have  the  usual 
relation 

{H,  -  H')I(H.  -  k.)  =  (V.  -  V')l{r,  -  v.), 

which  gives  F'=  40-85.  In  case  (2)  we  have  the  same  relation  with 
jff„,  and  Vgg  for  H^  and  F^,  and  the  value  of  F'  comes  out  86-85. 
A  first  approximation  to  the  heat-drop  ff'—  H'\  in  either  case, 
is  obtained  from  the  relation  dH  =  aVdP  by  writing  it  in  the  form 
ap'V  (dp/p) — since  pV  changes  slowly — and  substituting  p'  —  p" 
for  dpy  and  (p'  +  p")/2  for  p.  This  gives  for  H'  -  ff"  in  case  (1) 
11-86,  and  in  case  (2)  10-70,  which  are  in  the  ratio  of  the  volumes. 
The  resulting  values  of  ^"  are  545-86,  and  547-02.  The  corresponding 
values  of  F"  are  (1)  56-16,  and  (2)  51-02. 

To  obtain  more  accurate  values  of  H'—  H"  we  may  then  apply 
the  integrated  formula  (25).  In  case  (1)  we  find  H'-  H*'  =  11-762 
as  a  second  approximation,  which  is  slightly  greater  than  the  differ- 
ence 11-54,  shown  in  the  table  for  saturated  steam  between  8  and 
5-6  lbs.,  because  the  initial  state  is  Zf'=  557-72  in  place  of  548-87. 
In  case  (2)  we  find  the  following  values: 

ap'V  =  80-32,  log  a/>'F'   =  1-481729,  log  p' =  0-90809 
ap"V''=  29-89,  log  ap"F"=  1-468200,  logp"=  0-74819 

Diff.  "0-9^  0013529  015490 

Whence  H'-  ff"=  0-93  x  0-15490/0018529  =  10-650,  as  in  the  table. 
It  would  appear  at  first  sight  as  though  this  were  a  very  inferior 
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method  of  approximatioD,  because  the  result  seems  to  depend 
on  the  small  difference  0'98  between  ap*V'  and  ap"V'\  suggesting 
an  order  of  accuracy  of  1  per  cent.  only.  But  in  reality  this  small 
difference  is  concerned  only  with  a  small  correction.  Thus,  if  we 
had  taken  the  rough  values  ap'V*^  30-3,  and  ap"F"=  29*4,  giving 
the  difference  0-9,  we  should  have  found  W—  H"=  10*645.  It  is 
essential  however  to  take  the  correct  values  of  the  corresponding 
logarithms  to  five  significant  figures  in  the  difference^  since  the 
required  correction  depends  on  the  difference  of  xfiog^  (1  +  x)  from 
unity  when  x  is  small.  If  ap''V"=  ap'V  =  80-82,  the  value  of  the 
integral  is  only  changed  to  ap'V  logg  {jp'lp")  =  10'818,  in  place  of 
10-650. 

If  we  apply  the  same  method  of  calculation  to  the  expansion 
from  100  lbs.  (dry  sat.)  to  1  lb.,  in  the  case  of  the  nozzle  previously 
illustrated  in  Table  I,  we  find  the  adiabatic  heat-drop  at  the  super- 
saturation  limit  to  be  only  150*92,  as  compared  with  162-98  at 
the  saturation  limit,  a  reduction  of  7-87  per  cent.,  which  may 
be  regarded  as  the  limit  of  probable  loss  due  to  supersaturation. 
The  other  limit  already  calculated  on  the  supposition  that  the 
steam  was  transformed  into  the  saturation  state  as  soqn  as  con- 
densation started,  gave  161-08  for  the  heat-drop,  showing  a  much 
smaller  reduction,  because  it  was  assumed  that  there  was  no  further 
loss  when  once  condensation  had  started.  The  loss  of  heat-drop 
due  to  supersaturation  after  passing  the  throat,  does  not  affect  the 
mass-discharge,  but  may  materially  reduce  the  efficiency  in  turbines 
in  which  large  expansion-ratios  are  employed  for  each  nozzle. 

Since  no  distinction  has  hitherto  been  possible  between  the 
effects  of  friction  and  supersaturation,  all  estimates  of  friction 
previously  made  will  include  any  effects  of  supersaturation.  When 
the  expansion  is  so  rapid  as  it  is  in  a  nozzle  with  a  large  expansion- 
ratio,  it  is  very  likely  that  the  state  of  the  steam  will  remain  very 
near  the  SS  limit  throughout  the  latter  part  of  the  expansion.  Thus 
if  we  take  15  per  cent,  as  the  whole  loss  for  a  nozzle  of  this  size, 
about  half  will  be  due  to  friction  and  the  other  half  to  supersatura- 
tion. The  supersaturation  loss  would  be  independent  of  the  size  of 
the  nozzle,  but  the  friction  loss  would  be  less  for  larger  sizes.  The 
final  velocity  remains  the  same  for  the  same  heat-drop,  and  is 
unaffected  by  the  hypothetical  subdivision  of  the  loss  as  between 
friction  and  supersaturation.  But  if  we  suppose  the  final  state  to 
be  approximately  at  the  SS  limit  in  spite  of  friction,  there  will  be 
an  appreciable  diminution  in  the  final  volume  as  previously  cal- 
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culated.  With  the  same  heat-drop,  namely  185-1 ,  at  the  SS  limits 
the  volume  comes  out  259-1  in  place  of  288*8  at  the  saturation  limit, 
and  the  value  of  XjM  is  reduced  from  11-69  to  10-69.  Further,  if 
half  the  effect  previously  attributed  to  friction  is  really  due  to 
supersaturation,  the  numerical  value  of  the  coefficient  previously 
suggested  for  friction  should  also  be  reduced  to  one  half.  But  the 
experimental  data  are  difficult  to  interpret,  and  do  not  justify  any 
certain  conclusion. 

io8.  Stodola's  Experiments  on  Nozzle  Friction.  Stodola 

{Steam  Turbines^  p.  52)  measured  the  pressure  at  various  points 
in  a  conical  nozzle,  and  deduced  the  probable  effects  of  friction  by 
comparing  the  results  with  a  theoretical  calculation  of  the  pressures 
on  the  assumption  that  the  steam  was  in  the  equilibrium  state  of 
saturation  throughout  the  discharge.  It  may  be  of  interest  to 
recalculate  these  observations  on  the  assumption  that  the  steam 
was  in  reality  supersaturated.  The  nozzle  employed  had  a  diverging 
cone  about  16  cms.  long,  with  an  angle  of  8°  49',  and  a  throat 
diameter  of  1-25  cm.  The  pressures  were  measured  by  connecting 
gauges  to  four  small  holes  through  the  sides  of  the  cone,  and  also 
by  a  central  exploring  tube,  5  mm.  in  external  diameter,  adjustable 
in  position  by  means  of  a  screw.  The  curve  marked  X^  in  the  annexed 
Fig.  24  shows  the  effective  cross-section  of  the  conical  part  of  the 
nozzle,  allowing  for  the  exploring  tube,  in  relation  to  distance  x 
measured  along  the  nozzle  in  cms.  from  the  throat.  The  curve  is 
continued  in  the  figure  beyond  the  end  of  the  actual  nozzle  to 
lower  pressures,  assuming  the  cone  angle  to  remain  the  same.  The 
curve  marked  P^  shows  the  pressures  in  kg./sq.  cm.  calculated  for 
frictionless  expansion  at  the  SS  limit.  The  observed  pressures, 
indicated  by  the  dots,  are  necessarily  higher  than  the  calculated 
pressiu*es  owing  to  friction.  It  was  difficult  to  obtain  steady  readings 
of  pressure  above  1  kg./cm.*  owing  to  the  excessively  rapid  drop 
of  pressure  and  total  heat  in  the  first  5  cms.  of  the  cone.  The  curve 
DH^  indicates  the  drop  of  toted  heat  in  the  same  cone  at  the  SS 
limit.  In  order  to  get  imiform  acceleration  of  the  steam,  which  would 
probably  permit  steady  readings,  it  would  be  necessary  that  the 
curve  of  heat-drop  DH  should  be  a  straight  line,  such  as  DH,^ 
(dotted),  when  plotted  against  x.  The  curve  marked  X^  represents 
the  required  cross-section  of  the  nozzle  for  uniform  heat-drop  per 
cm. :  the  curve  P^  shows  the  corresponding  pressures.  In  this  case 
the  section  would  no  longer  be  a  simple  cone,  but  would  be  nearly 
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uniform  for  some  distance  beyond  the  throat.  This  form  of  nozzle 
might  be  suitable  for  experimental  purposes,  but  would  be  difficult 
to  make  as  compared  with  the  simple  cone,  and  would  involve 
increasing  the  length  of  the  nozzle  for  the  same  expansion  from  16 
to  over  20  cms.,  with  an  increased  angle  of  divergence  at  the  end. 
The  increase  of  angle  could  be  avoided  by  a  little  extra  length,  but 
for  purely  practical  purposes  the  simple  cone  might  be  best. 

Value  of  the  Discharge.  The  observed  value  of  the  discharge 
during  the  tests  is  given  as  M  =  0-153  kg./sec,  corresponding  to 
an  initial  state,  Pq  =  10-48  kg./cm.^  t^  =  198''  C,  from  which  we 
obtain    the    following    values,  Hq  =  676-0  cals.  C,    Oq  =  1-5964, 


ISO 
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Fig.  24.    Pressnres  observed  by  Stodola  in  a  Conical  Nozzle. 

Go  =  76-1,  Fo  =  0-2000  cb.  m./kg.,    required    for    calculating    the 
isentropic  heat-drop  to  any  lower  pressure. 

The  effective  cross-section  of  the  throat,  allowing  for  the  ex- 
ploring tube,  is  1-030  cm.*.  The  discharge  calculated  for  the  initial 
state  of  dry  saturated  steam  at  10-48  kg./cm.*,  with  V^  =  0-1912, 
/,  =  181-0**  C,  by  the  usual  formula,  MjX^  =  0-0199  (Pq/^J^'*. 
assiuning  the  steam  to  be  saturated  in  the  throat,  comes  out 
M  =  0-1516  kg./sec.  Allowing  for  the  fact  that  the  initial  steam 
was  superheated  17°  C,  but  still  supposing  the  steam  to  be  saturated 
before  reaching  the  throat,  the  calculation  of  the  discharge  is  more 
troublesome,  since  it  is  necessary  to  find  by  trial  the  pressure  at 
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which  XjM  is  a  minimuin.  The  result  found  in  this  way  is 
M  =  0-1584  kg./sec.,  which  shows  a  slight  increase  due  to  the  super- 
heat, and  agrees  very  closely  with  the  observed  discharge,  namely 
0*158  kg./sec.,  but  leaves  very  little  margin  to  allow  for  any  re- 
duction due  to  friction. 

If  on  the  other  hand  we  assume  that  the  steam  is  still  dry  and 
supersaturated  on  reaching  the  throat,  and  calculate  the  discharge 
in  both  cases  by  the  same  formula  with  the  coefficient  0-0209  in 
place  of  0-0199,  we  find 

For  steam  initially  saturated  at  181°  C,      M  «  0-1592  kg./sec. 
For  steam  initially  superheated  at  198°  C,  M  =  0-1559  kg./sec. 

showing  a  diminution  of  the  discharge  with  superheat,  which  agrees 
with  the  interpretation  of  Mellanby's  experiments  given  in  sec- 
tion 105. 

In  this  case  it  is  necessary  to  suppose  that  the  effect  of  throat 
friction  is  to  reduce  the  discharge  from  0-1559  to  0-158  kg./sec. 
According  to  the  formula  I/PqD  (F.P.C.)  suggested  in  section  104, 
for  the  fractional  reduction  due  to  throat  friction,  with  Pq^14!9 
Ibs./in.*,  and  D  =  0-5  in.,  the  reduction  should  be  1-8  per  cent.; 
but  the  presence  of  the  exploring  tube  increases  the  frictional 
surface  in  the  proportion  of  7/5,  giving  a  probable  reduction  of 
1-8  per  cent.,  which  happens  to  agree  exactly  with  the  reduction 
from  0-1559  to  0-158  kg./sec. 

Estimate  of  Frictional  Loss,  Stodola  estimated  the  loss  by 
drawing  a  curve  similar  to  P^  in  the  previous  figure,  giving  the 
pressure  distribution  along  the  nozzle  for  frictionless  expansion 
at  the  saturation  limit;  and  by  adding  two  similar  curves  for  a 
reduction  of  10  per  cent.,  and  20  per  cent.,  respectively,  in  the 
heat-drop  at  each  pressure.  For  a  given  value  of  the  discharge, 
such  as  M  =  0-158,  it  is  easy  to  calculate  the  values  of  X  and  x 
corresponding  to  any  assumed  value  of  P  with  0,  10  per  cent.,  and 
20  per  cent,  loss,  respectively,  in  the  following  manner.  Find  DH<p 
for  the  assumed  P,  deduct  10  per  cent,  and  20  per  cent,,  and  find 
the  corresponding  values  of  U  and  F.  Deduce  X  from  the  formula 
X  =  lOfiOOMV/U  (K.M.C.),  and  find  the  value  of  x  allowing  for 
the  exploring  tube. 

For  instance,  at 

P  «  0-844  kg.  (12  lbs.),  H,  =  68702,  V,  =  2021  (K.M.C.). 

laentropic  DH^=  103-89,  U  =  932-6,  V  =  1-779,  X  =  2-918,  x  =  601  oma 
Lobs  10%  DH  =    93-60,  U  =  884-8,  V  =  1-818,  X  =  3- 143,  x  =  6-46 
Loss  20%DH  ^    83-11,  U  =  834-2,  V  =  1-867,  X  =  3-406,  x  =  6-98 
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By  calculating  a  few  points  in  this  way,  the  required  curves  are 
readily  drawn.  The  observed  pressures  for  M  =  0*1 58,  plotted  as 
dots  on  the  same  scale,  show  the  loss  at  each  point  of  the  nozzle 
by  their  position  in  relation  to  the  calculated  curves.  Stodola's 
curves  show  a  loss  of  about  10  per  cent,  at  a  pressiu'c  of  0'8  kg., 
increasing  to  about  20  per  cent,  at  0*2  kg.,  and  suggesting  even 
larger  losses  at  lower  pressings.  But  these  losses  seemed  rather 
large  to  attribute  simply  to  friction,  and  he  concluded  from  other 
experiments  that  the  total  loss  for  the  nozzle  investigated  did  not 
exceed  15  per  cent. 

The  above  method  of  estimating  the  loss  is  very  simple  and 
direct,  but  it  gives  a  somewhat  restricted  scale  at  low  pressures, 
where  the  loss  is  most  important,  and  it  does  not  exhibit  the  loss 
itself  in  the  form  of  a  curve  on  a  uniform  scale.  It  also  proves 
inconvenient  for  showing  the  effects  of  supersaturation  in  contrast 
with  those  obtained  on  the  usual  assumption  that  the  steam  is  in 
the  equilibrium  state  of  saturation  throughout  the  expansion.  For 
these  reasons  the  same  observations  are  reduced  by  a  different 
method  in  the  annexed  figure,  the  actual  loss  calculated  for  each 
point  observed  being  plotted  against  the  isentropic  heat-drop  at 
the  same  pressure. 

109.  Curve  representing  Loss  of  Heat-Drop.  The  abscissa 

in  tha  annexed  Fig.  25  is  the  isentropic  heat-drop  DH^  in  calories  C. 
at  any  pressure,  representing  the  limit  of  possible  performance;  the 
ordinate  is  the  loss  of  heat-drop  at  the  same  pressure,  plotted  on  a 
five  times  larger  scale.  The  curve  ACD  represents  the  defect  of 
heat-drop  along  the  dry  adiabatic  starting  with  the  initial  state 
P  =  10-48,  t  =  198°  (K.M.C.).  A  represents  the  point  at  which  the 
steam  reaches  the  saturation  limit,  with  Dff^=18  nearly.  The 
point  B  corresponds  with  the  throat  of  the  nozzle.  The  supersatura- 
tion limit  is  reached  at  the  point  C,  where  DH  =  56*4,  and  DH^= 59*4, 
with  a  loss  of  8  cals.,  or  5  per  cent.  The  curve  CSS  is  the  adiabatic 
at  the  supersaturation  limit,  which  is  not  isentropic,  the  entropy 
increasing  from  1*5964  before  condensation  starts,  to  1*6048  at  C 
after  condensation  starts,  and  to  1*6405  at  a  pressure  of  1  lb.  near 
the  end  of  the  curve  CSS.  The  curve  CS,  which  is  nearly  a  straight 
line,  represents  the  assumption  that  the  steam  remains  at  the 
saturation  limit,  without  further  increase  of  entropy,  after  passing 
the  point  C.  The  value  of  the  entropy  at  any  i)oint  when  the  steam 
is  not  in  a  state  of  equilibrium  is  estimated  from  the  formula 

as.  17 


258 


PROPERTIES  OF  STEAM 


[CH. 


O  =  (ff  +  G)/T,  by  supposing  it  transformed  to  the  equilibrium 
state  at  constant  pressure.  The  point  at  which  the  SS  limit  is 
reached  in  the  absence  of  friction  may  be  found  from  the  table  SS 
by  taking  the  pressure  (about  89  lbs.  in  this  case)  at  which  0„ 
is  equal  to  the  initial  value  1*5964. 

The  small  circles  in  the  figure  represent  the  observations  of 
Stodola  as  reduced  on  the  assumption  that  the  steam  is  in  the  state 
of  saturation.  The  whole  loss  in  this  case  is  attributable  to  friction 
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Fig.  25.    Loss  of  Heat-Drop  due  to  Snpersaturation. 

alone.  The  crosses  not  enclosed  in  circles  represent  the  reduction 
of  the  same  observations  on  the  assumption  that  the  steam  is  at 
the  SS  limit,  represented  by  the  curve  CSS.  The  loss  due  to  friction 
in  this  case  is  measured  by  the  height  of  the  crosses  above  the  curve 
CSS,  the  remainder  of  the  loss,  below  the  curve,  being  attributable 
to  supersaturation. 

Taking  first  the  circles,  representing  the  usual  hypothesis  of 
saturation,  it  will  be  seen  that  they  he  roughly  on  a  curve  rising 
very  steeply  at  low  pressures,  and  reaching  a  maximum  loss  of 
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80  cals.,  or  20  per  cent,  of  the  isentropic  heat-drop  at  the  end  of 
the  nozzle,  where  P  =  0«20  kg./cm.*. 

Method  of  Calculation.  The  method  of  calculation  for  the  separate 
observations  is  much  the  same  as  that  previously  given  for  the 
curves,  but  is  performed  in  the  reverse  order.  In  the  previous  case, 
P  and  DH  are  assumed  and  it  is  required  to  find  X  and  x.  In  the 
case  of  the  observations,  P  and  x  are  given,  and  DH  is  required. 
As  an  example  of  the  method  we  may  take  the  first  observation, 
P  =  0-742,  at  the  point  x  =  5*67  in  the  side  of  the  nozzle. 

X  =  5-67  gives  X  =  8*248,  whence  if  illf  =  0'158,  we  have 
UjV  =  471  0. 

P  =  0-742  gives  DHq^^  108-88,  H,=  685-59,  H.-st^  544-9, 
V,  =  2-280. 

Taking  DH  =  100  gives  U  =  915-1,  H,- H  =  59-59,  V  =  2080, 
U/V  =  450-7. 

Taking  DH  =  107  gives  U  =  946-6,  H,-  H  ^  66-59,  F=  2002, 

U/V  =  472-8. 

By  interpolation  at  U/V  =  471  0,  we  obtain  DH  =  106-4, 
whence  the  loss  is  2-0. 

The  pressure  at  the  same  point,  x  =  5-67,  observed  with  the 
central  exploring  tube,  was  0-797,  giving  DH^  =  106-2,  DH  =  96-6, 
loss  =  9-6  cals.  C,  suggesting  that  there  was  a  real  difference  of 
pressure  between  the  centre  and  side  of  the  jet  at  this  point,  owing 
to  the  too  rapid  increase  of  section  of  the  cone.  The  mean  loss  for 
the  whole  section  would  probably  be  intermediate  between  the  two, 
about  6  cals.  at  DH^  » 107.  The  four  observations  taken  at  the 
side  of  the  nozzle  are  marked  with  crosses  (  +  )  enclosed  in  the 
circles.  The  remaining  three  of  these  are  seen  to  agree  as  closely  as 
could  be  desired  with  the  plain  circles  representing  the  observations 
with  the  central  exploring  tube. 

It  is  evident  that  the  curve  of  frictional  loss  deduced  from  these 
observations,  on  the  assumption  that  the  steam  is  saturated,  is  of 
a  highly  improbable  character.  The  curve  is  much  too  steep,  and 
tends  to  cut  the  axis,  giving  zero  or  negative  loss  at  pressures  above 
1  atmosphere;  while  it  gives  losses  which  are  too  large  to  attribute 
purely  to  friction  at  low  pressures.  These  peculiarities  cannot  be 
attributed  entirely  to  errors  of  observation,  in  spite  of  the  great 
difficulties  of  the  experiments.  They  appear  to  be  chiefly  due  to  the 
error  of  the  assumption  that  the  steam  is  in  the  equilibrium  state 
of  saturation;  but  there  may  also  be  some  small  systematic  errors 
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in  the  pressure  measurements,  which  require  consideration  when 
dealing  with  steam  at  such  extremely  high  velocities. 

Correction  of  the  Pressures,  When  steam  or  other  fluid  is  flowing 
parallel  to  a  surface  with  high  velocity,  the  pressure  near  the 
surface  will  be  raised  by  the  frictional  retardation  of  the  stream.  The 
pressure  in  a  small  hole  at  right  angles  to  the  surface,  being  the 
same  as  the  pressure  at  the  surface,  will  be  higher  than  the  pressure 
in  the  main  body  of  the  stream.  Moreover,  an  exploring  tube  with 
its  length  parallel  to  the  stream,  and  provided  with  a  small  opening 
at  right  angles  to  its  surface,  will  have  all  its  indications  raised  by 
friction  in  a  similar  manner,  so  that  the  effect  in  question  cannot 
easily  be  detected  or  measured  experimentally.  There  is  no  certain 
method  of  calculating  the  effect  in  the  case  of  turbulent  flow,  but 
the  rise  of  pressure  at  the  surface  will  evidently  be  proportional  to 
the  velocity-head,  which  is  IJ^ftgV  in  gravitational  units,  and  is 
commonly  measured  with  a  Pitot  tube.  At  ordinary  velocities, 
such  as  are  famiUar  in  aeronautical  tests,  the  velocity-head  is 
insignificant  as  compared  with  the  absolute  pressure  to  be  measured 
and  the  error  is  negligible;  but  in  a  steam-nozzle,  where  the  velocity- 
head  at  low  pressures  may  be  four  or  five  times  the  absolute  pressure 
of  the  medium,  the  correction  may  evidently  become  very  import- 
ant, even  if  it  is  only  a  small  fraction  of  the  velocity-head. 

Since  DU  is  proportional  to  t/*,  and  X  is  proportional  to  VjU, 
the  velocity-head,  and  the  required  pressure-correction,  may  be 
taken  as  proportional  to  DH/V,  or  to  U/X.  Although  the  absolute 
magnitude  of  the  correction  is  unknown,  the  relative  values  are 
fairly  certain,  €ind  it  is  easy  to  try  the  effect  of  assuming  different 
absolute  values.  Taking  the  correction  as  0*018  at  0-20  kg./cm.*, 
near  the  end  of  the  expansion,  it  would  amount  to  0-042  on  the  first 
observation  at  0-742  kg.  Repeating  the  calculation  with  the  cor- 
rected pressures,  the  loss  at  the  lowest  pressure  is  reduced  by  more 
than  a  half,  but  the  loss  at  P  =  0-742  becomes  negative,  and  the 
loss  curve  tends  to  cut  the  axis  at  a  higher  point  near  110.  This 
correction  does  not  help  to  explain  the  observations  satisfactorily 
on  the  assumption  that  the  steam  is  saturated.  The  assumption  of 
the  state  represented  by  the  curve  CS  makes  httle  difference.  We 
conclude  that  the  state  must  be  something  nearly  approaching  the 
curve  CSS,  representing  the  supersaturation  hmit. 

110.  Effect  of  Supersaturation.  If  the  supersaturation 
limit  is  assumed  to  represent  the  probable  state  of  the  steam,  the 
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method  of  calculation  is  exactly  the  same  as  for  saturated  steam, 
except  that  the  expansion  curve  follows  the  dry  adiabatic  as  far 
as  the  point  C,  and  that  the  relation  employed  in  deducing  V  from 
H  is  that  appropriate  to  the  SS  limit.  If  the  observed  values  of  the 
pressure  are  employed  without  correction,  the  observations,  when 
plotted,  give  a  curve  which  does  not  show  any  tendency  to  cut  the 
axis,  as  in  the  previous  case,  but  gives  rather  high  values  at  low 
pressures,  reaching  89-5  cals.  or  25  per  cent,  at  0*20  kg.,  of  which 
about  7  per  cent,  would  be  attributable  to  supersaturation  and 
18  per  cent,  to  friction.  The  pressiwes  were  accordingly  corrected 
by  deducting  2  per  cent,  of  the  velocity-head  at  each  point.  The 
results  thus  obtained  are  shown  by  the  plain  crosses,  (  x  )  for  the 
observations  with  the  central  exploring  tube,  and  (  4-  )  for  those 
taken  through  the  side  of  the  nozzle.  The  loss  at  0*20  kg.  is  then 
about  17  per  cent,  of  which  10  per  cent,  is  debited  to  friction.  If 
the  circles  representing  the  reduction  of  the  observations  on  the 
saturation  hypothesis  are  disregarded,  it  will  be  seen  that  the 
observations  fit  fairly  with  the  dotted  curve  FF,  in  drawing  which 
the  frictional  loss  is  represented  by  the  empirical  term  0-006  DH^* 
added  to  the  curve  ACSS  representing  the  supersaturation  loss. 
This  is  the  simplest  type  of  formula  by  which  the  observations  can 
be  represented  with  any  degree  of  probability,  but  the  observations 
are  not  suiSiciently  consistent,  and  do  not  extend  far  enough  to 
exclude  a  variety  of  other  assumptions.  It  is  quite  possible  that 
the  pressure-correction  should  be  increased  to  8  per  cent,  of  the 
velocity-head,  in  which  case  the  loss  attributable  to  friction  would 
be  further  reduced  to  about  6  per  cent,  at  0*2  kg.,  but  the  curve 
would  still  be  of  a  probable  type.  The  hypothesis  of  supersatura- 
tion evidently  affords  a  possible  explanation  of  the  observations, 
besides  being  intrinsically  probable  on  other  grounds.  It  is  also 
required  to  explain  the  great  improvement  effected  by  a  moderate 
degree  of  superheat,  which  follows  naturally  if  the  supersaturation 
loss  is  a  large  fraction  of  the  whole,  but  cannot  be  explained  satis- 
factorily on  theoretical  groimds  if  the  steam  is  saturated. 

III.  Effect  of  Superheat.  In  order  to  make  an  estimate 
of  the  probable  effect  of  superheat  in  improving  the  efficiency  of  a 
nozzle,  we  may  consider  the  reduction  of  supersaturation  separately 
from  that  of  friction,  to  the  reduction  of  which  alone  the  improve- 
ment has  generally  been  attributed.  Since  the  motion  is  turbulent, 
the  effect  of  superheat  on  the  friction  cannot  be  predicted  with 
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any  degree  of  certainty,  but  it  is  possible  to  calculate  the  reduction 
of  the  supersaturation  loss  by  assuming  the  expansion  to  proceed 
at  the  SS  limit  in  the  absence  of  friction,  and  the  result  so 
obtained  will  apply  with  close  approximation  in  the  presence  of 
friction  on  the  well-known  principle  of  the  independence  of  small 
corrections. 

To  facilitate  the  calculation  we  require  in  the  first  place  a  simple 
rule  for  deducing  the  adiabatic  heat-drop  in  expansion  at  the 
SS  limit.  It  has  already  been  shown  that,  for  a  large  range  of 
expansion,  when  the  initial  state  is  dry  saturated,  the  loss  due  to 
supersaturation  at  the  SS  limit  approximates  very  closely  at  low 
pressures  to  a  constant  percentage,  7*78  per  cent.,  of  the  adiabatic 
heat-drop  for  saturated  steam  under  the  same  conditions.  When 
the  initial  state  is  one  of  superheat,  the  two  expansion  curves  coin- 
cide so  long  as  the  steam  is  superheated,  but  the  percentage  re- 
duction remains  very  nearly  the  same  for  that  part  of  the  expansion 
which  is  below  the  saturation  limit.  The  rule  for  finding  the  adiabatic 
heat-drop  for  supersaturated  steam  at  the  SS  limit  in  the  case  of 
initial  superheat  is  consequently  as  follows: 

Bide,  Find  the  adiabatic  heat-drop  DH^  for  saturated  steam 
under  the  same  conditions,  and  deduct  7/90,  or  7*78  per  cent.,  of 
that  part  of  DH^  which  is  below  the  saturation  limit. 

As  an  example  of  this  rule  we  may  take  the  case  of  the  nozzle 
last  considered,  in  which  the  initial  state  was  p  =  10*48,  t  «  198° 
(K.M.C.),  giving  0  =  1-5964,  ff  =  6760,  i,  =  1810°C.,  superheat 
17*^0. 

The  adiabatic  heat-drop  for  saturated  steam  from  this  initial 
state  to  a  final  pressure  2-4  lbs.,  or  0-16874  kg.,  is  found  by  the 
usual  rule  to  be  DH^  =  155-86  cals.  C.  With  O  =  1-5964,  H,  =  6QS'55 
from  Table  II,  App.  Ill,  the  steam  reaches  the  saturation  limit 
after  a  drop  of  12*45  cals.,  leaving  148-41  as  the  part  of  DH^  below 
the  saturation  limit.  To  find  the  loss  of  heat-drop  due  to  super- 
saturation  we  take  7/90  of  148-41,  giving  11-14  cals.  Subtracting 
this  from  DH^,  we  obtain  DHgg  — 144-62  as  the  adiabatic  heat-drop 
at  the  SS  limit.  This  result  is  the  same  to  the  last  figure  as  that 
obtained  by  the  somewhat  laborious  process  of  integrating  aVdP 
with  the  aid  of  Table  SS. 

The  method  of  calculation,  and  the  reduction  of  the  SS  loss 
by  superheat,  may  be  illustrated  graphically  by  supposing  the  curve 
ACSS  in  the  last  figure  shifted  to  the  right  as  the  superheat  is 
increased.  In  the  present  case  the  required  correction  may  be  read 
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directly  from  the  curve,  which  is  drawn  for  17®  superheat,  by  taking 
the  ordinate  at  155*86,  namely  11*2  cals. 

To  find  the  effect  of  a  moderate  degree  of  superheat  in  reducing 
the  SS  loss  for  this  particular  nozzle,  it  will  be  sufficient  to  calculate 
DH^  and  DH^^  for  two  cases,  (1)  initial  state  dry  saturated,  and 
(2)  with  initial  superheat  such  that  the  steam  is  just  saturated  on 
reaching  the  throat.  The  initial  states  for  the  same  pressure, 
P  =  10-48  (K.M.C.),  are 

(1)  t  =  18101°  C,    O  =  1-5770,    H  =  666-41,     V  =  0-1910, 
G  =  49-74  (K.M.C.). 

(2)  t  =  220-58°  C,     O  =  1-6244,    H  ^  688-80,     V  =  0-2121, 
G  =  11808  (K.M.C.). 

In  finding  (2),  to  make«the  steam  just  saturated  on  reaching 
the  throat,  the  value  of  P^  is  taken  as  0-5457Pq,  =  5-72,  giving 
0,=  1-6244,  <,  =  156-J8°C.  in  the  throat.  The  values  of  t^.H^, 
Fq,  and  Gq,  are  found  by  interpolation  with  this  value  of  O  in 
Tables  VI,  IV,  V,  and  VII. 

An  approximate  solution  may  be  obtained  by  taking  the  same 
final  pressure,  2*4  lbs.,  or  0*16874  kg.,  in  each  case,  which  gives 
the  results 

(1)  Dff*  =  152-7,     DH„  =  140-8,      V  -  1086,      V  =  6-921, 
VIV  =  156-9  (K.M.C.). 

(2)  DH^  =  159-5,     DH„  =  149-4,      U  =  1118,      V  =  7-124, 
UjV  =  157-0  (K.M.C.), 

showing  an  apparent  improvement  in  DH^  amounting  to  8-6  cals.  C. 
But  since  the  values  of  UjV  do  not  fit  with  those  of  MjX  for  the 
final  section  of  the  nozzle,  it  is  necessary  to  repeat  the  calculation 
at  a  second  pressure  in  order  to  allow  for  the  effect  of  superheat  in 
altering  the  discharge  M  and  the  final  pressure  which  the  nozzle 
is  capable  of  utilising  efficiently. 

Repeating  the  calculation  for  P  =  2-2  lbs.  or  0-1547  kg.,  we 
obtain 

(1)  Dff*  =  155-2,     DH,,  =  1481,     U  =  1095,     V  =  7-494, 
UIV  =  1461  (K.M.C.). 

(2)  DAT*  =  162-1,     DH„  =  151-8,     IJ  =  1127,     V  =  7-712, 
VIV  =  146-1  (K.M.C.). 

It  will  be  seen  that  superheat  does  not  appreciably  affect  the 
values  of  £//F,  which  are  nearly  the  same  in  (1)  and  (2)  at  the  same 
final  pressure.  But  it  reduces  the  discharge,  and  alters  the  pressure 
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at  the  final  section  of  the  nozzle,  X  =  10-47  cm.*.  Taking  the  throat 
section  as  1-08  cm.*,  wehave(l)Jfer  =  0-1594  kg./sec.,  (2) 3/ -=0-1518, 
so  that  the  final  values  of  U/Vin  either  case  must  be  (1 )  U/V  =  152*2, 
(2)  U/V  =  144-5  (K.M.C.).  By  interpolation  with  these  values  of 
U/V  we  obtain  the  final  values,  (1)  P  =  0-1627  kg.,  DH„  =  141-8, 
(2)  P  =  01545  kg.,  DHgg  =  152-2  (K.M.C.)  showing  an  improvement 
in  heat-drop  of  10-4  cals.  for  89-5*^  C.  superheat,  or  1  per  cent,  for 
each  5-4°  C.  of  superheat,  which  agrees  fairly  with  observation. 

If  we  make  a  similar  calculation  on  the  hypothesis  that  the 
steam  is  in  the  state  of  saturation,  with  the  corresponding  values 
ofMand?7/F,namely,(l)Af  =  01518,  t7/F=1450,(2)M  =  0-1518, 
U/V  =  144-5  (K.M.C.),  we  obtain  by  interpolation  the  final  values 
of  P  and  DH^f,  for  saturation,  (1)  P  =  0-1584  kg.,  DH^  =  154-5, 
(2)  P  =  0-1600  kg.,  DHip=  161-1  (K.M.C.),  showing  an  improve- 
ment of  heat-drop  of  only  6-6  cals.,  or  1  per  cent,  for  each  9*8°  C. 
of  superheat,  which  is  a  much  slower  rate  of  improvement  than 
is  conmionly  obtained  in  practice.  It  will  be  seen  that  there  is  no 
improvement  in  the  final  pressure  with  superheat,  but  rather  the 
reverse,  if  the  calculation  is  made  on  the  saturation  hypothesis,  and 
that  part  of  the  improvement  of  heat-drop  in  the  case  of  super- 
saturation  is  due  to  the  reduction  of  the  final  pressure.  It  is  neces- 
sary to  take  account  of  this  in  making  tbe  comparison,  because  the 
change  in  the  appropriate  final  pressure  will  inevitably  produce 
some  effect  on  the  performance  even  if  the  vacuum  is  not  varied. 

The  calculation  of  the  effect  has  been  made  in  the  absence  of 
friction,  but  the  presence  of  friction  will  tend  if  anything  to  increase 
the  advantage  gained  by  the  elimination  of  supersaturation  loss. 
There  may  be  some  reduction  of  friction  with  superheat,  but  the 
amount  of  frictional  loss  and  its  mode  of  variation  are  too  uncertain 
to  be  a  profitable  subject  for  calculation. 

1 12.   Discharge  through  a  Series  of  Throttles.   The  case 

of  a  series  of  similar  throttles  traversed  by  the  same  flow  My 
is  of  interest  in  relation  to  the  theory  of  "labjnrinth**  glands  and 
packings  in  which  leakage  is  reduced  by  repeated  throttling  through 
small  apertures.  If  there  are  N  throttles,  and  if  the  sectional  area 
X  of  each  is  the  same,  a  simple  solution  is  readily  obtained  on  the 
following  assumptions :  (1 )  that  the  steam  is  dry,  and  that  jff  remains 
constant,  (2)  that  the  drop  of  pressure  at  each  throttle  is  small, 
and  (8)  that  the  pressure  at  the  throat  of  each  throttle  is  equal 
to  the  corresponding  back-pressure.  If  the  initial  steam  is  dry. 
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assumption  (1)  requires  that  the  product  PV  shall  remain  very 
nearly  constant  (neglecting  b)  and  equal  to  the  initial  value  PJTq. 
The  flow  is  defined  by  the  simple  relations 

lUM/X  =  U/V,  where  V  =  PoVq/P,  and  U  =  800  {aVdPfl\ 

Substituting  for  U  and  V  we  obtain  immediately 

2  (144M/800JC)2  (PoFo/a)  =  2PdP 

=  d  (P«)  =  Po^-  P,«  =  {P,^-P^^)IN,  ...(26) 

where  Pj^  is  the  back-pressure  after  passing  the  last  throttle. 

Transposing  and  reducing,  we  find  for  M/X  in  lbs.  per  sec.  per 
sq.  in.» 

M/X  =  0-478  V{Po^ -  Pjf^^yNPoV^    (F.P.C.  or  F.).  ...(27) 

The  value  of  the  constant  for  (K.M.C.)  units  is  0-0818.  A  formula 
of  a  similar  type,  but  deduced  by  a  somewhat  different  method, 
was  given  by  Martin,  Engineerings  Jan.  1908,  p.  85,  Steam  Turbines^ 
pp.  166-171. 

In  many  cases  which  occur  in  practice  the  number  of  throttles 
N  is  insufficient  in  comparison  with  the  pressure  range  to  permit 
of  condition  (2)  being  satisfied  to  a  satisfactory  degree  of  approxi- 
mation. The  discharge  in  this  case  will  generally  be  limited  by 
reaching  the  maximum  value  when  the  pressure-ratio  for  the  last 
throttle  exceeds  the  critical  value  0-5457.  In  this  case,  the  pressure 
Pj^"  in  the  throat  of  the  last  throttle  may  considerably  exceed  the 
final  back-pressure,  so  that  the  previous  solution  no  longer  appUes. 
The  discharge  through  the  last  throttle  is  then  given  by  the  usual 

formula 

M/X  =  0-8155  (P'/Vyl^  (F.P.C.  or  F.), 

=  0-0209  {P'lV'fl^  (K.M.C.), 

where  P',  F',  are  the  pressure  and  volume  before  the  last  throttle. 
Substituting  Pj^  =  0-5457P',  and  P'F''  =  PoF0,  in  accordance  with 

(1), 

MIX  =  0-578  {PnIP^)  (Po/Vq)^^^  (F.P.C.  or  F.).  ...(28) 

The  value  of  the  constant  for  (K.M.C.)  units  is  0-0888. 

The  pressiu-e  ratios  for  the  other  throttles  can  be  calculated  in 
succession  by  the  formula  of  de  St  Venant  and  Wantzel.  By  com- 
pounding these  ratios,  the  required  value  of  Pj^/Pq  can  be  tabulated 
for  any  number  of  throttles,  as  in  the  following  table  extending 
to  50  throttles.  It  is  then  easy  to  calculate  the  theoretical  value 
of  M/X  for  any  case  in  which  the  ratio  of  the  back-pressure  to  the 
initial  pressure  is  less  than  that  tabulated  for  the  corresponding 
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number  of  throttles,  so  that  the  critical  value  of  the  pressure  ratio 
will  be  reached  for  the  last  throttle,  and  the  discharge  will  be 
independent  of  the  back-pressure  for  any  value  lower  than  Pj^. 

Table  IV. 
Critical  ratio  of  final  to  initial  pressure  for  N  similar  throttles. 


N  \plf/p> 

1 

N 
11 

2280 

N 
21 

PylP. 

'  N 
31 

PylP. 
1418 

N 
41 

Pn/Po 

1   6467 

1702 

1242 

2  4432 

12 

2194 

22 

1666 

32 

1397 

42 

1228 

3 

3864 

13 

2117 

23 

1632 

33 

1377 

43 

1214 

4 

3463 

14 

2048 

24 

1600 

34 

1368 

44 

1201 

6 

3174 

16 

1986 

26 

1670 

36 

1339 

46 

1188 

6 

2949 

16 

1928 

26 

1641 

36 

1321 

46 

1176 

7 

2767 

17 

1876 

27 

1614 

37 

1304 

47 

1163 

8 

2616 

18 

1828 

28 

1488 

38 

1288 

48 

1162 

9 

2487 

19 

1783 

29 

1464 

39 

1272 

49 

1140 

10 

2376 

20   1741 

30 

1440 

40 

1267 

50 

1129 

NoTB.  The  decimal  point  is  omitted  before  the  first  figure  in  eaoh  ratio. 

If  the  ratio  of  the  final  to  the  initial  pressure  is  greater  than  the 
critical  value  tabulated  for  the  given  number  of  throttles,  the  table 
can  still  be  employed  for  finding  theoretical  values  of  M/X  by 
interpolation.  Thus  if  the  ratio  of  the  back-pressure  to  the  initial 
pressure  is  1  to  2,  we  have  to  find  two  values  of  Pj^IPq  in  this  ratio 
in  the  table  separated  by  the  given  number  of  throttles.  Thus  the 
ratio  0-1140  for  N  =  49,  is  just  half  the  ratio  0-2280  for  N  =  11, 
or  88  throttles  would  suffice  to  give  a  reduction  of  pressure  in  the 
ratio  1/2  when  the  value  of  MjX  is  that  obtained  by  putting  0-1140 
for  Pj^/Pq  in  the  theoretical  formula  (28).  If  there  were  only  20 
throttles,  the  range  AT  =  5  to  25  gives  a  ratio  1570/3174  =  1/2-022, 
and  the  range  jV  =  6  to  26  gives  1541/2949  =  1/1-914.  By  inter- 
polation we  find  0-1564  as  the  appropriate  value  of  Pif/Po  for 
20  throttles  with  a  pressure-ratio  1/2.  It  would  evidently  be  quite 
near  enough  for  the  purpose  to  take  the  nearest  value  0-1570,  in 
the  table,  without  troubling  to  do  the  interpolation.  The  maximum 
discharge  for  20  throttles  is  reached  with  any  back-pressure  ratio 
less  than  0-1741,  corresponding  to  -^  =  20  in  the  table.  But  an 
increase  of  the  back-pressure  ratio  to  0-1702/0-5457  =  0-812, 
corresponding  to  the  next  step  of  20  in  the  table,  from  iV^  =  1  to 
21,  reduces  the  discharge  in  the  ratio  0-1702/0-1741,  only,  so  that 
no  great  accuracy  of  interpolation  is  ever  required.  It  is  less  trouble 
to  use  the  table  than  to  work  out  the  approximate  formula,  with 
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the  advantage  that  the  resiJts  are  theoretically  more  accurate, 
especially  if  the  number  of  throttles  is  small.  Martin's  formula  is 
more  accurate  in  extreme  cases  than  the  approximate  formula  (27), 
but  it  is  also  more  trouble  to  work.  The  approximate  formula 
necessarily  agrees  in  the  limit  with  the  table  when  the  number  of 
throttles  is  large  and  the  pressure  ratio  small,  but  the  errors  are 
surprisingly  small  for  so  simple  a  formula  even  when  the  number  of 
throttles  is  small  and  the  pressure  ratio  large,  as  is  seen  in  the 
following  example. 

Table  V. 
Initial  pressure  165  lbs.  (dry  sat.),  back-pressure  20*6  lbs. 


Number  of  throtUes 

4 

1-540 
1-805 
1-464 

9 

16 

25 

36 

49 

Discharge  MjX  table 

99        by  approx.  formula 
„        by  Martin's  formula 

1-107 
1-203 
1-084 

0-858 
0-903 
0-849 

0-698 
0-722 
0-694 

0-588 
0-602 
0-585 

0-507 
0-516 
0-505 

Martin's  formula  gives  results  which  are  always  a  little  too  small, 
but  the  error  is  insignificant.  The  theory  appears  to  be  reliable  for 
comparative  values,  but  assumption  (8)  is  somewhat  uncertain, 
since  the  throat-pressure  may  be  less  than  the  back-pressure.  It  is 
most  important  in  practice  to  make  the  clearance  X  as  fine  as 
possible^  and  to  take  care  to  avoid  any  possibility  of  a  direct  blow- 
through  or  carry-over  of  velocity  from  one  throttle  to  the  next. 


CHAPTER  XI 

FLOW  THROUGH  A  TURBINE 

113.  Impulse  and  Reaction.  It  would  be  outside  the  scope 
of  the  present  work  to  describe  mechanical  details  of  construction 
and  operation  of  turbines,  for  which  the  reader  must  be  referred 
to  other  works.  It  will  be  necessary,  however,  to  explain  the 
general  principles  of  the  flow  through  a  turbine  in  a  few  ideal  cases, 
in  order  to  elucidate  the  appUcation  of  the  thermodynamical 
formulae. 

If  a  jet  of  fluid  strikes  a  moving  blade  with  relative  velocity 
U^'  the  quotient  U^'jg  may  be  regarded  as  expressing  in  gravi- 
tational measure  the  "impulse"  of  the  jet  on  the  blade,  per  unit 
mass  of  fluid,  acting  in  the  direction  of  U^'.  If  the  same  jet  leaves 
the  blade  with  relative  velocity  t/,.",  the  quotient  U^"lg  may 
similarly  be  regarded  as  the  "reaction"  of  the  jet  on  the  blade, 
and  acts  in  the  direction  opposite  to  U^".  The  resultant  of  the 
impulse  and  reaction,  taken  with  due  regard  to  sign,  will  represent 
correctly  in  all  cases  the  whole  action  of  the  fluid  on  the  blade, 
but  the  forces  of  impulse  and  reaction  can  seldom  be  regarded  as 
possessing  a  separate  physical  existence  otherwise  than  as  mathe- 
matical components  of  the  resultant. 

If  the  blade  is  moving  with  a  velocity  w  in  a  direction  making  an 
angle  j8'  with  the  impulse,  and  an  angle  j8"  with  the  reaction,  the 
work  W  done  by  the  jet  on  the  blade  per  unit  mass  of  fluid  is 
obtained  by  adding  the  resolved  parts  of  the  impulse  and  reaction 
in  the  direction  of  motion,  and  multiplying  the  sum  by  the  velocity  u. 

fF  =  (t//cosj8'+  f//' cos  j8")  Wg (1) 

This  simple  formula  includes  all  cases,  but  its  application 
depends  on  the  possibility  of  specifying  the  directions  and  velocities, 
which  cannot  be  done  exactly  except  in  a  few  ideal  cases.  The 
following  sections  illustrate  two  such  limiting  cases  representing 
types  of  flow  which  can  be  approximately  realised  in  practice, 
and  which  are  most  commonly  aimed  at  in  the  construction  of 
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Fig.  26. 


axial  flow  machines.  They  are  called  Impulse  and  Reaction  Tjrpes 
respectively,  but  the  essential  difference  between  them  depends 
on  the  mode  of  expansion  of  the  steam,  rather  than  on  the  exclusive 
utilisation  of  either  impulse  or  reaction. 

114.  The  Impulse  Turbine.  The  simple  impulse  wheel 
carries  a  rim  of  semi-cylindrical  blades,  shaped  somewhat  as  shown 
in  the  annexed  Fig.  26,  in 
which  the  blade  rim  is  seen 
developed  in  section.  Steam 
issuing  from  a  nozzle  at  the 
side  (not  shown  in  the  figure) 
with  velocity  U\  represented 
by  OA,  inclined  at  a  small 
angle  j3  to  the  plane  of  the 
wheel,  has  a  normal  com- 
ponent OC  =  J7  =  f/'  sin  j8,  at 
right  angles  to  the  wheel,  €tnd 
a  tangential  component 

CA  =  U'  cos  J3 

in  the  direction  of  rotation.  If  the  blades  are  revolving  with 
mean  velocity  u,  represented  by  BA,  the  tangential  component 
of  the  relative  velocity  U^'  is  evidently  t/'  cos  j8  —  w,  and  is  repre- 
sented by  CB.  In  the  ideal  case,  neglecting  friction  and  compression, 
the  blades  are  shaped  so  that  the  cross-section  of  the  channel 
between  them,  estimated  at  right  angles  to  the  flow,  is  uniform, 
in  which  case  the  steam  will  flow  through  without  change  of 
pressure  or  velocity.  If  the  blades  are  symmetrical,  the  angle 
of  exit,  FDG,  will  be  equal  to  the  angle  of  entrance,  OBC.  The 
tangential  component  of  the  reaction  due  to  DF,  is  the  same  as 
that  of  the  impulse  due  to  OB,  and  the  expression  for  the  work  is 
evidently 

»F  ==  2  (17' cos  j8-tt)tt/£  =  2  (2 -l)wV£,  (2) 

where  the  sjonbol  z  is  employed  as  a  convenient  abbreviation  for 
the  ratio  of  the  tangential  component  17'  cos  j3  of  the  steam- 
velocity  to  the  blade-velocity.  The  absolute  velocity  of  exit,  U'\ 
represented  by  EF,  has  a  tangential  component,  EG  =  f7'  cos  j8  —  2w. 
The  axial  component  t7  of  17"  is  the  same  as  that  of  U\  In  the 
absence  of  friction,  the  drop  of  kinetic  energy  (t7'*—  f7"*)/2g,  is 
equal  to  W;  but  exceeds  W  by  the  work  wasted  when  friction  is 
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present,  in  which  case  TJ^"  will  be  less  than  17,.'.  The  general 
expression  for  W  in  terms  of  the  relative  velocities  still  holds,  so 
that  the  drop  of  relative  velocity  can  be  estimated  if  the  friction 
is  known,  or  conversely  the  frictional  loss  can  be  estimated  from 
the  drop  of  17^'. 

115.  The  Reaction  Turbine.  The  most  characteristic 
feature  of  the  reaction  turbine,  as  distinguished  from  the  impulse 
turbine,  is  that  the  moving  blades,  or  vanes,  are  exactly  similar 
to  the  fixed  blades,  or  guides,  but  are  oppositely  directed.  The 
effect  of  this  is  that  drop  of  pressure  and  increase  of  velocity  occur 
equally  in  both  fixed  and  moving  blades;  whereas  there  is  no  drop 
of  pressure  or  increase  of  velocity  in  the  moving  blades  of  the 
impulse  turbine  in  the  ideal  case. 

In  an  axial  flow  turbine  of  the  Parsons'  type,  the  axial  velocity 
U  of  the  steam,  represented  by  the  line  OC  in  the  annexed  Fig.  27, 
is  determined  at  any  stage 
by  the  relation  IJ  =  kMV/X, 
where  X  is  the  cross-section 
of  the  annular  space  between 
the  drum  or  rotor  carrying  the 
vanes  and  the  cylinder  or 
casing  to  which  the  guides  are 
fixed.  The  steam  is  deflected 
by  the  guides,  and  its  velocity  |jj  jjH 
is  increased  to  U\  represented 
by  the  line  OA  in  the  figure, 
making  an  angle  a  with  the 
axis  or  j3  with  the  tangent,  so 

that  U'  =  U  sec  a,  or  Z7  =  f/'  sin  j8.  If  the  vanes  are  moving  with 
velocity  u,  represented  by  the  line  BA,  the  relative  velocity  U" 
with  which  the  steam  meets  the  vanes  is  represented  by  the  line 
OB,  the  tangential  component  of  which  is 

CB  =  t/'  cos  j8  —  u  =  17  tan  a  —  u. 

In  a  continuous  series  of  similar  pairs  of  vanes  and  guides,  the  flow 
will  be  symmetrical,  and  the  axial  component  U  of  the  velocity  will 
remain  constant  if  provision  is  made  for  the  gradual  expansion  of 
the  steam  by  increasing  X.  The  relative  velocity  t/'  with  which  the 
steam  leaves  the  vanes,  will  be  the  same  as  that  with  which  it  left 
the  guides,  and  the  absolute  velocity  t/"  on  leaving  the  vanes,  will 
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be  the  same  as  that  with  which  it  met  the  previous  guides.  The 
tangential  component  of  the  relative  velocity  of  exit,  represented 
by  the  Une  DG,  is  evidently  U'  cos  j8,  or  U  tan  a.  Adding  the 
resolved  parts  of  the  impulse  and  reaction,  and  multiplying  by  ti, 
we  obtain 

W  =  {2U'cosP-u)u/g^{2z-  l)u^/g (3) 

where  z  represents,  as  in  the  previous  case,  the  velocity-ratio 
U'  cos  j8/w,  or  U  tan  a/u.  In  the  case  of  a  reaction  turbine,  and  in 
the  later  stages  of  an  impulse  turbine  when  the  nozzles  form  a 
complete  ring,  it  is  often  preferable  to  express  z  in  terms  of  17  and 
a,  in  place  of  V  and  j8. 

ii6.   Mass-Flow,   Pressure,   and  Speed.    The    power 

developed  is  the  product  MW  of  the  work  W  per  unit  mass  by 
the  mass-flow  M  per  unit  time.  The  mass-flow  depends  chiefly  on 
the  areas  of  the  nozzles,  and  on  the  initial  conditions  of  pressure, 
etc.,  and  is  nearly  independent  of  the  speed  and  the  final  pressure. 
This  is  obvious  in  the  case  of  an  impulse  turbine  when  the  pressure- 
ratio  for  the  first  set  of  nozzles  exceeds  the  critical  value,  0-5457, 
so  that  the  discharge  is  independent  of  the  back-pressure.  The  mass- 
flow  is  then  proportional  to  the  throat-area  of  the  nozzles,  and  to 
(Pq/Fq)^/^,  as  shown  in  the  previous  chapter,  and  is  quite  unaffected 
by  any  variation  of  speed.  It  is  by  no  means  obvious  a  priori  that 
the  same  result  would  follow  in  the  case  of  a  reaction  turbine  when 
the  pressure  ratio  per  stage  is  very  small.  But  it  is  found  to  be 
almost  equally  true  in  practice  for  any  number  of  stages  when  the 
whole  pressure  range  is  large,  as  is  usually  the  case. 

If  the  mass-flow  is  varied  by  throttling  the  initial  steam,  the 
initial  value  of  the  total  heat  will  remain  nearly  constant  (apart 
from  external  loss  of  heat),  and  the  initial  velocity  of  the  steam 
will  be  practically  unaltered,  so  that  the  value  of  FT  in  the  initial 
stages  will  remain  nearly  the  same  if  the  speed  is  constant.  If  the 
final  pressure  is  reduced  in  the  same  ratio  as  the  initial  pressure, 
the  velocity  ratio  z  may  remain  nearly  the  same  throughout  the 
turbine,  in  which  case  the  values  of  W  will  be  little  altered,  €ind  the 
gross-power  exerted  will  be  nearly  proportional  to  M.  But  as  a 
rule  the  reduction  of  the  final  pressure,  being  limited  by  the  con- 
denser, is  much  less  than  that  of  the  initial  pressure,  so  that  the 
velocity-ratio  in  the  later  stages  is  modified.  The  resulting  variations 
of  the  power  can  be  calculated  even  if  the  speed  is  altered,  provided 
that  sufficient  data  are  available  for  the  dimensions  and  the  effi- 
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ciencies  of  the  several  stages.  Methods  of  doing  this  will  be  discussed 
later.  For  the  present  purpose  it  is  sufficient  to  observe  that  the 
mass-flow  is  nearly  independent  of  the  speed,  and  depends  primarily 
on  the  state  of  the  steam  and  the  distribution  of  pressure.  If  these 
remain  nearly  constant,  it  follows  that  the  variation  of  power  with 
speed  will  depend  almost  entirely  on  the  variation  of  TV. 

117.   The  Speed-Power  Parabola.     If  the  work  W  as 

ordinate  is  plotted  against  the  speed  u  as  abscissa,  for  any  constant 
values  of  U  and  a  or  j3,  the  curve  obtained,  in  either  of  the  ideal 
cases  above  considered,  is  obviously  a  simple  parabola  with  its  axis 
vertical,  starting  from  the  origin,  reaching  a  maximum  at  the 
vertex,  and  cutting  the  axis  again  at  an  equal  distance  beyond  the 
vertex.  In  practice  it  is  usually  more  convenient  to  plot  the  curves 
with  1/2  as  abscissa,  since  1/z  is  proportional  to  u,  and  the  expressions 
for  W  may  be  put  in  the  form  (see  Fig.  29) 

Ideal  Impulse  Turbine,     W  =  U^  tan*  a  (2/z  -  2lz^)/g,    ...(4) 

Ideal  Reaction  Turbine,   W  ^  U^  tan*  a  {^jz  -  l/z^^g.    ...(5) 

The  two  curves  are  precisely  similar,  but  the  maximum  in  the  case 
of  the  impulse  turbine  occurs  at  l/z  =  1/2,  and  in  the  case  of  the 
reaction  turbine  at  l/z  =  1.  The  maximimi  itself  is  twice  as  great 
for  the  reaction  turbine  as  for  the  impulse  turbine  with  the  same 
value  of  the  tangential  component  U  tan  a  of  the  steam-velocity. 
But  the  blade-velocity  u  at  which  the  maximum  is  reached  is  also 
twice  as  great. 

For  any  construction,  a  safe  limit  of  velocity  u  is  imposed  by 
considerations  of  mechanical  stress.  Comparing  the  two  types  at 
the  same  blade-velocity,  the  appropriate  value  of  the  tangential 
component  of  the  steam- velocity  is  twice  as  great  in  the  case  of  the 
impulse  turbine  when  z  =  2,  as  in  the  case  of  the  reaction  tiu'bine 
when  z  =  1.  The  work  done  per  stage  is  also  twice  as  great,  being 
2u^/g  per  unit  mass  of  fluid,  in  place  of  w*/g.  Moreover  the  wheel 
of  an  impulse  turbine  can  be  constructed  to  run  safely  up  to  a 
rim-speed  about  ^/2  times  as  great  as  the  drum  of  a  reaction 
turbine,  which  therefore  requires  in  the  limit  about  four  times  as 
many  stages,  or  rows  of  moving  blades,  as  the  impulse  turbine 
for  the  same  drop  of  pressul*e.  This  might  appear  at  first  sight  to 
be  an  overwhelming  disadvantage  of  the  reaction  type,  but  the 
reduction  of  steam-velocity  tends  to  improve  the  efficiency  in 
some  respects,  and  the  drum  construction  so  greatly  facilitates  the 
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multiplication  of  stages  that  there  is  really  very  little  to  choose 
in  practice  between  the  two  types. 

In  considering  how  far  the  ideal  formula  for  W  can  apply  in 
practical  cases,  it  is  evident  that  W  must  vanish  in  any  case  when 
u  =  0. 

In  the  case  of  the  impulse  turbine,  where  the  construction 
ensures  equality  of  pressure  on  the  two  sides  of  the  blade-rim,  it  is 
also  evident  that  there  can  be  no  impulse  on  the  moving  blades 
when  the  tangential  component  of  the  steam-speed  is  equal  to  the 
blade-speed.  It  is  found  in  practice  that  the  maximum  of  W  is 
nearly  midway  between  these  two  extremes  at  2;  =  2,  except  in  the 
case  of  small  machines  where  the  actual  flow  differs  greatly  from 
the  ideal  conditions  assumed.  The  first  half  of  the  curve  from  w  =  0 
to  the  vertex,  is  the  most  important  in  practice,  since  it  is  preferable 
to  keep  u  on  the  low  side  of  the  maximum.  This  half  of  the  curve 
is  found  to  be  parabolic  within  the  limits  of  experimental  error. 
The  other  half  is  more  difficult  to  investigate  satisfactorily,  but 
nothing  is  gained  by  pushing  u  beyond  the  maximum.  Reducing 
u  below  the  maximum,  say  from  1/2  to  1/8  of  t/'  cos  j3,  reduces 
the  mechanical  stress  in  the  ratio  of  9  to  4,  but  it  only  reduces 
TV  in  the  ratio  of  9  to  8.  For  this  reason  the  normal  blade-speed 
is  frequently  in  the  neighbourhood  of  W'/S  or  even  less  for  small 
machines. 

In  the  case  of  the  reaction  turbine,  it  is  often  stated  that  the 
maximum  efficiency  is  reached  when  £/'=  2w,  to  2-5m,  as  in  the 
case  of  the  impulse  turbine.  This  may  be  true  for  marine  turbines 
with  direct  driven  propellers  if  the  propeller  efficiency  is  included. 
But  it  cannot  be  true  for  the  turbine  by  itself,  if  the  expansion  is 
equally  divided  between  the  fixed  and  moving  blades.  In  fact 
values  of  u  much  greater  than  U'I2  are  commonly  employed  in 
reaction-turbines  for  driving  electric  generators,  but  it  is  seldom 
worth  while  to  reduce  the  value  of  z  below  1-5,  because  Uttle  ad- 
vantage could  be  gained  thereby,  and  considerations  of  mechanical 
stress  are  even  more  important  in  the  drum  type  than  in  the  wheel 
type.  If  the  expansion  is  unequally  divided,  between  fixed  and 
moving  blades,  with  z'u  and  z"u  for  the  tangential  components, 
the  expression  for  W  is 

fV  =  (a'+  a"-  1)  u^lg (6) 

giving  a  maximimi  per  stage  when  the  mean  of  z*  and  2"  is  equal 
to  unity. 

as.  18 
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1 1 8.  Efficiency  and  Leaving-Loss.  The  kinetic  efficiency 
of  any  stage  of  a  turbine  may  be  defined  as  the  ratio  W/K 
of  the  gross  work  done  to  the  kinetic  energy  supplied.  For  a  single 
impulse-wheel,  in  the  ideal  case  above  considered,  we  have 
K  =  t/'*/2g,  and  the  expression  for  the  efficiency  is 

WjK^iV'^-  t7"«)/l/'«  =  4(;3-l)/z«sec«j3 (7) 

the  maximum  value  of  which  is  cos*  j3  when  2  =  2.  This  expression, 
or  its  equivalent,  is  often  quoted  as  "the  efficiency"  of  an  impulse 
wheel,  but  it  takes  account  only  of  the  leaving-loss  t/"*/2g,  repre- 
senting the  kinetic  energy  rejected.  In  practice,  losses  due  to 
friction,  etc.,  are  generally  more  important  than  the  leaving-loss,  so 
that  the  above  expression  should  be  regarded  rather  as  representing 
a  limit  of  efficiency  theoretically  attainable  in  the  absence  of 
friction  and  other  losses. 

A  similar,  but  not  identical,  expression  applies  to  a  single 
reaction  pair,  but  is  without  practical  significance,  because  reaction 
pairs  are  never  used  singly.  In  the  case  of  a  series  of  similar  impulse 
wheels  or  reaction  pairs,  when  the  angles  and  areas  are  adjusted 
so  that  the  initial  and  final  velocities  t/'  and  t/"  repeat  themselves 
for  each  wheel,  there  is  no  loss  in  the  absence  of  friction  except  at 
the  end  of  the  series.  The  relative  importance  of  the  leaving-loss 
is  reduced  in  proportion  to  the  number  of  wheels,  whereas  the 
percentage  loss  due  to  friction  for  each  wheel  is  nearly  independent 
of  the  number  of  wheels.  For  this  reason  the  leaving-loss  is  best 
treated  separately. 

Of  the  other  losses,  those  which  vary  as  the  square  of  the  steam- 
velocity  are  usually  the  most  important.  The  percentage  loss  due 
to  such  causes  will  be  independent  of  the  absolute  speed  for  any 
given  value  of  2;  under  similar  conditions,  because  W  also  varies  as 
the  square  of  the  speed  when  z  is  constant.  But  if  z  varies,  it  appears 
that  the  kinetic  efficiency/'  must  vary  with  z  in  the  same  way  as  W^ 
so  far  as  losses  of  this  type  are  concerned.  It  is  most  important  to 
take  account  of  this  in  considering  the  effects  of  variation  in  the 
conditions  on  the  performance  of  a  madhine,  since  small  variations 
of  pressure  or  other  conditions  may  produce  large  variations  of  z  in 
some  of  the  stages.  A  simple  method  of  applying  this  relation  be- 
tween/' and  z  will  be  explained  in  a  later  section. 

119.   The  Power-Consumption  Line.   If  the  mass-flow,  or 

total  consumption  of  steam,  in  lbs.  per  sec,  or  other  convenient 
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units,  is  plotted  as  ordinate  against  the  brake  horse-power,  or 
shaft  horse-power,  as  abscissa,  the  curve  obtained  is  nearly  a 
straight  line  provided  that  the  speed  is  maintained  constant,  and 
that  the  regulation  is  effected  by  throttling.  A  curve  of  this  kind 
was  first  given  by  Willans  {Proc.  Inst.  C.  £.,  1898)  for  a  special 
type  of  reciprocating  engine,  but  a  similar  relation  has  been  found 
to  apply  to  other  types  of  engines,  and  especially  to  turbines,  within 
the  limits  of  accuracy  of  most  experimental  tests.  In  the  case  of  a 
reciprocating  engine,  the  line  is  appreciably  curved  if  the  regulation 
is  effected  by  varying  the  cut-off,  which  tends  to  improve  the 
efficiency  at  intermediate  loads.  Similar  small  variations  occur  in 
the  case  of  turbines  according  to  the  type  and  method  of  regulation, 
but  the  relation  is  sufficiently  close  to  be  of  considerable  practical  use. 
The  steam  consumption  M^  at  no  load  includes  leakage,  and 
represents  the  power  required  to  keep  the  rotor  revolving  against 
the  steam-friction,  and  the  friction  of  bearings,  glands,  etc.  If 
the  power-consumption  line  is  straight,  the  mass-flow  M  required 
at  any  other  load  is  given  by  the  relation 

M  ==  Mq  -h  m  (B.H.P.), (8) 

where  m  is  a  constant  coefficient  representing  the  slope  of  the  line. 
If  i(f  is  in  lbs.  per  hour,  the  coefficient  m  is  in  lbs.  per  H.P.  hour. 

A  tiu-bine  cannot  be  "indicated"  like  a  reciprocating  engine, 
but  if  we  assume  that  the  steam  required  to  overcome  friction,  etc.  is 
the  same  at  all  loads,  provided  that  the  speed  is  constant,  the 
quotient  M/m  may  be  regarded  as  representing  the  gross  power 
exerted  by  the  steam.  The  coefficient  m  is  often  treated  as  being 
analogous  to  the  consumption  per  indiccUed  horse-power-hour,  but 
this  method  unduly  favours  the  turbine  as  compared  with  the 
reciprocating  engine.  The  true  measure  of  the  indicated  power  in 
both  cases  is  the  drop  of  total  energy  (multipUed  by  M  and  by  the 
appropriate  numerical  factor),  which  takes  proper  accoimt  of 
steam-friction  as  explained  in  the  next  section.   See  Fig.  28. 

120.   Thermodynamical   Equation   of  Steady  Flow. 

The  general  equation  of  steady  flow  through  a  turbine,  obtained 
by  the  appUcation  of  the  law  of  conservation  of  energy,  is  that 
already  given  in  Chapter  II,  section  10,  namely, 

ff'-  ff"=  Q,  +  AW  -h  A  (U"^-  U'*)/2g (9) 

in  which  H'—  H"  is  the  actual  drop  of  total  beat  from  the  initial 
to  the  final  state,  Q^  the  external  loss  of  heat  by  the  fluid,  and  AW" 

18—2 
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the  equivalent  of  the  external  loss  of  energy  of  the  fluid  in  the  form 
of  work  done  by  the  turbine.  The  last  term,  depending  on  t7*, 
represents  the  excess  of  the  kinetic  energy  rejected  over  that  supplied. 
The  whole  equation  may  also  be  interpreted  as  expressing  the  fact 
that  the  drop  of  total  energy  H  +  AlPl2g  in  calories  is  equal  to  the 
sum  of  the  external  heat-loss  Q^  and  the  thermal  equivalent  of  the 
work  done  AW'\  per  unit  mass  of  fluid. 

The  effect  of  internal  friction  is  included  in  H'\  which  represents 
the  actual  total  heat  in  the  final  state.  But  if  the  total  energy 
rejected  with  the  exhaust  steam  is  measured  by  observing  the  rise 
of  temperature  of  the  circulating  water  in  the  condenser,  the 
measurement  will  include  AU"^/2g  in  addition  to  H'\  and  a  correc- 
tion for  U"  must  be  made  in  deducing  H".  The  initial  value  H' 
may  be  obtained  fromP  and  T  if  the  initial  state  is  one  of  superheat, 
as  is  often  the  case.  If  not,  the  wetness  may  be  estimated  with  a 
throttling  calorimeter.  In  either  case  a  correction  should  be  appUed 
for  U'  if  the  initial  velocity  is  appreciable,  since  the  quantity  given 
in  the  tables  is  not  the  total  energy  but  the  total  heat  H.  The 
corrections  for  t/'  and  t/"  are  generally  small,  and  may  often  be 
neglected.  The  external  loss  of  heat  Q^  may  also  be  regarded  as  a 
small  correction,  especially  in  the  case  of  large  machines. 

Assuming  that  the  small  corrections  for  U  and  Q^  are  applied, 
as  above  indicated,  whenever  necessary  in  experimental  work,  the 
equation  of  flow  may  be  employed  for  theoretical  purposes  in  the 
simplified  form 

DH  =  ff  -  ff"-  AW''=^  F  (fl'-  H'%=  F  X  DH^.  ...(10) 

In  the  absence  of  friction,  or  external  heat  loss,  or  waste  of 
kinetic  energy,  the  maximum  work  obtainable  for  given  limits  of 
pressure  is  the  equivalent  of  the  adiabatic  heat-drop  (ff'—  H'*)^. 
Thus,  if  the  relative  efficiency  F  is  defined  as  in  Chapter  IX,  we  can 
estinaate  F  and  if"  from  AW'\  or  vice  versa,  F  and  AW*  from  ff", 
or  AW"  and  ff"  from  F,  according  to  the  available  data,  as  illus- 
trated in  the  following  examples. 

121.   Example  of  Marine  Turbine.   The  turbines  of  the 

Mauretania  are  said  to  have  developed  34,000  shaft  horse-power 
each,  at  190  revs./min.  with  a  consumption  of  12'8  lbs.  per  horse- 
power-hour, excluding  auxiliaries. 

Neglecting  all  corrections,  DH  =  AW  =  115'0  cals.  C. 

Taking  the  initial  pressiure  as  165  lbs.  abs.,  and  the  final  pressure 
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as  1  lb*  abs.,  and  the  initial  state  as  dry  saturated,  the  adiabatic 
heat-drop  is  180*9  cals.  C,  giving  relative  efficiency  F  =  0-686. 

It  is  not  clearly  stated  how  the  shaft  horse-power  was  measured, 
and  it  is  uncertain  how  much  of  the  bearing  friction  was  included. 
Allowing  8  per  cent,  for  bearing,  gland,  and  dummy  friction  of 
the  turbine,  the  nett  work  done  by  the  steam  per  lb.  in  thermal 
units  would  be  AW  =  118-5  cals.  C,  giving  F  =  0-655  for  the 
indicated  relative  efficiency. 

The  drop  of  total  energy  of  the  steam  being  118-5  cals.  C,  the 
actual  drop  of  total  heat  in  the  final  state  is  obtained  by  adding  a 
correction  -4  t7"*/2g  for  the  kinetic  energy  rejected.  To  estimate  the 
final  velocity  U'\  we  have  t/"*  =  l/^  +  (2  -  1)«m«,  where 

t7  =  144AfF/JK:ft./sec. 

From  the  dimensions  of  the  turbine,  X  =  11200  in.*  for  the  last 
expansion,  u  =  184  at  190  revs.,  and  M  =  116  Ibs./sec.  Taking 
1-8  lbs.  abs.  for  the  exit  pressure  allowing  for  condenser-drop, 
and  DH  =  120,  the  final  value  of  ff "  is  547-6,  which  gives  the  final 
volume  r"=  229-6,  whence  U  =  848  ft./sec.  Taking  2  =  2,  the 
small  correction  for  u  gives  U"=  868  ft./sec,  whence  the  kinetic 
energy  rejected  is  equivalent  to  1-5  cals.  C,  giving  the  actual 
heat-drop  DH  =  120-0.  The  correction  in  this  instance  is  small  on 
account  of  the  low  speed,  but  it  may  exceed  5  per  cent,  at  high 
speeds.  It  does  not  affect  the  indicated  efficiency,  but  only  the 
final  state  and  volume.  The  correction  makes  a  difference  of  1  or 
2  per  cent,  at  most  in  the  value  of  F",  so  that,  unless  very  accurate 
values  of  V  are  required,  it  is  usually  best  to  calculate  DH  directly 
from  z  or  AW'\  without  applying  any  correction  for  U'\  especially 
when  U"  is  nearly  the  same  at  the  end  of  each  expansion,  so  that 
it  does  not  affect  the  values  of  Dff ,  but  only  comes  in  as  a  small 
constant  correction  in  the  absolute  value  of  H'\ 

Similar  considerations  apply  to  the  external  heat-loss  Q^,,  which 
is  usually  small,  but  always  very  uncertain.  The  absolute  values 
of  ff"  and  F"  as  deduced  from  H'  and  AW'\  require  a  small 
correction  for  Qa,.  Similarly  if  the  total  energy  ff"+  AU''^/2g  is 
measured,  a  correction  for  Q^,  should  be  applied  if  possible  in 
deducing  AW'\  But  any  effect  of  heat-loss  on  the  efficiency  is 
automatically  included  in  the  values  of  F  and  AW  as  ordinarily 
measured.  If,  therefore,  the  object  of  the  investigation  is  to  cal- 
culate the  effect  of  different  conditions  on  the  efficiency,  starting 
with  some  value  of  F  experimentally  determined  under  normal 
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conditions  of  running,  it  is  often  best  to  ignore  Q^j,  on  the  prin- 
ciple of  the  independence  of  small  corrections,  and  to  work  with 
values  of  DH  deduced  from  AW'\  since  this  cannot  introduce  any 
material  error  in  the  relative  values  of  the  efficiency  if  M  is  constant. 

In  the  case  of  marine  turbines,  there  is  often  considerable 
uncertainty  in  the  estimation  of  F  and  AW*  owing  to  the  difficulty 
of  measuring  the  steam-feed  and  the  power.  Some  of  the  steam  is 
used  for  driving  auxiliaries,  the  exhaust  from  which  may  be  partly 
employed  for  heating  the  feed,  the  residue  being  taken  through  the 
low  pressure  turbine.  Another  source  of  uncertainty  is  leakage 
past  the  dummy  or  balancing  pistons.  The  amount  of  such  leakage 
is  seldom  known  with  any  approach  to  accuracy.  The  mass-flow 
Af,  instead  of  being  uniform  throughout  the  turbine,  is  different 
in  different  parts,  especially  if  the  auxiliary  exhaust  is  unequally 
distributed  between  two  turbines  in  order  to  balance  the  pro- 
pellers on  either  side  of  the  ship. 

Such  variations  of  M  in  different  parts  of  a  turbine  can  often 
be  estimated,  without  actual  measurement  of  the  leakage  or  auxiliary 
exhaust,  by  a  method  explained  in  a  later  chapter,  provided  that 
full  details  of  the  dimensions  of  the  turbine  are  known,  and  that 
the  pressure  distribution  is  carefully  observed  under  the  actual 
conditions  of  running.  Unfortunately  the  required  data  are  seldom 
available  in  published  tests. 

As  a  rough  illustration  of  the  order  of  magnitude  of  the  correc- 
tions involved,  we  may  suppose  that  auxiliary  steam  amounting 
to  1*5  lbs.  per  horse-power-hour  was  taken  through  part  of  the 
low  pressure  turbine  of  the  Mauretania  in  the  trials  quoted,  and 
that  the  heat-drop  of  this  part  of  the  steam  was  half  the  total  drop 
DH.  The  flow  through  the  L.P.  turbine  being  increased  in  the  ratio 
18'8/12'8,  neglecting  all  other  corrections,  the  value  of  DH  must 
be  reduced  in  the  ratio  12'8/18-05,  or  from  115  to  108*4  cals.  C, 
assuming  that  the  effect  of  the  auxiliary  exhaust  was  included  in 
the  84,000  H.P.  This  would  reduce  F  from  0-686  to  0-60.  It  is 
evident  that  such  corrections  may  be  of  material  importance,  but 
as  previously  remarked,  they  cannot  be  satisfactorily  applied  unless 
full  data  of  the  dimensions  and  pressure  distribution  are  available. 
It  would  appear  from  the  fuller  details  given  in  Chapter  XVI,  that 
the  auxiliary  exhaust  was  not  in  fact  utilised  in  this  way  in  the 
L.P.  turbine  of  the  Mauretania,  though  this  was  common  practice 
in  battleships  of  the  Dreadnought  class,  the  turbines  of  which  were 
specially  designed  for  the  purpose. 
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122.   Example  of  De  Laval  Turbine.   As  an  example  of  a 

different  kind  we  may  take  the  single  impulse  wheel  of  a  De  Laval 
turbine  with  a  set  of  expanding  nozzles  of  the  type  discussed  in 
the  last  chapter.  Assuming  that  the  expansion  in  the  nozzles  is 
from  150  lbs.  (dry  sat.)  to  2  lbs.  abs.,  the  adiabatic  heat-drop  for 
saturated  steam  would  be  158-2  cals.  C.  Taking  the  loss  in  the 
nozzles  at  15  per  cent.,  of  which  about  half  would  be  due  to  super- 
saturation,  there  would  remain  a  heat-drop  of  184'5  cals.  C,  giving 
a  velocity  17'=  8481  ft./sec. 

In  the  ideal  case,  assuming  no  loss  in  the  wheel,  if  the  nozzles 
make  an  angle  j3  =  20°  with  the  plane  of  the  wheel,  the  maximum 
wheel-efficiency  attainable  would  be  cos*  j8  ==  0-888,  and  the 
leaving-loss  11-7  per  cent,  of  184-5  cals.,  or  15-7  cals.  But  this  would 
require  a  rim  velocity  u  =  V  cos  j8  =  1685  ft./sec,  which  would 
be  dangerously  high. 

Supposing  the  rim  velocity  reduced  to  w  =  U'j^  =1160  ft./sec., 
the  mechanical  stress  would  be  reduced  to  one  half,  the  velocity 
ratio  z,  or  £7'  cos  j3/w,  would  be  increased  from  2  to  2-820,  and  the 
limiting  value  of  the  kinetic  efficiency  in  the  absence  of  all  fric- 
tional  losses  would  be  reduced  to 

W/K  =  4,(z-  l)cosaj3/22  =  0-808 (11) 

The  leaving  loss  would  be  increased  to  19-2  per  cent,  of  K^  or 
25*8  cals.  C.  This  might  appear  at  first  sight  a  serious  reduction 
of  efficiency,  but,  in  point  of  fact,  the  other  losses  in  the  wheel 
reduce  the  leaving  loss  to  less  than  half  this  value.  The  losses  in 
the  wheel,  and  the  actual  leaving  velocity,  can  be  estimated  if  the 
consumption  is  given. 

Supposing  that  the  observed  consiunption  is  16  lbs.  per  brake 
horse-power  hour,  equivalent  to  an  effective  heat-drop  of  88-4 
cals.  C,  if  we  add  a  correction  of  2  per  cent,  for  gear  and  bearing 
friction,  ^e  obtain  90-2  cals.  for  the  equivalent  of  the  nett  work 
done  on  the  wheel  per  lb.  of  steam,  giving  90-2/184-5  =  0-671  for 
the  wheel-efficiency,  and 

F  =  0-85  X  0-671  =  0-570, , (12) 

for  the  indicated  relative  efficiency  of  the  wheel  and  nozzle  com- 
bined. 

In  addition  to  the  loss  due  to  gear  and  bearing  friction,  there  is 
a  more  serious  loss  due  to  steam-friction,  which  must  be  allowed  for 
in  estimating  the  gross  work  W  done  on  the  wheel  by  the  steam  in 
the  formula  for  the  kinetic  efficiency  W/K,  The  nozzles  occupy  a 
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small  part  only  of  the  circumference  of  the  wheel,  the  greater  p€Ui: 
of  which  is  running  idle  in  the  partial  vacuum,  and  acts  like  a 
centrifugal  fan,  wasting  power  by  setting  the  steam  in  circulation. 
The  power  wasted  in  this  way  varies  as  the  cube  of  the  revolutions, 
and  as  the  density  of  the  medium.  In  the  case  of  a  single  wheel  the 
leakage  is  negligible,  and  the  loss  due  to  fan-action  can  be  estimated 
with  some  degree  of  precision  by  observing  the  total  consumption  Mq 
required  to  run  the  wheel  at  no  load  with  normal  speed  and  vacuum. 
If  Afj  is  the  consumption  at  normal  load  corresponding  to  the  ob- 
served B.H.P.,  the  power  required  at  no  load  is  MJ(M-^  —  Mq) 
of  the  B.H.P.,  or  MJmy  according  to  the  linear  law,  §  119. 

In  the  present  case,  if  the  power  required  at  no  load  is  found 
to  be  10  per  cent,  of  the  B.H.P.  at  full  load,  the  gross  work  done  by 
the  steam  on  the  wheel  may  be  estimated  as  equivalent  to 

88-4  X  1-10  =  97-2  cals.  C. 

which  gives  for  the  actual  kinetic  efficiency  of  the  wheel,  considered 
separately, 

W/K  =  97-2/184-5  =  0-728 (18) 

But  the  power  wasted  in  fan-action  does  not  appear,  either  at  the 
shaft,  or  in  the  heat-drop,  and  cannot  fairly  be  included  in  the 
"indicated"  efficiency,  as  is  frequently  assumed. 

In  order  to  estimate  the  relative  velocity  U/'  with  which  the 
steam  leaves  the  wheel,  we  have  to  substitute  AW  ^  97*2  in  the 
general  formula  (1)  for  W  in  terms  of  the  relative  velocities.  Since 
Ur  COS  j3'=  t/'  cos  j8  -  w  =  8271  -  1160  =  2111  ft./sec,  the  work 
done  by  the  impulse  is  equivalent  to 

2111  X  1160/8219  X  1400  =  54-8  cals.  C. 

The  work  done  by  the  reaction  is  equivalent  to 

97-2  -  54-8  =  42-9  cals.  C. 

Whence  C7/'  cos  j3"  =  42-9/54-8  of  2111  =  1668  ft./sec.  The  tan- 
gential component  of  the  absolute  leaving  velocity  U"  is  evidently 
1668  -  1160  =  508  ft./sec.  The  axial  component  of  t/"  is 

t//'  sin  j3"=  1668/2111  of  U'  sin  j3  =  941  ft./sec, 

whence  U''=  1069  ft./sec.  The  thermal  equivalent  of  the  actual 
leaving-loss  is  (1069/800)*  =  12-7  cals.  C. 

The  drop  of  kinetic  energy  in  passing  through  the  wheel, 
represented  by  (t/'*-  t7"*)/2g,  is  equivalent  to  121-8  cals.  C,  and 
is  equal  to  the  siun  of  the  work  done,  97-2,  and  the  energy  wasted, 
24-6  cals.  C,  in  the  wheel. 
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We  are  now  in  a  position  to  make  a  tabular  summary  of  the 
various  losses  incurred,  which  work  out  as  follows: 

Summary  of  losses  in  De  Laval  turbine, 

Lofls  in  nozzles 23*7  oals.  C.  =s  15     per  cent. 

Lofls  in  blade-iim          ...  24-6     ,,        =:  15'5 

Leaving  loss       12*7     „        =  8-0 

Loss  due  to  fan-aotion ...  7*0     „        =  4*4 

Gear  and  bearing  friction  1-8      „        =  1*2 

Equivalent  of  B.H.P.   ...  88-4      „        =  55-9 

Adiabatio  heat-drop     ...  168-2      „        =  1000 

The  actual  distribution  of  the  losses  will  vary  in  different  cases, 
and  under  different  conditions  of  running,  but  the  above  analysis 
seems  to  afford  a  fair  representation  of  the  conditions  assumed  in 
the  work.  The  relatively  large  losses  in  the  nozzles  and  blade-rim 
result  chiefly  from  tctking  the  full  pressiu'e-drop  on  a  single  wheel 
of  small  size.  They  can  be  reduced  in  large  machines  by  dividing 
the  pressure-drop  between  several  wheels  and  nozzles  in  series, 
but  there  is  not  much  to  be  gained  by  the  additional  complication 
for  low  powers. 

The  losses  in  the  blade-rim  may  be  attributed  pcui^ly  to  the 
breaking  up  of  the  steam  jet  by  the  inlet  edges  of  the  blades,  which 
cannot  be  infinitely  sharp,  and  require  periodical  renewal  on 
account  of  wear  at  such  high  steam  velocities.  They  are  also  partly 
due  to  the  spreading  of  the  jet  occasioned  by  the  driving  pressure 
on  the  blades,  which  in  this  case  would  be  of  the  same  order  of 
magnitude  as  the  absolute  pressure  of  the  smrounding  vacuum, 
and  would  necessarily  cause  reduction  of  velocity  and  distortion 
of  the  flow.  Such  details  must  be  kept  in  view  by  the  inventor  and 
designer,  but  it  is  seldom  desirable  to  take  account  of  all  these 
separate  causes  of  loss  in  the  thermodynamical  theory.  In  the 
case  of  axi  impulse  turbine,  it  is  possible  to  take  the  nozzle  losses 
separately,  but  it  is  generally  sufficient  to  include  them  with  the 
wheel  losses  by  taking  a  mean  effective  value  of  the  velocity-ratio  z 
for  calculating  the  kinetic  efficiency,  or  the  gross  work,  corre- 
sponding to  the  speed-power  parabola.  Additional  losses  due  to 
leakage,  fan-action,  etc.,  are  included  in  the  brake-efficiency. 

123.   Example  of  Turbo-Electric  Generator.   A  turbine 

driving  an  electric  generator  affords  special  facilities  for  test  under 
variable  load  at  constant  speed.  The  curves  shown  in  the  annexed 
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Fig.  28  illustrate  the  relation  between  mass-flow  M  in  lbs.  per  sec. 
taken  as  ordinate,  and  total  power  in  kilowatts  KW  taken  as 
abscissa,  corrected  for  the  known  efficiency  of  the  electric  generator, 
so  as  to  give  the  equivalent  of  the  shaft  horse-power  of  the  turbine 
at  each  load.  The  scale  at  the  base  indicates  thousands  of  kilowatts 
approximately,  but  the  actual  observations  have  been  slightly 
reduced  to  afford  a  more  convenient  comparison  between  two 
different  types  of  machine.  The  horizontal  crosses  (  +  )  represent 
observations  with  a  reaction  turbine  of  the  Parsons  type,  the 
diagonal  crosses  (  x  )  represent  similar  observations  with  an 
impulse  turbine  of  the  Curtis-Rateau  type. 

In  the  case  of  the  reaction  turbine  the  regulation  for  constant 
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Fig.  28.  Power-Consomptdon  Lrnes  of  Turbo-Generators. 

speed  was  effected  by  throttling,  and  the  points  lie  nearly  on  a 
straight  line  drawn  through  the  highest  and  lowest  observations. 
The  steam-feed  was  measured  at  no  load  with  the  generator  excited, 
and  the  abscissa  of  the  lowest  point  represents  the  power  required 
to  drive  the  generator  under  this  condition  at  normal  speed, 
estimated  from  the  known  losses  in  the  generator.  The  steam  re- 
quired to  run  the  tiu-bine  by  itself  under  no  load  at  normal  speed 
can  be  estimated  in  this  case  with  some  degree  of  precision  by 
producing  the  straight  line  to  cut  the  axis,  and  is  seen  to  be  about 
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8  per  cent,  of  the  steam  required  at  maximum  load.  This  includes 
bearing  friction,  and  shows  that  the  steam  friction  must  be  very 
small  at  the  low  pressure. 

In  the  case  of  the  impulse  turbine  the  load  was  varied  by 
cutting  out  nozzles,  which  is  cmalogous  to  varying  the  cut-off  in 
the  case  of  a  reciprocating  engine.  The  steam  at  no  load  was  not 
recorded,  and  could  not  have  been  measured  without  throttling, 
but  was  probably  much  the  same  as  for  the  reaction  turbine.  The 
power-consumption  line  is  seen  to  be  distinctly  curved  with  this 
method  of  regulation,  as  in  the  analogous  case  of  the  reciprocating 
engine  when  the  cut-off  is  varied. 

The  small  deviations  of  the  individual  observations  from  the 
smooth  curves  appear  to  depend  on  accidental  variations  in  the 
conditions  of  superheat,  pressure,  and  vacuum,  and  could  no  doubt 
be  corrected  if  sufficient  data  were  available.  The  systematic 
difference  between  the  two  machines  in  respect  of  consumption 
per  kilowatt  hour,  or  mass-flow  per  kilowatt,  appears  to  be  due 
chiefly  to  the  fact  that  the  impulse  turbine  was  tested  with  a  super- 
heat more  than  100°  F.  higher  than  the  reaction  turbine.  This  not 
only  improves  the  consumption  by  reducing  the  density,  but  also 
improves  the-  relative  efficiency  by  eliminating  loss  due  to  super- 
saturation,  as  explained  in  the  next  chapter.  The  improvement 
does  not  appear  to  be  due  to  any  great  inherent  superiority  of  one 
type  of  machine,  or  one  method  of  regidation,  over  the  other,  but 
it  has  the  advantage  for  the  present  purpose  of  separating  the 
curves  sufficiently  to  avoid  confusion. 

In  addition  to  the  effect  of  superheat,  the  total  efficiency,  in 
terms  of  consumption  per  kilowatt-hoiu*,  or  the  absolute  thermal 
efficiency,  in  terms  of  the  ratio  of  the  work  done  to  the  heat  supplied, 
depends  very  greatly  on  the  ability  of  the  machine  to  utilise  the 
highest  available  vacuum  without  excessive  leaving-loss.  Improving 
the  vacuum  always  improves  the  performance,  but  the  full  theoreti- 
cal advantage  cannot  be  obtained  unless  sufficient  area  is  provided 
for  the  increased  volume.  The  record  for  axial  flow  machines  is  at 
present  held  by  a  reaction  turbine  with  a  double  flow  for  the  later 
stages  of  the  low  pressure  cylinder,  but  the  radial  flow  turbine 
of  Ljungstrom  is  credited  with  a  still  better  performance,  due  in 
part  to  its  natiural  abiUty  to  utilise  a  very  high  vacuum. 

For  the  same  re&son,  improving  the  vacuum  beyond  that  for 
which  the  machine  is  designed,  invariably  reduces  the  relative 
efficiency  F,  whereas  reducing  the  vacuiun  improves  P  to  some 
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extent.  It  is  obvious  that  P  could  not  remain  constant  unless  the 
dimensions  were  altered  to  suit  the  vacuum.  The  actual  effect  of 
any  change  in  the  vacuum  can  be  calculated  in  any  case  if  the 
dimensions  of  the  machine  are  known.  An  example  of  a  possible 
method  of  doing  this  will  be  given  in  Chapter  XV. 

124.   Compound  Impulse  Wheels  (often  called  ''Curtis," 

or  "Velocity-compounded,"  or  "Velocity"  wheels).  When  a  low 
ratio  of  blade-  to  steam-velocity  is  a  primary  consideration,  wheels 
with  two  or  more  rings  of  blades  are  employed.  The  steam  rejected 
from  the  first  ring  with  tangential  velocity  (2  —  2)  w,  is  received  by 
a  fixed  ring  of  guide-blades  suitably  shaped  to  reverse  the  tan- 
gential component  and  direct  the  steam  back  on  to  the  second  ring 
of  moving  blades,  which  effect  a  further  reduction  of  the  tangential 
component  to  (2—  4)tt.  The  addition  of  a  third  ring  would  leave 
the  tangential  component  at  (2—  6)tt,  and  so  on.  The  leaving-Ioss 
need  not  exceed  the  theoretical  minimum  sin*  j8,  even  if  2  is  large. 
But  owing  to  the  length  of  path,  and  to  the  cumulative  effects  of 
imperfect  flow,  the  efficiency  of  a  double  or  triple  wheel  can  never 
be  so  good  as  that  of  a  simple  wheel  with  a  suitable  velocity-ratio. 
It  appears  from  experimental  tests  that  the  maximum  efficiencies 
of  wheels  with  one,  two,  €md  three  rows  of  blades,  under  similar 
conditions,  are  approximately  in  the  ratio  of  the  numbers,  6,  5, 
and  4,  and  are  attained  with  values  of  2  equal  to  2,  4,  €md  7  nearly"**. 
According  to  these  figures,  a  double  wheel  would  replace  four 
simple  wheels  at  the  same  blade-velocity,  but  would  give  little 
more  than  three  times  the  work  of  one.  A  triple  wheel  would 
replace  about  12  simple  wheels,  but  would  only  give  the  same  work 
as  eight.  If  efficiency  were  the  only  consideration,  compound 
wheels  would  not  be  employed;  but  they  possess  great  advantages 
when  economy  of  space  or  cost  is  essential,  especially  if  fuel  is 
cheap,  and  a  low  blade-speed  is  required,  as  in  marine  work.  They 
are  also  frequently  employed  in  the  first  stage  of  expansion  with 
high-pressure  or  superheated  steam,  in  order  to  obtain  a  large 
drop  of  pressure  and  temperature  in  the  first  nozzle,  so  as  to  reduce 
the  strain  and  distortion  of  the  casing.  The  thermodynamical 
theory  is  practically  the  same  for  a  compound  wheel  as  for  a  simple 
wheel,  but  the  appropriate  values  of  the  heat-drop  and  efficiency 
will  be  different,  as  already  indicated. 

*  Dednoed  from  figures  given  by  K.  Banmann  (Jownu  InsL  Elect,  Eng.,  Vol.  48, 
p.  828,  1912). 
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1 25 .   The  Multistage  Impulse  Turbine.  In  ord  er  to  avoid 

excessive  steam-velocities y  it  is  necessary  to  divide  the  available 
pressure  range  between  a  series  of  nozzles  and  wheels.  Each  wheel 
runs  in  a  separate  chamber  throughout  which  the  pressure  is 
nearly  uniform.  The  nozzles  are  fixed  in  the  partitions  between  the 
chambers,  and  are  represented  by  a  complete  ring  of  guide-blades 
in  the  later  stages.  The  pressure  at  the  exit  from  one  nozzle  is  the 
initial  pressure  for  the  next  nozzle,  and  the  areas  of  successive 
nozzles  are  adjusted  to  suit  the  volume  by  the  condition 
XjM  =  kV/U,  The  velocity  generated  in  any  given  nozzle  is 
determined  primarily  by  the  pressure-drop  between  adjacent 
chambers,  but  it  is  desirable  to  allow  for  friction  in  estimating  the 
final  values  of  H  and  V  in  each  stage,  which  serve  as  the  initial 
values  for  the  next  nozzle.  In  addition  to  reducing  the  steam- 
velocity  to  a  reasonable  figure,  the  multistage  arrangement  pos- 
sesses the  advantage  that  work  spent  in  fluid  friction  in  the  early 
stages  of  the  expansion  is  not  completely  wasted,  but  is  p€Ui:ly 
utilised  by  reconversion  in  the  later  stages.  The  velocity  of  the 
steam  rejected  by  one  wheel  may  also  be  partly  utilised  by  "carry- 
over" in  the  next  nozzle,  or  guide-ring,  so  that  the  loss  in  the  later 
stages  is  reduced. 

The  number  of  stages  into  which  a  given  heat-drop  must  be 
divided  to  suit  a  given  blade  velocity  w,  is  readily  estimated  from 
the  consideration  that  V  should  not  exceed  8w  for  a  simple  impulse 
wheel.  Thus  if  the  pressure  range  is  165  to  1  lb.,  and  u  =  400  ft./sec, 
£7'  may  be  1200,  corresponding  to  a  heat-drop  of  16  cals.  The  avail- 
able heat-drop  is  181  cals.  so  that  10  or  11  simple  wheels  would 
suffice,  allowing  a  margin  for  loss  of  steam  velocity.  Similarly 
if  M  =  200,  the  same  number  of  stages  each  with  a  compound 
wheel  of  two  rings  would  be  sufficient;  but  40  simple  wheels 
would  be  required.  As  a  rule  the  given  data  are,  the  pressure 
range,  the  revolutions,  and  the  power;  and  the  required  con- 
ditions may  be  satisfied  in  many  different  ways  with  almost  equal 
efficiency.  The  design  adopted  is  frequently  determined  by  cost 
of  fuel  or  construction,  or  by  mechanical  considerations  which 
are  beyond  the  scope  of  the  present  work.  The  properties  of 
steam  are  required  chiefly  in  determining  the  choice  of  suitable 
areas  for  the  nozzles  corresponding  to  the  subdivision  of  the 
heat-drop,  and  in  the  estimation  of  the  efficiencies  of  different 
arrangements,  which  afford  good  illustrations  of  the  methods  of 
using  the  tables. 
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126.   Flow  through  an  ^' Expansion  *'  in  a  Reaction 

Turbine.  The  number  of  separate  stages,  or  pairs  of  fixed  and 
moving  blades,  in  a  reaction  turbine  is  rarely  less  than  50  and  often 
exceeds  200.  These  are  grouped  in  "expansions,"  each  consisting 
of  several  stages  with  the  same  blade-height  x  and  annular  area  J^. 
Each  expansion  may  conveniently  be  treated  as  a  single  imit  in 
calculating  the  flow  when  the  dimensions  are  given.  In  some  cases 
the  blade-angle  a  is  varied  throughout  the  expansion  so  as  to  keep 
either  the  exit  velocity  U\  or  the  tangential  component  U  tan  a, 
constant.  But  more  often  the  blade-angle  is  the  same  throughout, 
and  the  exit  velocity  t/'  increases  with  the  volume.  It  is  sufiicient 
in  either  case  to  take  a  mean  value  of  tan  a,  or  a  mean  value  of 
the  velocity  ratio  z,  so  that  the  solution  of  the  problem  depends  on 
selecting  an  appropriate  method  of  finding  the  mean  effective  value 
of  z  in  any  case  for  the  whole  expansion. 

In  passing  from  one  expansion  to  the  next,  the  annular  area  X 
is  increased,  so  as  to  allow  for  the  increase  of  F,  and  to  bring  the 
velocity  back  as  nearly  as  possible  to  the  same  value  at  the  beginning 
of  each  expansion.  The  increase  of  kinetic  energy  during  the  ex- 
pansion being  thus  rejected  and  reconverted  into  heat,  the  equation 
of  steady  flow  for  the  complete  expansion  reduces  to  the  form 

ff'-  £r"=  AW'\    (14) 

if  the  external  heat-loss  Q^.  is  neglected  as  previously  explained. 
The  actual  heat-drop  from  the  beginning  of  one  expansion  to  the 
beginning  of  the  next  is  the  equivalent  of  the  nett  work  W"  done 
on  the  rotor  between  the  same  limits,  making  allowance  for  all 
internal  losses,  such  as  leakage,  or  steam-friction,  or  fan-action, 
but  not  including  losses  external  to  the  expansion,  such  as  bearing 
friction,  or  dummy  leakage. 

The  expression  previously  given  for  the  gross  work  AW  in 
terms  of  z,  may  be  held  to  include  nozzle  and  blade  losses,  which 
vary  as  the  square  of  the  steam-speed  and  reduce  the  effective 
value  of  z.  It  may  be  applied  to  an  expansion  of  N  pairs,  or  stages, 
by  writing  it  in  the  form 

AW^^  (2z^-^l)Nu^lJg (15) 

where  z^  is  the  arithmetic  mean  of  the  values  of  z  for  the  separate 
stages.  This  expression  for  AW*  gives  the  gross  work  per  unit  mass 
done  by  that  portion  of  the  steam  which  pursues  the  ideal  path 
through  the  blades.  It  does  not  apply  to  the  fraction  that  misses 
the  blades  owing  to  lateral  spreading,  or  that  leaks  over  the  blade- 
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tips  without  adding  anything  to  the  work  or  the  heat-drop,  and  it 
takes  no  account  of  work  wasted  in  fan-action  between  the  steam 
and  the  rotor.  For  these  reasons  the  nett  work  fF"  per  unit  mass 
of  the  total  quantity  of  steam  passing  through  the  expansion  is 
necessarily  less  than  the  gross  work  W  calculated  from  z. 

The  ratio  W'lW  will  be  called  the  "Reaction  Efficiency,"  and 
will  be  denoted  by  /".  It  may  be  regarded  as  representing  the 
proportion  of  the  theoretical  reaction  W  due  to  the  velocity  which 
is  actually  reedised  as  work  on  the  shaft.  The  expression  for  the 
heat-drop  per  expansion  in  terms  of  z  and/"  is 

fl'-  fl"=r  {2z^  -  1)  Nu^lJg (16) 

The  reaction  efficiency  /"  will  evidently  be  the  same  for  the 
separate  stages  of  an  expansion  in  so  far  as  the  dimensions  remain 
constant,  but  will  vary  systematically  from  one  expansion  to 
another  when  the  dimensions  are  varied.  It  is  convenient  to 
separate  the  losses  included  in/"  from  those  included  in  the  kinetic 
efficiency/',  because  they  depend  on  different  conditions,  and  vary 
in  a  different  manner.  The  systematic  variation  of  the  reaction 
efficiency/",  as  depending  on  leakage,  etc.,  may  most  simply  be 
represented  by  a  formula  of  the  type  fi'—  V'jx,  where  x  is  the 
blade-height  and  I"  a  constant  depending  on  the  effective  leakage- 
clearance.  The  term/i"  includes  other  effects  of  distortion  of  flow, 
and  will  have  different  values  for  different  types  of  wheel,  and  for 
the  case  of  partial  as  against  complete  peripheral  admission.  The 
kinetic  efficiency  on  the  other  hand,  depends  chiefly  on  the  velocity- 
ratio  2,  as  previously  indicated,  and  is,  in  the  main,  independent 
of  the  absolute  velocity  and  of  the  linear  dimensions.  It  is  necessary 
to  have  some  fairly  simple  expressions  for  the  systematic  variations 
of  these  coefficients  in  order  to  be  able  to  compare  theory  with 
experiment  and  to  deduce  the  probable  effects  of  different  con- 
ditions on  the  performance. 

127.   Kinetic  Efficiency  and  Available  Energy.   In  a 

reaction  turbine,  the  kinetic  efficiency  for  a  single  stage  is  related 
to  the  available  energy  aVdP  by  the  equation 

faVdP  =  (2z  -  1)  u^/Jg  =  17«  tan«  a  (2/2  -  l/z^yjg.  ...(17) 

When  the  pressure-drop  dP  per  stage  is  small,  it  is  sufficient  to 
take  the  mean  value  of  F  in  the  expression  aVdP  without  integra- 
tion. The  axial  velocity  17  will  vary  directly  as  V  from  one  stage 
to   another  in   the  same  expansion  in   virtue  of  the   relation 
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V  =  kMV/X.  If  the  blade-angles  are  gauged  so  that  U  tan  a  and 
z  are  const€mt,  we  may  assume  that/'  will  also  be  constant,  and 
that  dP  will  vary  inversely  as  V.  If  on  the  other  hand,  the  blade- 
angle  a  is  constant,  as  is  usually  the  case,  the  velocity-ratio  z  will 
vary  directly  as  F,  and/'  will  vary  from  one  stage  to  another  in 
a  systematic  manner. 

It  is  necessary  in  any  case  to  have  a  simple  rule  for  defining  the 
mean  effective  value  of  z^  since  the  exact  value  of  the  discharge 
angle  a  cannot  be  predicted  with  any  certainty  from  the  form  of 
the  blades.  For  this  purpose  we  shall  assume  (1)  that  the  nozzle 
and  blade-losses  vary  directly  as  the  square  of  the  tangential 
component  of  the  steam-velocity  for  any  given  value  of  2,  that  is 
to  say,  in  the  same  mtuiner  as  W  when  z  is  constjuit,  in  which 
case/'  will  be  constant,  and  (2)  that/'  varies  in  the  same  way  as 
W  when  U  tan  a  is  constant.  These  assumptions  give  the  simplest 
relations  consistent  with  the  main  experimental  facts,  though  they 
do  not  appear  to  be  capable  of  formal  proof  for  every  type  of  blade 
and  variety  of  condition. 

Adopting  these  assiunptions  as  a  working  hypothesis,  we  have 
the  following  simple  relations  for  finding/'  and  z  in  any  case 

/'=//(2iS-l)/2«,     and    /i'/aFdP  =  JVz^V/Jg,...(18) 

where  ^'  is  the  maximum  value  of/'  when  2?  =  1,  and  is  a  constant 
to  be  determined  by  experiment  for  each  particular  type  of  blade 
or  wheel.  The  first  relation  gives  the  variation  of/'  in  terms  of  2, 
and  the  second  relation  defines  the  mean  effective  value  of  z.  When 
z  and/'  are  variable,  the  mean  value  of/'  for  any  expansion  may  be 
taken  as  that  corresponding  to  the  mean  effective  value  of  2. 

In  the  case  of  an  impulse  turbine,  by  similar  reasoning,  a 
similar  relation  will  apply  for  defining  the  mean  effective  value 
of  z  for  each  wheel  including  both  nozzle  and  blade-losses,  so  far 
as  these  vary  as  the  square  of  the  steam-speed.  But  owing  to  the 
difference  between  the  expressions  for  W  in  the  case  of  impulse 
and  reaction  turbines  respectively,  the  maximum  value  of  /', 
denoted  in  this  case  by/^',  occurs  at  2  ~  2.  Thus  we  have 

/'///=  4  (2  -  l)/2*,    and    f^laVdP  =  2^/27^,  ...(19) 

where  zu  represents  the  effective  tangential  component  of  the 
steam-speed.  Since  the  two  types  of  turbine  are  essentially  similar 
as  regards  variation  of  kinetic  efficiency  with  velocity-ratio, 
especially  in  the  later  stages  when  the  peripheral  admission  is 
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complete,  results  deduced  for  one  will  apply  equally  to  the  other 
so  far  as  they  depend  on  these  relations. 

In  the  case  of  the  reaction  turbine,  a  simple  and  useful  expres- 
sion for  the  pressure-drop  per  stage,. or  per  expansion,  is  obtained 
by  substituting  for  V  in  aVdP  from  the  relation  V  =  UX/kM 
with  U  =  uz/tan  a,  thus, 

Pressure-drop  per  stage*,  dP  =  Mtiz  tan  a/ fi'gX,  (20) 

Pressure-drop  per  expansion*,  P'—  P"=  NMuz^tana/figX,  (21) 

where  «^  represents  the  mean  effective  value  of  z,  as  in  the  corre- 
sponding formula  for  the  heat-drop,  when  the  blade-angle  is 
constant.  In  the  case  when  z  is  constant  and  a  is  varied,  the  same 
formula  applies  with  the  arithmetic  mean  value  of  tan  a.  The  two 
cases  are  equivalent,  to  the  order  of  approximation  here  attempted, 
and  give  the  same  values  both  for  the  heat-drop  and  the  pressure- 
drop,  provided  that  the  mean  value  of  z  or  tan  a  in  either  case  is 
equal  to  the  constant  value  in  the  other.  These  appear  to  be  the 
simplest  formulae  capable  of  taking  account  of  all  the  primary 
factors  of  the  problem  in  a  consistent  manner,  and  are  readily 
appUed  to  the  solution  of  any  special  case  when  sufficient  data 
are  available.  It  might  seem  at  first  sight  as  though  the  expression 
defining  the  mean  effective  value  of  z  were  too  simple  to  be  true, 
but  it  evidently  fits  the  fundamental  fact  that  the  mass-flow  is 
practically  independent  of  the  speed.  If  M  is  constant,  zu  cannot 
vary  without  corresponding  variations  in  aVdP.  These  and  other 
points  of  correspondence  with  experiment  serve  as  indirect  means 
of  verifying  the  working  hypothesis.  The  observed  variation  of/' 
with  speed  also  affords  qualitative  verification. 

128.   Variation  of  the  Complete  Stage-Efficiency  /. 

The  variation  of  /  with  velocity-ratio  z  will  be  similar  to  that  of 
the  kinetic  efficiency/',  but  the  absolute  value  of/,  being  equal  to 
the  product//",  will  generally  increase  in  the  later  stages  owing  to 
the  systematic  variation  of/".  The  general  nature  of  the  variation 
is  illustrated  in  the  annexed  Fig.  29. 

In  plotting  the  relation  between  the  kinetic  efficiency/'  and  the 

velocity-ratio  z,  it  is  best  to  take  the  reciprocal  1/z  as  the  abscissa, 

because   the   curve   then   becomes   a   simple    parabola,    namely 

/'=  4/2  (l/z  —  (1/2)*),  with  its  axis  vertical,  and  with  its  vertex 

*  These  expressions  assume  that  X  is  measured  in  sq.  in.  on  the  F.P.C.  or  F.P.F. 
systems,  and  in  sq.  cm.  on  the  K.M.C.  system* 

as.  19 
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at  1/z  =  0«5,  in  the  case  of  the  impulse  turbine.  In  the  case  of  the 
reaction  turbine  the  same  curve  applies,  but  the  values  of  1/z 
are  all  doubled,  so  that  the  maximmn  occurs  at  1/z  =  1.  The  value 
of  the  constant /g'  for  the  curve  marked/'  in  the  figure  is  taken  as 
0-85.  The  constant  term  ^"  in  the  expression  for  /"  is  taken  as 
0'95.  The  variable  term  l"/x  is  taken  as  0'0084  for  a  typical  low- 
pressure  blade,  and  as  0-126  for  a  high-pressure  blade,  assuming 
the  respective  blade-heights  to  be  in  the  ratio  15/1.  The  two  lower 
curves  represent  the  resulting  variation  of/  for  the  two  cases  con- 
sidered. The  low-pressure  wheel  has  a  maodmum  efficiency  of 
80  per  cent,  (which  is  probably  about  the  highest  attainable)  at 
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Eig.  29.    Variation  of  Efficiency  (and  Power)  with  Speed-ratio. 

2  =  2,  or  1/z  =  0-5,  but  the  wheel  would  be  run  at  a  lower  speed  in 
usual  practice,  owing  to  the  great  saving  in  mechanical  stress,  with 
Uttle  loss  of  efficiency.  This  curve  happens  to  agree  exactly  with 
one  given  by  Baumann  (Joum.  Elect.  Eng.y  48,  p.  782,  1911), 
except  that  his  curve  is  plotted  against  the  ratio,  u/Cj  or  cos  jS/z, 
of  the  blade-velocity  to  the  full  steam-velocity,  and  therefore  shows 
a  maximum  at  u/c  »  (cos  j3)/2  instead  of  at  1/2.  Baiunann's  curve 
is  stated  to  represent  "a  fair  average  of  test  results  actually  being 
obtained  in  the  low-pressure  part  of  modem  Rateau  turbines." 
It  appears  to  afford  a  good  general  confirmation  of  the  theory  here 
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proposed,  but  no  details  of  the  tests  are  given,  so  that  it  is  difficult 
to  say  how  far  the  correspondence  is  real.  The  lower  curve  in 
Fig.  29,  representing  the  high-pressure  wheel,  has  a  maximiun 
of  70  per  cent.,  but  is  otherwise  exactly  similar  to  the  other  curves. 

The  verification  here  attempted  appears  to  show  that  the 
variation  of  efficiency  with  speed  can  be  represented  within  the 
limits  of  experimental  error  by  a  parabolic  curve  having  its 
maximum  at  the  theoretical  value  of  z.  This  cannot  be  exactly 
true  if  the  loss  due  to  a  fan-action  varies  as  the  cube  of  the  speed, 
unless  there  is  some  other  compensating  effect,  tending  to  raise 
the  point  at  which  the  maximum  occurs.  The  effect  on  the  reaction 
efficiency  of  a  loss  varying  as  the  ciibe  of  the  speed  is  indicated  in 
the  last  figure  on  an  exaggerated  scale  by  the  broken  curve.  This 
is  obtained  from  the  lowest  curve  in  the  figure  by  deducting  a  loss 
equal  to  10  per  cent,  at  l/z  =  0'5,  and  varying  as  the  cube  of  the 
speed  at  other  values  of  l/z.  The  effect  in  this  case  is  to  lower  the 
position  of  the  maximum  to  l/z  =  0*42,  but  the  form  of  the  curve 
is  still  so  nearly  parabolic  that  it  would  be  difficult  to  distinguish 
it  experimentally  from  a  true  parabola.  The  lowering  of  the  maxi- 
mum is  very  marked  in  small  machines,  such  as  the  5  or  10  H.P. 
De  Laval,  which  give  the  maximiun  B.H.P.  at  rim-velocities  well 
below  the  theoretical,  but  it  would  be  difficult  to  detect  in  large 
multistage  machines,  say  of  5000  H.P.,  where  it  would  be  impractic- 
able to  analyse  the  losses  very  accurately  for  the  separate  wheels, 
or  to  vary  the  speed  over  a  wide  range  without  upsetting  the 
pressure  distribution.  It  is  also  possible  that  the  blades  may  be 
shaped  so  as  to  increase  the  reaction,  which  would  have  the  effect 
of  raising  the  apparent  position  of  the  maximum,  and  is  sometimes 
said  to  improve  the  efficiency. 

In  many  cases  the  effect  of  fan-action  is  comparatively  un- 
important, and  may  be  neglected  unless  the  effect  of  variation  of 
speed  is  in  question.  But  it  is  of  interest  to  consider  the  cases  in 
which  it  may  become  important.  It  is  generally  agreed  that  the 
effect  varies  for  a  given  wheel  as  the  cube  of  the  speed  and  as  the 
density  of  the  medium,  but  there  is  much  conflict  of  opinion,  and 
even  of  experimental  evidence,  on  minor  points.  Some  of  the 
formulae  proposed  are  obviously  inadmissible,  while  others  are 
more  complicated  than  is  justified  by  the  nature  of  the  evidence. 

129.  Expression  for  the  Loss  due  to  Fan-Action.  Fan- 
action,  or  wheel-friction  as  it  is  often  called,  appears  to  be  more 
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important  in  the  case  of  the  impulse  wheel  at  high  pressures  than 
in  the  case  of  the  reaction  drum,  where  tip-leakage  is  a  more  serious 
soiurce  of  trouble.  The  effect  depends  on  so  many  conditions,  such 
as  the  fineness  of  the  clearances  and  the  shrouding  of  the  blades, 
that  it  is  impossible  to  give  a  complete  formula  applicable  to  all 
cases.  The  following  expression  is  intended  merely  to  give  a  general 
idea  of  the  order  of  magnitude  of  the  loss  in  the  case  of  a  wheel 
when  the  clearances  are  reasonably  fine.  It  is  founded  on  the 
assumption  that  the  loss  is  proportional  to  the  density  of  the 
medium,  to  the  area  of  the  effective  surface  and  to  the  cube  of 
the  velocity  of  each  part  relative  to  the  casing. 

Wheel-friction  =  (8r2  +  80ra;)(w/1000)«/F,  Horse-power,  ...(22) 

where  r  is  the  mean  radius  of  the  blade-rim,  and  x  the  nozzle- 
height  in  inches,  u  the  mean  blade-velocity  in  ft./sec.,  and  V  the 
volume  in  cb.  f  t./lb.  The  term  8r*  represents  the  effect  of  the  surface 
of  the  disc,  the  term  SOro;  that  of  the  blade-rim.  If  the  lateral 
surface  of  the  blade-rim  were  smooth  like  the  disc,  the  numerical 
coefficient  of  rx  would,  in  the  Umit  for  short  blades,  be  five  times 
that  of  r*  on  the  assumptions  made.  The  surface  of  the  blade-rim 
being  discontinuous,  this  coefficient  cannot  be  less  than  five  times 
the  first,  but  may  be  as  great  as  20  times  or  more,  especiaUy  for 
compound  wheels.  The  term  representing  the  effect  of  the  disc  is 
the  larger  of  the  two  at  high  pressures  when  the  blades  are  short, 
but  becomes  relatively  negligible  at  low  pressures  on  account  of  the 
diminution  of  density,  and  increase  of  blade-height. 

The  relative  importance  of  either  is  readily  expressed  in  terms 
of  the  theoretical  maximum  power,  2Mu^lg  ft.  Ibs./sec.  at  2  =  2, 
for  a  single  impulse  wheel.  The  ratio  comes  out  0*0030  tan  a/iy,  for 
the  blade-rim  friction,  and  O-OOOSr  tan  a/Tjx,  for  the  disc-friction 
(by  substituting  M=  UX/l^^V,  C7  =  2tt/tana,  and  X=^rfiTrrx)y 
where  t)  is  the  arc  of  admission  expressed  as  a  fraction  of  the  whole 
circumference  when  the  admission  is  partial,  and  is  equal  to  unity 
when  the  admission  is  complete. 

According  to  the  expression  O'OOSO  tan  ajri  for  the  effect  of  the 
blade-rim  friction  on  the  efficiency,  the  reduction  of  efficiency  would 
be  of  the  order  of  1  per  cent,  only  for  the  low  pressure  wheels  at 
maximum  power,  and  would  be  much  the  same  for  all,  so  long  as 
the  admission  was  complete,  and  the  angle  a  was  not  varied.  The 
importance  of  this  term  would  increase  in  the  case  of  the  high 
pressure  wheels  with  partial  admission,  especially  if  tana  were 
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increased,  as  is  often  the  case.  The  effect  of  the  disc-friction  would 
be  of  the  same  order  of  magnitude  as  that  of  the  blade-rim  for 
intermediate  wheels  when  r  =  10<r,  and  would  increase  in  a  similar 
manner  for  the  high  pressure  wheels,  except  that  it  could  be  reduced 
by  reduction  of  r.  It  is  generally  agreed  to  be  an  advantage,  so  far 
as  wheel-friction  is  concerned,  to  reduce  the  diameter  of  the  high 
pressure  wheels.  This  was  often  done  in  the  earlier  types,  but  has 
•the  disadvantage  of  increasing  the  niunber  of  wheels  required,  and 
has  been  abandoned  in  most  of  the  later  types  in  favour  of  a  nearly 
uniform  diameter,  which  is  mechanically  preferable. 

It  would  appear  to  be  unnecessary  to  take  account  of  wheel- 
friction  in  the  low  pressure  stages,  as  the  resulting  distortion  of 
the  efficiency  curve  would  be  too  small  to  detect.  But  it  would  be 
best  for  the  sake  of  consistency  to  represent  it  throughout  the 
turbine  by  a  systematic  variation  of  the  type  (1  +  r/lOx)  tan  a/r] 
per  cent,  in/",  provided  that  the  speed  were  uniform  and  constant; 
and  to  allow  for  variation  of  speed,  if  the  effect  of  speed  were  the 
object  of  enquiry. 

In  the  case  of  the  reaction  turbine,  since  the  admission  is  always 
complete,  the  effect  could  probably  be  included  with  sufficient 
accuracy  in  an  expression  of  the  type  /i"—  /'7^>  ^  previously 
suggested.  But  the  effect  of  tip-leakage  is  here  the  most  important, 
and  the  constant^"  would  approximate  closely  to  unity  at  low 
speeds,  owing  to  the  absence  of  disc-friction. 

There  does  not  seem  to  be  any  satisfactory  evidence  that  the 
effect  of  wheel-friction  is  proportionately  greater  in  small  machines 
than  in  large,  or  that  it  varies  as  the  cube  of  the  angular  velocity 
as  opposed  to  the  linear  velocity.  Small  machines  of  the  axial  flow 
type  imdoubtedly  suffer  from  the  excessive  curvature  of  the  blade- 
path,  which  leads  to  distortion  of  flow  at  high  angular  velocities, 
but  this  cannot  fairly  be  debited  to  wheel-friction. 

Although  it  is  not  possible  in  a  formula  of  this  kind  to  give 
exact  values  of  the  coefficients  to  suit  all  cases,  it  is  most  desirable 
that  the  dimensions  should  be  correct  and  consistent  for  the  separate 
terms  in  the  expression.  A  formula  for  wheel-friction  attributed 
to  O.  Lasche  is  often  quoted,  which  may  be  expressed  in  our  units 
as  follows,  for  a  simple  wheel  with  blade-height  x. 

Wheel-friction  =  0-49(R.P.M./1000)8ra?/F,  H.P.  (O.  Lasche.)  (28) 

This  formula  seems  to  give  results  of  the  right  order  of  magnitude 
if  we  take  r  =  2()"  and  x=^V\   but  requires   about  870  H.P. 
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for  the  wheel  of  a  10  H.P.  De  Laval  turbine  at  20,000  revs./min. 
in  steam  at  atmospheric  pressure,  which  is  about  a  hundred  times 
too  great;  and  does  not  distinguish  disc-  and  rim-iriction. 

Stodola's  original  formula  made  the  disc-friction  proportional 
to  r*'*u'/F,  and  the  rim-friction  proportional  to  aj*/*u*/F,  which 
appears  to  involve  the  anomaly  that  the  rim-friction  is  independent 
of  the  radius  for  given  values  of  u  and  F.  Jude  {Theory  of  the  Steam 
Turbine^  1910)  proposes  the  formula  (ii«)'/*/F  for  the  rim-friction, 
based  on  a  reduction  of  the  same  experiments,  in  which  the  disc- 
friction is  assumed  proportional  to  rhi^/V^  and  the  rim-friction 
deduced  by  difference.  This  method  of  treating  the  experiments 
cannot  be  avoided,  but  is  so  uncertain  that  it  appears  preferable 
to  make  the  dimensions  rational  and  consistent  by  assuming  the 
expression  rxu^jV  as  given  in  (22).  So  far  as  rim-friction  is  con- 
cerned, the  effective  blade-height  would  be  rather  less  than  the 
actual  blade-height,  because  the  ends  of  the  blades  are  screened 
by  the  rim  and  the  shrouding.  For  this  reason  x  is  preferably  taken 
as  the  nozzle-heightj  which  fits  better  with  the  experiments  and  the 
expression  for  the  power,  and  avoids  the  necessity  for  the  fractional 
index. 

When  r  and  z  are  the  same  for  the  different  wheels  of  a  turbine, 
the  disc-friction  is  simply  proportional  to  1/F,  and  cannot  be 
altered  by  varying  the  arc  of  admission  or  the  blade-height. 
A  compound  wheel  has  the  advantage  of  reducing  the  disc-friction, 
but  it  increases  the  rim-friction  and  the  loss  due  to  lateral  dissipa- 
tion of  the  jet,  which  is  more  important  and  varies  roughly  as  1/x, 
In  practice  the  blade-height  is  varied  in  conjunction  with  the  arc 
and  angle  of  admission,  to  make  the  sum  of  the  two  losses  a  mini- 
mum, with  the  condition  tjx/V  tan  a  =  constant. 

To  obtain  an  equiv^ent  formula  for  the  rim-friction  of  a 
compound  wheel,  the  numerical  coefficient  80  of  rx  in  (22)  must 
be  multiplied  by  the  ratio  of  the  sum  of  the  blade-heights  of  the 
successive  rings  to  the  height  of  the  first  ring.  Thus  for  a  triple 
wheel,  if  the  successive  blade-heights  are  in  the  ratio  1,  2,  8,  the 
appropriate  coefficient  of  rx  would  be  6  x  80.  This  appears  to  give 
a  result  of  the  right  order  of  magnitude,  but  the  conditions  of  flow 
and  variations  of  design  are  so  complex  that  little  reliance  can 
be  placed  on  a  single  formula. 


CHAPTER  XII 

THE  REACTION  TURBINE 

130.  Continuous  Expansion.  In  the  case  of  an  impulse 
turbine,  the  expansion  may  be  regarded  as  occurring  in  a  limited 
number  of  discontinuous  steps,  with  almost  adiabatic  drop  of 
pressure  in  the  nozzles,  separated  by  intervals  diuing  which  the 
steam  changes  its  state  at  constant  pressure  while  passing  through 
the  blades.  The  niunber  of  separate  steps  is  often  as  low  as  five,  and 
seldom  exceeds  20  or  80.  The  final  states  in  each  stage  will  gener- 
ally* lie  on  a  smooth  curve,  which  may  be  regarded  as  the  "charac- 
teristic" of  the  type  of  machine,  and  may  be  employed  for 
estimating  the  variation  of  efficiency.  But  it  is  often  more  satis- 
factory to  calculate  each  stage  separately,  and  there  is  no  great 
difficulty  in  doing  this  when  the  number  of  stages  is  small. 

In  a  reaction  turbine,  on  the  other  hand,  each  ring  of  blades, 
whether  fixed  or  moving,  constitutes  a  separate  step  in  the  ex- 
pansion. There  are  seldom  less  than  a  hundred  such  steps,  and 
sometimes  800  or  more.  For  all  practical  purposes  the  expansion 
is  continuous,  and  different  methods  of  treatment  are  appropriate. 
In  particular,  since  the  drop  ofHorP  in  each  step  is  very  small,  it 
may  usually  in  practice  be  treated  as  infinitesimal.  The  calculation 
for  a  number  of  stages  of  similar  dimensions,  forming  a  group  known 
as  an  "expansion,"  can  genertdly  be  worked  out  by  the  rules  of  the 
calculus  with  a  considerable  saving  of  time  and  trouble.  The  state 
of  the  steam  from  the  beginning  to  the  end  of  each  expansion  can 
be  represented  by  a  continuous  curve  on  the  diagram.  In  some 
cases  these  separate  curves  for  the  several  expansions  may  form 
parts  of  a  single  continuous  "characteristic"  for  the  whole  turbine. 
In  other  cases  there  may  be  differences  depending  on  details  of 
construction.  But  in  any  case  it  is  usually  sufficient  to  calculate 
the  final  state  only  in  each  expansion. 

In  the  present  chapter  we  will  take  the  simple  case  in  which  the 
characteristic  for  the  whole  turbine  is  supposed  to  be  continuous, 
and  discuss  relations  between  the  efficiency  and  the  pressure  dis- 
tribution which  are  in  the  main  independent  of  dimensional  details. 
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At  a  later  stage,  the  analysis  will  be  pushed  further,  to  include  the 
effect  of  speed,  and  dimensions  and  details  of  construction,  in 
modifying  the  curve  for  each  expansion. 

131.  The  Stage  Efficiency.  The  expression  for  the  first 
law  of  thermodynamics  as  applied  to  any  elementary  stage  of  the 
flow,  corresponding  to  a  small  drop  of  pressure  dP,  may  be  written 

in  the  form  dH  =^dQ^  aVdP (1) 

According  to  the  usual  mathematical  convention  of  signs,  dH  and 
dP  represent  increment  of  H  and  P,  and  dQ  represents  heat  added. 
But  it  is  often  more  convenient  in  practice  to  reverse  the  signs  and 
to  call  dH  drop  of  H,  and  dP  drop  of  P,  in  which  case  dQ  represents 
heat-loss;  and  heat  generated  by  friction,  or  work  wasted,  is 
negative.  The  term  aVdP  represents  the  thermal  equivalent  of 
the  work  done  by  the  drop  of  pressure  in  generating  kinetic  energy 
in  unit  mass  occupying  a  volume  F  as  it  flows  from  a  higher  Co  a 
lower  pressure.  If  dQ  =  0,  dH  =  aVdP^  or  the  drop  of  H  is  equi- 
valent to  the  kinetic  energy  generated;  but  if  heat  is  supplied  by 
friction  or  otherwise,  the  drop  of  H  will  be  less  than  aVdP.  Since 
friction  can  only  generate  heat,  the  drop  of  H  cannot  exceed  the 
kinetic  energy  generated  unless  heat  is  lost  externally.  If  no  heat 
is  supplied  or  lost  eccternally,  dQ  represents  heat  generated  by 
internal  friction,  or  work  wasted;  and  dH  represents  the  useful 
work  obtained.  Since  external  heat-loss  may  often  be  neglected 
in  considering  any  small  stage  of  the  expansion,  we  shall  take  dH 
as  representing  the  work  utilised,  on  the  understanding  that  it  is 
to  be  corrected  for  external  heat-loss,  whenever  necessary  in 
experimental  tests,  by  deducting  the  external  heat-loss  from  the 
heat-drop. 

Neglecting  external  heat-loss  on  the  above  understanding,  the 
general  expression  for  the  stage  efficiency  /  at  any  point  of  the 
expansion  curve,  is  the  ratio  of  the  work  utilised  to  the  work  avail- 
able in  a  small  drop  of  pressure  dP, 

/=  dH/aVdP (2) 

If  the  work  done  is  proportional  to  the  percentage  drop  of 
pressure,  as  appears  to  be  approximately  the  case  in  some  turbines, 
PdH/dP  is  constant,  and /must  vary  inversely  as  PF.  The  expan- 
sion curve  in  this  case  is  given  by  the  equation 

Ho-H  =  k\og  (Po/P), 

and  is  a  straight  line  on  the  H  log  P  diagram. 
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In  the  more  general  case  represented  by  the  empirical  formula 
H  -  B'=  kP^, 

afPV  =  PdH/dP  =  mkP^  =  m{H-  B") (3) 

whence/ =  m(H  —  B")laPV,  This  shows  that/cannot  be  constant 
unless  H  —  B"  is  proportional  to  PF,  which  is  very  nearly  the  case 
for  dry  steam  provided  that  1?"=  B  =  464  (F.P.C.),  in  which  case 
/=  18m/3.  In  the  case  of  wet  steam/ will  also  be  nearly  constant 
if  B"  is  chosen  so  that  the  ratio  of  PV  to  H  —  B"  is  the  same  for 
the  initial  and  final  states. 

If  on  the  other  hand  an  expansion  curve  of  the  type  PV  =  kP^ 
is  assumed,  the  value  of  m  is  fixed  by  the  initial  and  final  conditions, 
and  the  value  of  /  at  every  point  of  the  curve  becomes  thereby 
determinate,  since  there  is  no  other  constant  to  choose.  The  ex- 
pression for/is  mdHjd  (aPV),  which  is  necessarily  nearly  constant 
for  dry  steam,  but  cannot  in  general  be  constant  for  wet  steam. 
As  a  rule  the  variation  of /is  so  considerable  along  a  curve  of  this 
type,  that  no  reUance  can  be  placed  on  this  formula  for  the  cal- 
culation of  the  constant  mean  value  of  /  for  any  given  F.  The 
formula  is  obviously  inadequate  for  representing  the  results  of 
experimentfd  tests  with  regard  to  the  variation  of  stage  efficiency, 
because  the  assumption  of  a  curve  of  this  type  is  equivalent  to 
begging  the  question  at  issue. 

The  exact  solution  of  the  problem  of  the  limit  curve  when 
/  is  constant,  is  purely  a  mathematical  question  if  the  relation 
between  V  and  H  is  given.  The  result  is  of  theoretical  interest  as 
a  standard  of  comparison  for  other  empirical  curves  representing 
different  modes  of  variation  of  the  efficiency.  The  problem  may 
also  be  regarded  as  a  useful  mathematical  exercise  on  the  tables 
and  equations,  and  on  thermodynamical  theory. 

132.   The  Limit  Curve  of  Constant  /  for  Dry  Steam. 

The  approximate  forms  of  the  equations,  obtained  by  neglecting  ft, 
namely, 

PV  =  *'PVA«,     and    H-B^  K'P^fl^^ (4) 

are  sufficiently  accurate  for  nearly  all  practical  purposes. 

The  exact  forms,  including  ft,  are  easily  obtained  by  substituting 
for  V  or  dHldP  in  the  equation  dH/dP  =  a/T,  from  the  general 
relation  between  H  and  V  for  dry  steam,  namely 

aPV  =  8  (ff  -  B)/18  +  lOaftP/18, 
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which  gives  differential  equations  of  a  common  linear  type, 
namely, 

PdVjdP  =  -  (1  -  8/7I8)  V  +  106/18, 

and  PdH/dP  =  Sf{H-  1?)/18  +  lOabfP/lS,    (5) 

the  solutions  of  which  are 

P(V-  ft')  =  fc'PvA*,    and    H-B  =  k^P^fl^^  +  afe"P,  ...(6) 

where  ft'=  10ft/(18  -  8/),ft"=/ft'=  10ft/7(18  -  8/),andi"=  ISak'/S. 
The  values  of  the  constants  A'  and  k"  are  found  in  each  case 
as  required  by  substituting  the  given  initial  or  final  values  of 
JET,  P,  and  V  in  the  equations.  For  instance,  the  drop  of  H  along 
the  curve  from  P'  to  P"  is  given  by 

H-  ff"=  (ff'-  B  -  a6"P')  (1  -  {P"IPyfl^^)  +  a6"(P'-  P")»  (7) 

which  reduces  exactly  to  the  usual  expression  for  the  adiabatic 
drop,  as  it  should,  when/=  1,  in  which  case  ft"=  ft. 

In  the  case  of  supersaturated  steam,  the  same  equations  apply 
so  long  as  the  steam  is  dry;  but  when  it  reaches  the  supersaturation 
limit,  the  relation  between  H  and  V  changes,  and  the  equation 
cannot  be  integrated.  It  is  easy,  however,  to  find  the  heat-drop 
at  the  supersaturation  limit  by  a  step  by  step  process  of  integrating 
the  relation  dH  =  faVdPy  by  using  Table  III  given  in  Chapter  X, 
as  in  the  case  of  the  adiabatic  at  the  supersaturation  limit. 

Thus  if  the  steam  reaches  the  SS  limit  at  24  lbs.,  we  have  for 
the  next  step  to  16  lbs.,  aP'V'=  85-30,  DH  =faPV  x  8/20  =  8-47, 
if/ =0-60.  This  gives  F"=  20-87,  and  aP"F"=  84-85,  whence 
DH  =  8-468  as  a  second  approximation;  but  it  is  very  seldom  worth 
while  to  go  beyond  the  first.  With  the  value  84-85  for  clPV  at 
16  lbs.,  the  next  step  to  12  lbs.  gives  DH  =  5-89,  and  so  on.  The 
process  is  very  easy,  since  no  interpolation  is  required,  except  for 
finding  the  point  at  which  the  SS  limit  is  reached. 

133.   The  Limit  Curve  of  Constant  /  for  Saturated 

Steam.  To  find  the  equation  of  the  curve  for  saturated  steam,  we 
have  merely  to  substitute  {H  -  st)IT  (dp/dT)  for  aV  in  the  general 
expression  for/,  which  gives  the  differential  equation 

T  {dH/dT)  =^f{H  -  St), (8) 

the  solution  of  which,  when /is  constant,  is 

ff,=  St  +  KTf^  sT/{l  -/), (9) 

where  KT^f^H^-  st^^  sTJil  -/),  is  given  by  the  initial  state. 
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The  corresponding  expression  for  O/  is  immediately  obtained 
by  the  simple  substitution,  Uf  ==  TO,  —  G,  which  gives 

0,=  KTf-^-  8/(1  -/)  +  *log,  r/278,    (10) 

with  the  same  vahie  of  the  constant  of  integration  K.  Both  ex- 
pressions take  exact  accoimt  of  the  variation  of  specific  heat  and 
volume  of  the  liquid  according  to  the  equation  for  h  employed  in 
the  present  work. 

The  results  given  by  the  above  theoretical  formula  for  Hf  are 
compared  in  the  following  table,  (1)  with  those  given  by  a  formula 
of  the  type  H  —  B  =  kP^y  and  (2)  with  those  given  by  a  formula 
of  the  type  PV  =  iP«,  with  F  =  0-60,  for  the  range  165  lbs.  (dry 
sat.)  to  1  lb.,  divided  into  ten  equal  intervals  with  a  common 
pressure-ratio.  The  constants  in  the  empirical  formulae  are  deter- 
mined from  the  initial  and  final  states  as  already  explained. 

Table  I. 
Comparison  of  formulae  for  the  Umit  curve  of  constant/(saturated). 


Theor. 


(1) 
Diff. 

/, 

(2) 
DiflF. 


654-49      64200 


654-55 
+  0-06 
0-553 

656-26 

+  1-77 
0-480 


64209 
+  009 
0-554 

64519 
+  319 
0-492 


630-06 


630-13 
+  0-08 
0-555 

634-32 

+  4-27 
0-505 


618-61 


618-66 
+  0-05 
0-556 

623-62 
+  501 
0-519 


607-66 


607-65 
+  0-00 
0-657 

61302 
+  6-37 
0-537 


Theor. 


(1) 
Diflf. 

/i 

(2) 
Difif. 


697-13  I  687-03 


597-10 
-003 
0-556 

602-43 
+  6-30 
0-559 


586-98 
-005 
0-555 

691-78 
+  4-76 
0-685 


577-32 


677-27 
-006 
0-564 

581-02 
+  3-70 
0-615 


567-98 


667-96 
-003 
0-553 

570-12 
+  2-14 
0-648 


56902 

669-02 
000 
0-651 

569-02 
0-00 
0-688 


Initial  values,  P=  165,  £r= 667-56,  /j =0-551,  /,=0-468. 

There  is  a  slight  systematic  difference  between  (1)  and  the 
theoretical  formula,  but  the  values  of  H  agree  at  the  middle  of  the 
range  as  well  as  at  both  ends.  The  values  of  ^  are  very  nearly 
constant,  and  the  mean  agrees  very  closely  with  the  theoretical, 
which  is  0*5551,  for  F  =  0-60  over  this  range.  We  may  conclude 
that  (1)  is  sufficiently  accurate  for  all  practical  purposes.  It  is  also 
much  easier  to  work  than  the  theoretic^  formula.  In  the  case  of 
formula  (2)  the  differences  are  fifty  times  larger,  and  the  value  of 
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/jj  shows  a  wide  variation.  The  method  of  calculation  for  formula  (1 ) 
is  given  in  detail  in  Example  3,  below,  section  188. 

The  Reheat  Factor.  The  ratio  of  F  to  /,  when  the  latter  is 
constant,  is  often  called  the  "Reheat  Factor,"  as  it  represents  the 
increase  of  F  due  to  the  partial  reconversion  in  the  later  stages  of 
work  wasted  in  friction  in  the  early  stages.  Many  attempts  have 
been  made  to  find  a  general  expression  for  this  factor  in  the  case  of 
saturated  steam.  The  majority  of  these  are  rough  approximations 
which  do  not  call  for  special  mention.  Morrow  {Steam  Turbine 
Design,  1911),  under  the  heading  "Approximate  Equation  of  the 
Expansion  Curve,"  has  given  an  exact  expression  for  the  entropy  on 
the  assumption  that  the  specific  heat  of  water  is  constant  and  equal 
to  1.  His  expression  agrees  very  closely  with  (10)  above,  but  he 
does  not  appear  to  give  the  corresponding  expression  for  fl,,  or 
for  F/f.  Martin  (Steam  Turbines,  1918,  p.  150)  has  given  a  similar 
expression  for  the  increase  of  entropy  due  to  friction  during  the 
expansion,  from  which  the  reheat  factor  is  deduced  by  integration. 
His  results  are  in  practical  agreement  with  the  author's  except  that 
he  has  employed  a  less  simple  expression  for  the  entropy  of  the 
liquid,  which  makes  a  small  systematic  difference.  He  takes  the 
range  Tq  =  820°  F.  (dry  sat.)  to  T  =  560°  F.,  and  calculates  F  for 
the  following  values  of/. 

Table  II.  Comparison  of  Theoretical  values  of  F/f, 


/= 

1 

1 
1 
1 

0-9 

0-8 

0-7 

0-6 

0-6 

F  (Martin) 
F  (Author) 
F,  (§  134) 

0-916 

0-9155 

0-9163 

0-8286 
0-8279 
0-8276 

0-7378 
0-7370 
0-7367 

0-6432 
0-6428 
0-6426 

0-5455 
0-5461 
0-5462 

The  values  for  the  same  range  according  to  the  author's  equation 
are  seen  to  agree  as  closely  as  could  be  desired.  They  are  obtained 
from  the  expression 

F  =  (ffo-  H,)l{Ho-  H^),    (11) 

in  which  Hf  is  the  value  of  H  given  by  the  theoretical  formula  (9) 
for  the  assumed  final  state  and  value  of/,  and  11^  is  the  final  value 
of  H  given  by  the  adiabatic. 

The  values  of  F^  shown  in  the  last  line  are  obtained  from  a  much 
simpler  formula  as  explained  in  the  next  section. 

134.  Empirical  Formula  for  the  Reheat  Factor  in 
the  case  of  Saturated  Steam.  The  calculation  of  the  value 
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of  F  from  the  theoretical  equation  (9)  when /is  given,  is  direct  and 
fairly  simple,  but  the  value  of  Hf  is  obtained  as  the  difference 
between  two  relatively  large  quantities  requiring  careful  evaluation. 
The  work  is  even  more  exacting  when  F  is  given,  and  it  is  required 
to  find  /.  It  is  easy,  however,  to  find  a  simple  rational  formula 
which  will  serve  either  purpose  with  a  degree  of  accuracy  exceeding 
anything  required  in  practice. 

The  ratio  of  F  to/is  that  of  the  integral  of  VdP  along  the  actual 
expansion  curve,  to  the  same  integral  taken  along  the  adiabatic. 
The  ratio  of  corresponding  elements  of  the  integrals  is  obviously 
Fj^/F^,  the  ratio  of  the  volumes  at  corresponding  pressures.  But 
in  the  case  of  wet  steam  we  have  the  simple  relation 

Vfl^i,  =  1  +  (H,  -  a^)m^  -  «<)  =  1  +  (1  -  F)  DH^IiH^,  -  St), 

(12) 

where  DH^  is  the  whole  adiabatic  drop  to  the  point  considered, 
and  FDH^  is  the  actual  heat-drop  by  the  definition  of  F.  The 
differential,  d  {FDH^),  of  the  actual  heat-drop  is  afVpdP  by  the 
definition  of/.  The  differential,  dff^,  of  the  adiabatic  heat-drop  is 
dV^dP,  We  thus  obtain  the  exact  relation 

d{FDH^)  =f{V^IF^)dH^, (18) 

By  substituting  for  F^/F^,  integrating,  and  dividing  by/DJBT^,  we 
obtain 

F/f=  1  +  (1  -  F)DHJ2{H^--  5/)  =  1  +  (1  -  F)x,  ...(14) 

where  x  is  used  as  a  convenient  abbreviation  for  the  factor 
DHJ2{H^—  st).  This  expression  for  the  reheat  factor  woidd  be 
exact  if  the  ratio  of  (1  —  iP)  to  {H^—  st)  were  constant  along  the 
curve,  as  assumed  in  the  integration.  This  condition  is  so  nearly 
satisfied  in  all  the  cases  which  occur  in  practice,  that  the  approxi- 
mation given  by  the  above  formula  is  almost  incredibly  close, 
considering  its  extreme  simplicity.  The  small  fraction  x,  depending 
only  on  DH^  and  H^,  is  known  from  the  pressure  range  juid  initial 
conditions.  H^  is  the  final  value  of  H  on  the  adiabatic,  obtained 
by  subtracting  DH^  from  the  initial  value  of  JET.  The  final  tempera- 
ture t  is  known  from  the  final  pressure. 

The  ratio  F//is  readily  expressed  in  terms  of  either  F  or/  thus 

F//=  l  +  (l-F)x=l  +  {l  -f)x/(l  +fx) (15) 

which  can  be  used  for  calculating  either  F  or/ if  the  other  is  given. 
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The  formula  may  be  verified  by  comparison  with  the  examples 
already  given.  For  the  ease  taken  in  example  1, 

F  =  0-60,  Dff^=  180-89,  H^- st  =  44806; 
whence 

X  =  0-2019,  (1  -  F)  a?  =  008076,/=  0-5551; 

which  happens  to  agree  exactly  with  the  theoretical  value,  and 
was  in  fact  employed  in  estimating  the  value  of/ to  be  used  in  the 
calculation,  in  order  to  make  F  come  out  0-60.  Similarly  if  we 
calculate  F  from /for  the  example  taken  by  Martin,  we  obtain  the 
values  of  Fg^  shown  in  the  last  line  of  the  previous  table,  which  are 
seen  to  agree  extremely  well' with  the  theoretical  values  over  the 
whole  range.  The  agreement  is  almost  equally  good  for  any  other 
practical  range  of  pressure,  and  the  values  obtained  are  little 
affected  by  initial  wetness  of  the  steam,  as  shown  in  the  following 
examples. 

Table  III.  Empirical  Formula  for  F/f  {sat.). 


Pressuie  range 

200  lbs. 

(dry)  to  1  lb. 

1 

200  lbs. 
(dry)  to  14-7  lb. 

Do.  initial 
10%  wet 

/  (assumed) 
F  (theoretical) 
Fg  (empirical) 

0-6 

0-5479 

0-6478 

0-76 

0-7848 

0-7843 

0-6 

0-6274 

0-6271 

0-76 

0-7704 

0-7698 

0-6 

0-6273 

0-6269 

0-76 

0-7702 

0-7696 

F  (assumed) 
/  (theoretical) 
fx  (calculated) 

Jm            99 

0-6 

0-4620 
0-4621 
0-4677 

0-76 
0-7119 
0-7123 
0-7162 

0-6 

0-4728 
0-4730 
0-4747 

0-76 
0-7286 
0-7291 
0-7303 

0-6 

0-4730 
0-4733 
0-4749 

0-76 
0-7288 
0-7293 
0-7304 

One  of  the  best  empirical  formulae  hitherto  proposed  for  the 
reheat  factor  is  that  employed  by  Martin  in  constructing  his  table 
of  F/f.  He  assumes  equations  of  the  type  PV'*=  K,  for  both  adia- 
batic  and  expansion  curves,  and  calculates  the  appropriate  values 
of  the  indices  y'  and  y"  in  either  case  from  the  pressure-ratio  and 
the  expansion-ratios,  here  denoted  by  p,  and  by  p',  p"  respectively. 
This  method  has  the  advantage  of  eliminating  most  of  the 
systematic  error  of  the  PV  type  of  formula,  and  gives  the  symmetri- 
cal result 

^//.n  =  y'V  -  iXp -/>")// (y"-i)(p-/) (16) 

Values  given  by  this  formula  are  indicated  by  the  heading /„  in 
the  last  line  of  the  preceding  table  for  comparison  with  the  values 
of /g.  calculated  by  the  previous  formula  for  the  same  values  of 
F  assumed.    Martin's  formula  is  inconvenient  for  calculating  P 


XII]  THE  REACTION  TURBINE  808 

fromyi„  because  the  final  volumes  are  required.  The  comparison  is 
accordingly  made  by  calculating  f^  from  F.  The  values  of  f^ 
obtained  deviate  from  the  theoretical  in  the  same  direction  as  those 
of /jB,  but  to  a  much  greater  extent;  and  the  calculation  oi  f^  is 
much  more  laborious  than  that  of /„  since  it  involves  finding  y' 
and  y"  from  log  p/log  p',  and  log  p/log  p",  in  addition  to  finding  the 
volumes  from  H,  whereas  the  volumes  and  expansion  ratios  are 
not  required  for/j. 

135.   Reheat  Factor  for  Dry  Steam.   As  might  naturally 

be  expected,  the  value  of  the  factor  for  dry  steam  is  quite  different 
to  that  for  wet  steam.  The  difference  F  — /is  about  three  times  as 
great  for  dry  steam  as  it  is  for  saturated  steam  for  the  same /and 
pressure-ratio.  This  is  of  special  interest  in  relation  to  the  effect  of 
superheating.  If  b  is  neglected  in  the  equation  for  dry  steam,  we 
obtain  as  the  relation  between  F  and/ 

F  =  l)U,\BH^  -  (1  -  (P//Po)«'/")/(l  -  (i'r/i'o)'/") 

=  (1  -  (T,IT;f)l{l  -  T,/T,),  ...(17) 

where  P,,  T/,  are  the  final  pressure  and  temperature  on  the  adia- 
batic  for  dry  steam.  The  exact  equation  for  the  expansion  curve 
at  constant /is  given  in  a  previous  section,  182;  but  the  neglect  of 
b  makes  very  little  difference  in  the  present  case,  and  is  justifiable 
as  a  simplification,  because  it  makes  the  result  depend  only  on  the 
pressure-ratio  P//Po>  which  is  denoted  by  r  in  the  following  table. 

It  is  most  convenient  to  tabulate  the  difference  F  —fin  place  of 
the  ratio  -P//,  because  the  difference  is  relatively  small,  and  the 
value  of  F  when /is  given,  or  vice  versa^  is  more  readily  obtained 
by  simple  addition  or  subtraction,  than  by  multiplication  or  division 
by  a  factor.  The  difference  is  given  in  the  following  table  for  values 
of /from  0«9  to  0«4i5,  as  shown  at  the  head  of  each  column.  The 
logarithm  (base  10)  of  the  pressure-ratio  is  taken  as  the  argument 
in  the  first  colunm,  because  this  gives  very  regular  differences, 
and  greatly  faciUtates  interpolation.  The  decimal  point  is  omitted 
in  the  values  of  F  —  /,  which  are  always  positive  and  less  than  1. 

When /is  given,  the  procedure  for  finding  F  is  obvious.  When 
F  is  given,  the  value  of/ at  the  head  of  each  column  must  be  added 
to  the  tabulated  difference  F  —  /,  to  find  values  of  F  between  which 
to  interpolate.  Thus  to  find  /  when  F  =  0-60,  and  r  =  1/165,  or 
logio  r  =  -  2-2175,  we  have  when/=  0-45,  F  =  0*5988  for  log  r=-2-2, 
and  F  =  0-6058  for  log  r  =  -  2-4,  whence  F  =  0-5944  for  r  =  1/165. 
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Similarly  when  /  =  0-50,  we  have  F  =  0-6482  for  r  «  1/165.  By 
interpolation  when  F  =  0-60,  we  find  /=  0-4557  for  the  given 
pressure-ratio. 

Table  IV.  Values  of  -P  — /for  dry  steam. 


r=P//Po 

DH^  = 

Values  of/. 

Jogio  r 

(Ho-B)x 

0-9   0-8   0-76   0-7   0-66   0-6   0-56   0-6   0-45 

-  0-2 

10081 

0047 

0084 

0099 

0112 

0122 

0128 

0131 

0134 

0133 

-  0-4 

19146 

0092 

0166 

0196 

0220 

0238 

0263 

0261 

0266 

0263 

-0-6 

27297 

0137 

0247 

0290 

0326 

0367 

0378 

0392 

0398 

0395 

-0-8 

34627 

0179 

0324 

0384 

0432 

0472 

0602 

0621 

0529 

0527 

-  10 

41217 

0220 

0400 

0473 

0636 

0686 

0622 

0647 

0660 

0658 

-  1-2 

47143 

0260 

0474 

0661 

0636 

0697 

0742 

0774 

0790 

0790 

-  1-4 

62472 

0300 

0648 

0648 

0736 

0807 

0862 

0899 

0920 

0922 

-  1-6 

57263 

0338 

0617 

0732 

0832 

0914 

0977 

1022 

1047 

1050 

-  1-8 

61672 

0372 

0684 

0814 

0926 

1018 

1090 

1142 

1173 

1179 

-  20 

66446 

0408 

0760 

0894 

1018 

1122 

1204 

1263 

1298 

1307 

-  2-2 

68932 

0442 

0813 

0971 

1107 

1223 

1316 

1381 

1421 

1433 

-  2-4 

72065 

0474 

0874 

1046 

1193 

1321 

1423 

1496 

1542 

1558 

-  2-6 

74881 

0604 

0933 

1117 

1277 

1416 

1628 

1609 

1661 

1681 

-2-8 

77413 

0633 

0989 

1186 

1369 

1608 

1629 

1719 

1778 

1803 

-  30 

79688 

0660 

1043 

1253 

1438 

1697 

1727 

1826 

1894 

1924 

The  expression  for  F,  on  which  the  table  is  founded,  assumes 
that  the  dry  adiabatic  is  taken  as  the  standard  of  comparison.  When 
the  steam  is  initially  superheated,  it  may  remain  dry  throughout 
the  whole  range  of  the  actual  expansion  curve,  but,  for  extreme 
ratios  of  expansion,  the  final  state  on  the  adiabatic  will  in  general 
be  saturated.  To  find  the  value  of /from  F  for  the  dry  part  of  the 
actual  expansion  curve,  the  value  of  F  or  DH^  must  be  taken  from 
the  dry  adiabatic.  If  the  final  value  of  H,  namely  fl/,  is  given  on 
the  actual  expansion  curve,  and  the  steam  is  dry,  the  calculation 
of/ for  the  actual  curve  can  be  made  without  any  assumption  with 
regard  to  the  adiabatic  taken  for  calculating  F,  But  if  Hf  is  not 
given,  and  if  the  given  value  of  F  refers  to  the  xjoet  adiabatic,  as  is 
usual,  the  value  of  DH^  on  the  wet  adiabatic  must  be  employed  for 
deducing  Hf.  In  either  case  the  required  value  of/ is  given  in  terms 
of  Hf  by  the  formula 

{PflP,ffl^^  =  (Hf^B)l(H,-B\ 
or  1  -  f^^l^^=DHfl(Ho-B) (18) 

For  instance,  if  the  value  of  DHf  is  given  as  140  cals.  C,  and 
that  of  Hq  as  756,  the  value  of /for  continuous  expansion  over  the 
pressure  range  r  =  1/165,  is  found  to  be  0-5541,  quite  independently 
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of  any  assumption  with  regard  to  the  value  of  F.  The  value  off 
is  worked  out  in  a  similar  way  in  section  148,  for  this  example  with 
ten  separate  stages,  and  found  to  be  0«5686.  For  given  initial  and 
final  states  the  value  of /is  a  minimum  when  the  nimiber  of  stages 
is  infinite.  The  value  of  F  referred  to  the  wet  adiabatic  is  0-648,the 
adiabatic  heat-drop  being  217-72  cals.  C.  But  the  heat-drop  along 
the  dry  adiabatic  to  1  lb.  is  only  202-20  cals.  C,  and  the  value  of 
F  referred  to  the  dry  adiabatic  is  0*6924.  The  difference  F  —fin 
the  latter  case  is  0'1885,  as  foimd  from  the  above  table.  The  neglect 
of  b  makes  a  difference  of  2  in  the  last  figure.  But  if  the  value  of 
F  is-  taken  from  the  wet  adiabatic,  the  difference  F  —fis  reduced 
to  0«089.  The  difference  F  —  /for  steam  initially  dry  and  saturated 
with  the  same  value  of  /  over  the  same  pressure-range,  is  only 
0*0449.  Thus,  if  we  suppose /to  remain  the  same,  superheating  will 
produce  a  considerable  improvement  in  the  relative  efficiency. 

136.  Effect  of  Superheating.  In  estimating  the  percentage 
improvement  of  F  for  the  same/,  it  is  of  course  necessary  to  take 
the  same  adiabatic  (either  wet  or  dry)  as  the  standard  of  comparison 
for  F  in  both  cases.  When  the  steam  is  dry  for  part  of  thejexpansion 
only,  this  introduces  inevitable  complications,  which  reduce  the 
utility  of  the  reheat  factor  as  a  method  of  calculation  in  such  cases* 
Fiurther  complications  may  be  produced  by  supersaturation,  and 
by  the  variation  of  /  in  different  stages  of  the  expansion.  Thus 
although  values  of  F,  calculated  from  tables  of  reheat  factors  on 
the  assumption  that  /  is  constant,  may  afford  a  fair  general  idea 
of  the  nature  of  the  effects  to  be  expected,  it  is  usually  safer,  and 
often  less  troublesome,  to  calculate  the  actual  heat-drop  for  the 
given  conditions. 

One  of  the  most  useful  applications  of  the  preceding  table  in 
practice  is  for  the  calculation  of  approximate  values  of  the  adia- 
batic heat-drop  DH^iov  dry  steam,  and  of  the  actual  heat-drop  DHf 
when /is  given,  by  means  of  the  formulae  in  which  h  is  neglected, 
namely, 

DH^  -  (ffo-  B)  (1  -  fS/"),  and  DHf  ^FiHo-  B)  (1  -  r^l^)...{\9) 

For  this  purpose  the  second  column  in  the  table  is  added  giving 
values  (decimal  point  omitted)  of  the  factor  1  —  r'/^*  by  which 
Hq—  B  must  be  multipUed  to  find  DH^.  The  table  also  gives  the 
values  of  F  required  for  finding  DHf  when /is  given. 

Thus  to  find  the  values  when  Hq  «  756,  log  r  «  —  2*2,  and 
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/=0-55,  we  have  Dff^  =  0-72065  x  292  =  210-46,  F  =  0-6881, 
Dff,=  144-82. 

The  calculation  is  more  troublesome  when  a  double  inter- 
polation is  required  for  odd  values  of  r  and  /,  but  the  method 
generally  saves  time  as  compared  with  the  use  of  a  table  of  log- 
arithms. It  is  most  useful  for  plotting  curves,  for  which  purpose 
even  values  of  log  r  and /can  be  selected. 

When  part  of  the  expansion  curve  is  dry  and  part  wet,  the 
calculation  must  be  made  separately  for  each  part.  Thus  for  the 
dry  part  of  the  curve  in  Example  6,  Chapter  XIII,  with  an  initial 
Superheat  of  65°  C,  we  have  given  the  data,  H^—  B  ^  289-84, 
DHf=  66-04,  logr  =  —  1-10874,  and  we  may  suppose  that  it  is 
required  to  find  F  and  /  from  the  table  for  continuous  expansion. 
By  interpolation  in  column  2  of  the  table  we  find 

1  -  r>/i'=  0-44439,  DH^=  106-58,  whence  F  =  0-6195  (dry). 

From  the  table,  when  /=  0-55,  F  =  0-6147  at  log  r  =  -  1-0,  and 
F  =  0-6274  at  logr  =  -  1-2;  whence F  =  0-6222  at  log  r  =  -  1-10874. 
Similarly  when/=  0-50,  F  =  0-5781  for  the  same  value  of  r.  Hence 
for  F  =  0-^195,  the  required  value  of /is  0-5478,  to  give  DHf  =  66-04 
in  continuous  expansion.  For  five  separate  stages  the  required 
value  is  0-567,  as  found  in  §  148  below. 

If  the  value  of /is  to  be  the  same  for  the  saturated  part  of  the 
expansion  cur\'^e,  starting  at  Hq  =  687-80,  p  =  12-845,  and  expanding 
to  1  lb.  we  have  DH^  =  89-18.  Taking  the  formula  given  in 
§  184  for  F/f  in  the  'case  of  saturated  steam,  we  find  x  =  0-0874, 
F  =^f+  00250  =  0-5728. 

The  total  heat-drop  for  the  whole  expansion  at  /  =  0-5473,  is 
thus  found  to  be  6604  +  51-00  =  117-04.  The  adiabatic  heat-drop 
(final  state  saturated)  is  194-05.  The  overall  value  of  F  is  0-6080. 
For  steam  initially  saturated  at  165  lbs.  the  value  of  F  would  be 
0-5922  by  the  formula  of  §  134. 

When  the  equation  for  saturated  steam  is  assumed,  the  im- 
provement of  F  is  seen  to  be  relatively  small  for  a  moderate  degree 
of  superheat  (65°),  as  compared  with  the  previous  example  (165°), 
in  which  the  improvement  was  4j  times  as  great. 

For  extreme  degrees  of  superheat,  it  is  evident  that  the  im- 
provement of  F  would  reach  a  limit  (as  referred  to  the  standard 
adiabatic  in  which  the  final  state  is  assumed  to  be  that  of  saturated 
steam)  when  the  final  state  on  the  adiabatic  ceased  to  be  below 
the  saturation  limit.    Because,  when  the  whole  of  the  adiabatic, 
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as  well  as  the  expansion  curve  itself,  is  in  the  dry  region,  the  relation 
between  F  and /depends  only  on  the  pressure  ratio  r,  and  is  prac- 
tically independent  of  the  temperature. 

For  the  case  previously  considered  with  r  =  1/165,  and 
/  =  0-5541,  the  limiting  value  of  F  would  be  0*6924,  as  found  above, 
for  the  case  in  which  the  adiabatic  is  dry.  The  entropy  of  dry 
saturated  steam  at  a  pressure  of  1  lb.  being  1*9724,  the  superheat 
required  in  the  initial  state  at  165  lbs.  would  be  far  above  the 
limits  of  Table  VI,  Appendix  III,  but  is  easily  calculated  from  the 
adiabatic  equation  P/r«+i=  K,  which  gives  r=  1018°  C.  corre- 
sponding to  a  superheat  of  555°  C. 

It  would  appear  from  these  examples,  in  which  the  usual 
equation  for  saturated  steam  is  assumed,  that  the  improvement  in 
F  due  to  superheat  would  proceed  very  slowly  at  first,  then  more 
rapidly,  and  finally  more  slowly,  reaching  a  limit  at  a  very  high 
degree  of  superheat,  if /remains  constant.  The  results  of  practical 
tests  appear,  however,  to  show  that  the  improvement  of  F  by 
superheating  is  most  rapid  at  first,  and  is  comparatively  slow  at 
the  practical  limit  of  200°  C.  of  superheat.  This  would  indicate 
that  the  improvement  in  the  early  stages  of  superheat  is  largely 
due  to  the  elimination  of  losses  caused  by  supersaturation  and 
irreversible  condensation,  which  are  not  taken  into  account  in 
the  usual  theory. 

137.  Effect  of  Supersaturation.  It  is  possible,  .by  using 
the  reheat  factor,  to  form  an  estimate  of  the  effect  of  supersatura- 
tion, since  it  depends  chiefly  on  the  properties  of  the  working  fluid 
and  little  on  the  mechanism  of  the  engine.  For  the  case  of  con- 
tinuous expansion,  we  may  suppose  that  the  expansion  proceeds 
down  to  the  supersaturation  limit  in  the  dry  state,  and  that  the 
recovery  from  supersaturation,  which  begins  at  this  limit,  is  also 
continuous,  though  both  may  depend  on  the  rapidity  of  expansion. 
Since  the  point  at  which  condensation  begins,  as  well  as  the  degree 
of  recovery,  may  vary  with  the  rate  of  expansion,  and  since  there 
are  no  experiments  directly  bearing  on  these  points,  the  best  that 
can  be  done  is  to  calculate  a  limit  for  the  possible  effect  of  super- 
saturation  on  the  variation  of  F  with  superheat.  The  simplest 
available  method  appears  to  be  that  already  adopted  in  a  previous 
section,  107,  in  calculating  the  limiting  form  of  the  adiabatic  for 
supersaturated  steam.  In  place  of  the  adiabatic  relation  dH  ^  aVdP^ 
we  have  merely  to  substitute  the  corresponding  relation  dH  =faVdJP 
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for  the  limit  curve  in  continuous  expansion  when  /  is  constant, 
employing  the  relation  between  H  and  V  at  the  supersaturation 
limit  as  defined  in  the  section  referred  to,  in  place  of  the  usual 
relation  for  saturated  steam.  The  following  examples  will  sufficiently 
illustrate  the  method  of  calculation  required. 

Example  1.  Assuming/  =  0-55,  and  starting  with  dry  saturated 
steam  at  165  lbs.  we  find  from  Table  IV  by  the  method  given  for 
the  dry  adiabatic:  when  logr  =  —  1-0,  DHf=  51«58,  jy,=  615*98, 
P  =  16-5 lbs.,  H„=  614-70;  when  logr  =  -  1-2,  Dff,=  60-22, 
jy,=  607-84,  P  =  10-41  lbs.,  H„=  611-68.  By  interpolation,  the 
supersaturation  limit  will  be  reached  on  the  expansion  curve  when 
logr  =  -  1-0455,  Dff,=  58-90,  Hf=  618-66,  P  =  14-86  lbs.  The 
value  of  V  for  dry  steam  at  this  point  is  22-61  cb.  ft.  With  this 
value  of  F,  the  heat-drop  at/=  0-55  for  the  next  step  from  14-86 
to  12  lbs.  is  easily  calculated  by  the  formula 

DH  =  0-55aP'F'(P'-  P")2/(P'+  P")  =  4-04,  ff"=  609-62. 

The  corresponding  value  of  F"  is  27-66  at  the  supersaturation 
limit.  The  heat-drop  for  the  next  step  in  the  table  from  12  to  8  lbs. 
is  calculated  in  the  same  way  with  this  value  of  F',  and  found  to 
be  7-51. 

Proceeding  in  this  way,  we  find  the  whole  heat-drop  from 
165  to  1  lb.  at  the  supersaturation  limit  to  be  only  98-0,  for 
/=  0-55,  in  place  of  107-6  as  calculated  by  the  usual  formula  for 
satiurated  steam.  In  other  words  the  value  of  P,  referred  to  the 
standard  adiabatic  giving  DH^=^  180-9,  is  reduced  from  0-595  to 
0-542,  which  shows  that  a  reduction  of  9  per  cent,  in  the  relative 
efficiency  is  theoretically  possible  as  the  result  of  supersaturation 
for  steam  initially  dry  and  saturated  over  this  range.  A  reduction 
of  at  least  5  or  6  per  cent,  may  reasonably  be  expected  in  practice, 
for  moderate  rates  of  expansion  under  working  conditions. 

The  value  /  =  0-55,  giving  F  =  0-60  to  0-69  according  to  the 
degree  of  superheat,  is  lower  than  is  often  attained  in  many  modem 
machines.  If  we  make  a  similar  calculation  with  /  =  0-70,  giving 
F  =  0-787  to  0-82,  we  find  nearly  the  same  loss  of  heat-drop  over 
the  same  range  of  expansion,  representing  a  somewhat  smaller 
percentage  of  the  whole  heat-drop.  The  mean  percentage  loss  of 
heat-drop  for  different  values  of/,  over  the  range  usual  in  practice, 
appears  to  be  nearly  7-8  per  cent.,  which  is  the  same  as  in  the  case 
of  the  adiabatic  drop  considered  in  the  previous  chapter.  Since 
there  is  necessarily  some  uncertainty  about  the  exact  form  of  the 
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curve  representing  the  supersaturation  limit,  it  will  probably 
suffice  in  practice  to  take  always  the  same  percentage  loss  to 
represent  the  effect  of  supersaturation.  We  therefore  propose  the 
following  rule. 

Rule.  Find  the  heat-drop  DHf  for  the  given  value  of/ assuming 
the  latter  part  of  the  expansion  to  proceed  at  the  ordinary  satura- 
tion limit,  and  deduct  7*8  per  cent,  of  that  part  of  DHf  which  is 
below  the  saturation  limit  in  order  to  represent  the  effect  of  super- 
saturation. 

The  only  difficulty  in  applying  this  rule  is  to  find  the  point  at 
which  the  expansion  curve  crosses  the  saturation  line.  This  can 
be  done  with  the  aid  of  the  preceding  table  for  dry  steam  by  cal- 
culating two  values  of  DHf  and  interpolating  for  the  saturation 
point,  for  which  the  nearest  even  value  in  Steam  Table  II,  Appendix 
III,  may  be  taken.  Starting  from  this  point  we  require  DH^  for 
satiurated  steam  in  order  to  find  the  fraction  x  for  deducing  the 
required  value  of  F  from/g,  and  to  find  the  loss,  which  is  taken  as 
7*8  per  cent,  of  F  x  DH^.  In  the  example  previously  cited,  §  186, 
the  heat-drop  for  the  saturated  part  of  the  curve  is  found  to  be 
51-0  cak.  C.  The  loss  due  to  supersaturation,  taken  at  7*8  per  cent., 
is  very  nearly  4  cak.  C,  reducing  the  whole  heat-drop  to  118*06  cals. 
at/=  0-547,  and  giving  the  overall  value,  F  =  0-5826,  with  65""  C. 
initial  superheat.  By  the  same  rule,  with  steam  initially  saturated 
at  165  lbs.,  deducting  7-8  per  cent,  of  the  corresponding  value  of  F, 
namely  0-5922  for  saturated  steam,  we  obtain  F  =  0*546  at  the 
SS  limit,  showing  an  improvement  of  6-7  per  cent,  in  F  for  65**  C. 
superheat,  on  the  hypothesis  of  supersaturation,  in  place  of  1-8  per 
cent,  only  on  the  usual  theory. 

Example  2.  If  the  initial  superheat  is.  such  that  the  supersatura- 
tion limit  is  not  passed,  and  the  steam  remains  dry,  we  should 
naturally  expect  a  considerable  reduction  in  the  loss  observed.  In 
order  to  test  this  point,  we  may  calculate  the  heat-drop  for  the 
case  in  which  the  steam  just  reaches  the  supersaturation  Umit, 
H„  =  595-8,  at  a  pressure  of  1  lb.,  in  which  case  the  initial  state  Hq 
is  given  by  the  condition,  Hq—  DHf=  595-8.  But  from  Table  IV, 
for  log  T  =  2-2175,  with/  =  0-55,  F  =  0-689,  we  find 

DHf^iHo-B)  X  0-477. 

Whence  Hq  =  715-9,  and  DHf  =  1201.  This  gives  t^  =  272-5  or 
an  initial  superheat  of  87°  C,  with  Oq  =  1-6657.  With  the  usual 
equations  for  saturated  steam  the  adiabatic  heat-drop  is  199-1, 
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and  the  actual  drop  for/  =  0-55  is  121*9.  The  corresponding  values 
of  F  are,  0-612  for  saturated,  and  0*608  for  dry  supersaturated 
steam,  showing  a  great  reduction  in  the  loss  due  to  supersaturation 
for  a  moderate  degree  of  superheat. 

By  calculating  a  few  more  values  in  this  way  for  various  degrees 
of  superheat,  with/  =  0*55,  the  curves  shown  in  the  annexed  Fig.  80 
are  obtained.  The  curve  marked  S  shows  the  variation  of  F  with 
superheat  when  /  is  constant,  in  very  slow  expansion,  when  the 
steam  has  time  to  follow  the  ordinary  saturation  state.  The  curve 
marked  SS  shows  the  same  variation  for  the  case  in  which  the 
expansion  is  so  rapid  that  no  condensation  occurs  imtil  the  sup>er- 
saturation  limit  is  reached,  and  the  steam  remains  at  the  super- 


Superheat  Fahr. 


O'SS 


0-60 


0-55 


100* 

Superheat  Cent. 
Fig.  30.   Effect  of  Stkpersaturation  on  the  variation  of  F. 

saturation  limit  for  the  rest  of  the  expansion.  In  the  present 
example,  the  two  curves  meet  at  a  superheat  of  165°  C,  sufficient 
to  keep  the  steam  superheated  throughout  the  whole  expansion 
curve,  so  that  supersaturation  is  no  longer  possible.  But  the  Umit 
of  the  theoretical  improvement  of  F  due  to  superheat  is  not  reached 
until  F  =  0-689  at  a  superheat  of  555°  C. 

The  curve  marked  B  is  that  given  by  Baumann  {Joum.  Inst, 
Elect.  Eng.,  No.  218,  vol.  48,  p.  828, 1912),  as  the  result  of  a  number 
of  tests  on  impulse  turbines.  It  shows  a  rate  of  improvement 
intermediate  between  S  and  SS,  for  moderate  degrees  of  superheat. 
It  might  naturally  be  supposed  that  the  rate  of  expansion  in  an 
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actual  turbine  was  not  sufficiently  rapid  to  keep  the  steam  at  the 
SS  limit.  The  loss  due  to  supersaturation  would  then  be  less  than 
the  limit  above  calculated,  and  the  improvement  due  to  superheat 
also  less,  though  greater  than  could  be  accounted  for  on  the  usual 
theory  of  saturation.  There  is  also  the  objection  to  the  reheat 
method  that  the  reheat  factor  is  appreciably  less  for  discontinuous 
expansion  in  an  impulse  turbine  than  for  continuous  expansion  as 
here  assumed,  and  that  the  stage-efficiency  /  cannot  be  constant 
throughout  the  expansion  in  any  given  machine.  These  objections 
to  the  use  of  the  reheat  factor  in  calculating  the  improvement  due 
to  superheat  are  not  without  weight,  and  appear  at  first  sight  to 
explain  the  discrepancy  between  the  curves  B  and  SS  to  a  certain 
extent,  in  a  qualitative  manner;  but  when  examined  quantitatively 
they  are  found  to  be  quite  inadequate,  especially  in  the  region  of 
high  superheat,  where  the  effect  of  supersaturation  is  practically 
non-existent. 

There  is,  however,  a  much  more  important  difference  between 
the  conditions  assumed  in  calculating  the  curve  SS  and  those 
applying  to  the  experimental  curve  B,  which  is  capable  of  ex- 
plaining the  whole  discrepancy  and  tends  to  show  that  the  steam 
must  remain  very  near  the  SS  limit  at  the  actual  rate  of  expansion 
corresponding  to  curve  B.  In  calculating  the  curve  SS,  it  was 
tacitly  assumed  that  the  stage-efficiency /remained  constant  when 
the  conditions  were  changed.  This  could  not  happen  in  practice 
unless  the  dimensions  or  the  speed  of  the  machine  were  altered  to 
suit  the  change  of  conditions,  which  would  usually  be  impracticable. 
The  ciurve  B  illustrates  the  actual  change  of  F  for  a  given  machine, 
designed  for  150°  F.  superheat,  when  the  superheat  is  varied  with- 
out making  any  modifications  in  the  design  or  the  speed.  It  is 
evident  that  if  a  machine  designed  for  150°  superheat  is  run  at 
800°  F.  superheat,  it  will  not  give  the  best  results  obtainable  at 
the  higher  superheat.  An  exact  calculation  of  the  effect  for  a 
given  machine  requires  a  knowledge  of  the  dimensions  and  pressure 
distribution,  as  explained  in  a  later  chapter;  but  the  calculation 
here  made  with  the  aid  of  the  reheat  factor,  assuming  /  constant, 
affords  a  very  fair  quaUtative  estimate  of  the  effect  of  supersatura- 
tion and  the  advantage  to  be  gained  by  superheating,  if  the 
dimensions  are  suitably  modified. 

The  dotted  curve  marked  M  in  the  upper  part  of  the  figure 
represents  the  improvement  of  F  calcidated/or  a  particvlar  turbine 
of  given  dimensions,  when  the  superheat  is  varied  from  0°  to  200°  C. 
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without  change  of  speed,  or  pressure-range,  or  dimensions.  This 
curve  is  calculated  by  a  method  explained  in  a  later  section,  in 
which  allowance  is  made  for  the  variation  of  the  stage-efficiency 
with  superheat.  The  average  value  of /for  this  case  is  somewhere 
in  the  neighbourhood  of  0-60  in  place  of  0-55,  but  /  necessarily 
diminishes  with  superheat  when  the  dimensions  remain  constant. 
It  will  be  seen  that  curve  M  corresponds  very  closely  with  Bau- 
mann's  experimental  results  in  the  region  of  high  superheat,  but 
shows  a  somewhat  smaller  improvement  for  moderate  degrees  of 
superheat.  If  the  calculation  were  made  for  the  same  machine  on 
the  assumption  that  the  dimensions  were  modified  to  suit  the 
superheat  in  such  a  way  as  to  keep /constant  (though  not  neces- 
sarily constant  throughout  the  turbine  at  any  given  superheat),  it 
would  show  a  much  greater  improvement  with  superheat,  approxi- 
mating more  nearly  with  that  shown  by  the  ciu^e  SS.  The  great 
difference  which  exists  between  the  two  cases,  M  and  SS,  or  B  and 
SS,  illustrates  the  importance  of  designing  a  turbine  to  suit  the 
degree  of  superheat  at  which  it  is  intended  to  work,  if  it  is  desired 
to  obtain  the  full  theoretical  advantage  of  the  superheat.  It  should 
also  be  remarked  that  if  allowance  had  not  been  made  for  the 
effects  of  supersaturation  in  calculating  the  curve  M,  the  result 
would  have  shown  an  appreciable  dimintdion  of  F  with  superheat, 
which  is  quite  contrary  to  experience.  The  fact  that  curve  M  shows 
a  slightly  smaller  improvement  than  curve  B  for  moderate  degrees 
of  superheat  may  be  due  to  reduction  of  friction,  which  would  affect 
curve  B,  but  of  which  no  account  has  been  taken  in  the  calculation 
of  curve  M.   It  appears  that  wheel  friction  is  greater  in  wet  than 
in  dry  steam  under  similar  conditions  (Stodola,  The  Steam  Turbiney 
p.  187),  and  diminishes  with  the  density.   But  the  diminution  of 
friction  does  not  seem  to  be  sufficient  to  account  for  the  whole  of 
the  improvement  observed. 

138.   The  Condition  of  Equal  Work  per  Expansion. 

A  condition  commonly  assumed  in  design  is  that  of  equal  division 
of  work  between  the  stages  or  expansions.  Such  a  condition  is 
mechanically  appropriate,  and  has  the  advantage  of  simplifying 
the  calculation,  if  a  formula  of  the  type  ff  —  JB  =  kP^  is  employed, 
because  the  successive  values  oi  H  —  B  can  be  written  down  by 
equal  differences,  and  afford  the  simplest  possible  method  of 
calculating  ;p  and  V,  If/ is  assumed  to  be  constant,  the  calculation 
is  very  simple,  but  the  formula  may  also  readily  be  applied  to 
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represent  any  desired  range  of  variation  of/in  a  continuous  manner. 
In  the  majority  of  cases  the  formula  affords  a  much  more  expeditious 
and  accurate  solution  than  can  be  obtained  from  any  diagram, 
because,  except  in  special  cases,  the  expansion  curve  is  diiBcult 
to  draw  on  the  diagram,  and  the  required  measurements  on  the 
curve  when  drawn  do  not  admit  of  the  same  degree  of  accuracy 
as  the  calculation. 

The  method  of  applying  the  formula  under  these  conditions  to 
the  case  of  a  reaction  turbine  is  illustrated  by  the  following  examples. 

Example  8.  In  the  case  of  a  reaction  turbine  with  ten  ex- 
pansions, if /is  constant,  and  F  =  0*60,  find  the  pressures  required 
at  the  nine  intermediate  points  to  give  equal  division  of  work 
between  the  ten  expansions,  and  calculate  the  corresponding  values 
of  the  voliune,  taking  the  range  165  lbs.  (dry  sat.)  to  1  lb. 

The  order  of  the  calculation  is  as  follows : 

(1)  Find  Dff^  ==  180-89,  and  ff/' -  5^"  =  448-06,  from  the 
Tables. 

(2)  Find/  from  F//=  1  +  (1  -  F) x.  Here  x  =  0-2019,  and 
/=  0-5551. 

(8)  Find  ff'-  H"^  108-58,  and  ff"=  559-02,  from  F  =  0-60. 

(4)  Find  F'=  2-7801  from  the  Tables,  and  deduce  F"=-  802-08 
from  H". 

The  above  operations  cannot  be  avoided  in  any  method  of 
calculation.  The  appUcation  of  the  empirical  formula  for  inter- 
mediate points  is  as  follows: 

(5)  Find  ff"-  JB"=  p"V'\H'-  H")/(p'^'-  P^V")  =  209-81. 
H'-  B"=  817-84. 

(6)  Add  10-858  nine  times  in  succession  to  H*'—  B'\  giving 
the  values  oi  H  —  B"  at  the  nine  intermediate  points  required. 
These  are  shown  in  the  first  line  of  the  following  table  under  the 
corresponding  point  numbers.  The  initial  and  final  values  already 
given  are  omitted  to  save  space.  Similarly  for  any  desired  number 
of  expansions  iV,  the  common  difference  is  (ff'—  H")IN, 

(7)  Take  the  logs  of  H  —  B"  as  shown  in  the  next  line.  The 
characteristic  of  the  logarithm,  and  the  decimal  point,  are  omitted 
in  each  case,  since  the  characteristic  is  always  2,  and  is  not  required 
in  the  calculation. 

(8)  Subtract  log  (ff"-  JB"),  =  2-82080,  from  each,  giving  the 
values  in  the  next  line. 

(9)  Find  log  (p'/p")  =  2-2175,  and  reduce  all  the  Jogs  in  the 
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ratio  1/m,  where  m  =  0-18141/2-2175  =  0-08180,  being  the  ratio  of 
log  (iff'-  B")l(n"-  JB"),  ah-eady  found,  to  log  {v'lp"Y  This  gives 
the  logs  of  the  p  ratios  in  the  next  line.  Since  the  ratio  1/m  is 
constant,  the  operation  of  reduction  is  very  easily  performed, 
preferably  with  a  Fuller  slide-rule,  which  gives  ample  accuracy 
for  the  purpose. 

(10)  Add  log^"  (in  this  case  0)  to  each  of  the  values  of 
log  (p/p")«  Take  the  antilogs  giving  the  required  values  oip  shown 
in  the  next  line. 

(11 )  Approximate  values  of  F,  sufficiently  accurate  for  almost 
any  purpose,  are  most  easily  found  from  those  of  j>  and  H  —  B" 
by  the  simple  formula 

V^m{H^  B'^afp,  (20) 

since  w/a/,  =  0*08180  x  1400/144  x  0-5551  =  1-4880,  is  a  constant 
factor  in  the  present  instance.  The  values  so  obtained  are  given 
in  the  next  line,  headed  V  (approx.),  and  are  more  accurate  than 
any  which  could  be  found  from  a  diagram,  in  addition  to  being 
more  easily  obtained.  By  way  of  verification  the  correct  values  of 

V  for  each  H  and  p  have  been  calculated  from  the  tables  by  the 
exact  formula,  and  are  shown  in  the  next  line  headed  V  (correct). 
But  the  exact  method  for  V  is  far  more  troublesome  than  the 
approximate  formula  (20),  owing  to  the  necessity  of  interpolation 
for  Hg  and  V,  and  t  at  each  point,  and  should  be  employed  only  if 

V  is  required  for  small  differences,  which  is  very  seldom  the  case, 
unless  it  is  necessary  to  calculate  H  from  F,  as  in  employing  a 
formula  of  the  type  PV  =  kP^. 

Table  V.   Results  for  Example  3.  /=  0-555  (constant),  B"=  850. 


Point  No. 


{H  -  B") 
\og{H-B") 
(H  -  B") 

log(l>/l>") 
p  lbs. 

F  (approx.) 
V  (correct) 


306-99 
48712 

16632 

20332 

107-94 

4075 

4-094 


29613 
47149 

15069 

1-8422 

69-635 

6102 

6113 


285-28 
46627 

13447 

1-6440 

44066 

9-278 

9-278 


274-43 
42843 

11763 

1-4380 

27-416 

14-34 

14-32 


6 


263-68 
42090 

10010 

1-2237 

16-738 

22-67 

22-62 


252-72 
40264 

08184 

1-0004 

10-001 

36-22 

36-11 


241-87 
38368 

06278 

0-7674 

6-8633 

69-21 

69-06 


8 


23102 
36364 

04284 

0-6238 

3-3404 

9910 

99-10 


9 


220-16 
34274 

02194 

0-2682 

1-8644 

170-1 

170-6 


The  point  of  the  foregoing  method  is  that  all  the  arithmetical 
operations  are  very  simple  and  easily  performed,  and  that  the 
residts  possess  nearly  as  high  an  order  of  accuracy  as  could  be 
obtained  by  the  most  exact  theoretical  equations,  involving  a 
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prohibitive  amount  of  labour.  A  similar  solution  is  obtained  with 
almost  equal  ease  for  any  desired  range  of  variation  of/,  a  problem 
which  would  be  otherwise  insoluble  except  by  a  very  laborious 
method  of  trial  and  error.  The  simplest  method  when /is  variable 
is  illustrated  in  the  following  example. 

Example  4.  With  the  same  initial  and  final  data  as  in  the  pre- 
ceding example,  find  the  pressures  and  volumes  at  nine  inter- 
mediate points,  required  for  equal  work  in  each  of  ten  expansions, 
and  calculate  the  values  of  the  stage  efficiency  at  the  intermediate 
points,  if  the  ratio/'//"  of  the  initial  and  final  values  of /is  5/6. 

The  work  is  the  same  as  in  the  previous  example  with  the 
exception  of  the  determination  of  H"—  B'\  and  the  intermediate 
values  of/ and  V.  H"-  JB"  is  found  from  the  condition /'//"=  5/6 
combined  with  the  general  expression  for  /  which  gives 

/'=  m  (ff'-  B")lap'V\    /"=  m  (iff"-  B")lap"V'\ 

whence 

H"-  B"=  6^"F"(ff'-  H")l{5pT-  6j?"F")  =  408-99, 

H'-  B"=  517-52. 

The  required  values  ot  H  —  B"  are  given  in  the  first  line  of  the 
following  table.  Those  of  p  are  obtained,  exactly  as  in  the  previous 
case,  by  logarithmic  interpolation.  The  values  of  pV  given  in  the 
next  line  are  obtained  in  the  same  way  by  reducing  the  logs  of 
{H  -  B")I(H''-  B")  in  the  ratio  of  log  (pT'/p'T")  to 

log  (ir-  B'')I(H"-  B"). 

These  are  required  for  finding  the  intermediate  values  of/  and  F, 
and  are  sufficiently  accurate  for  this  purpose,  though  not  so  accurate 
as  the  values  of  p.  The  correct  values  of  V  deduced  from  H  are 
given  in  the  last  line  for  comparison. 

Table  VI.  Results  for  Example  4.  /'=  0-506,/"=  0-607,  JB"=  1500. 


Point  No. 

1 

2 

3 

4 

5 

6 

7 

8 

9 

{H  -  B") 

506-67 

495-81 

484-96 

47411 

463-26 

462-40 

441-65 

430-70 

419-84 

17  Ibe. 

104-24 

6617 

40-34 

24-67 

14-93 

8-921 

6-270 

3071 

1-766 

pV 

441-8 

425-1 

408-7 

392-7 

376-9 

361-3 

346-1 

3311 

316-4 

f 

0-514 

0-623 

0-632 

0-541 

0-661 

0-661 

0-672 

0-583 

0-596 

F(approx.) 

4-238 

6-623 

10-13 

16-92 

26-24 

40-49 

65-67 

107-8 

179-3 

V  (correct) 

4-233 

6-507 

1010 

16-84 

26-10 

40-29 

65-33 

107-4 

178-9 

The  maximum  error  of  V  by  the  approximate  method  of 
calculation  is  only  1/2  of  1  per  cent.  The  change  in  the  assumption 
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for /makes  a  difference  of  12  per  cent,  in  the  values  otp  and  V  at 
stage  5,  for  the  same  value  of  H  in  both  cases. 

As  further  examples  of  the  equal  division  of  work  in  continuous 
expansion,  we  may  take  two  simple  cases  in  which  the  character- 
istic curves  are  readily  drawn  on  the  diagram,  so  that  the  solution 
may  also  be  obtained  graphically. 

Example  5.  The  simplest  case  is  that  represented  by  the  equation 
H  —  B"=  k  logp,  in  which  equal  pressure-ratios  give  equal  division 
of  work,  corresponding  to  a  straight  Une  joining  the  initial  and 
final  states  on  the  H  log  P  diagram.  The  constant  B"  is  the  value 
of  H  when  ^  =  1,  and  the  constant  k  =  (ff '-  H^yiog  (p'lp").  The 
efficiency  at  any  point  in  continuous  expansion  is/=  0*4348A/opF. 
The  following  table  shows  the  values  of  p,  F,  and/,  at  nine  inter- 
mediate points  of  the  expansion  from  165  lbs.  to  1  lb.  The  values 
of  p  and  V  are  the  same  as  in  Example  2  of  the  next  chapter,  but 
those  of /differ  slightly  from  those  given  in  the  example  cited,  in 
the  case  of  saturated  steam,  because  they  are  the  values  at  each 
point  in  place  of  being  the  mean  values  over  the  preceding  stage. 
The  values  of  V  (approx.),  calculated  as  a  geometrical  progression, 
agree  sufficiently  closely  for  practical  purposes  with  those  of 
V  (correct)  calculated  from  ff . 

Table  VII. 
H  -  JB"=  k  logp,    ff"-  B"=  559-02,    /'=  0-450,    /"=  0-684, 


k  =  48-94. 

Point  No. 

1 

2 

3 

4 

6 

6 

7 

8 

9 

H 

V  (correct) 

V  (approx.) 

666-71 
99-02 
4-447 
4-443 
0-470 

646-86 
69-43 
7-111 
7-100 
0-490 

636-00 
36-66 
11-37 
11-36 
0-610 

624-14 
21-40 
18-17 
18-13 
0-632 

613-29 
12-84 
29-02 
28-98 

0-666 

1 

602-43 
7-710 
46-36 
46-31 
0-679 

691-68 
4-626 
74-02 
74-01 
0-603 

680-73 
2-777 
118-4 
118-3 
0-629 

669-87 
1-666 
189-2 
189-0 
0-666 

Example  6.  The  characteristic  curve  obtained  when  F  is  assumed 
constant,  is  also  easily  drawn  on  the  diagram  by  reducing  the 
ordinates  of  the  adiabatic  in  the  constant  ratio  JP/l,  This  is  repre- 
sented for  the  case  F  =  0-60  by  the  curve  AFC  joining  the  points 
AC  on  the  diagram,  Fig.  82.  The  pressures  corresponding  to  equal 
division  of  work  are  foimd  by  drawing  horizontal  lines  to  meet  the 
curve  AFC  at  equal  differences  ofH.  The  volumes  can  then  be  read 
from  the  diagram,  and  the  values  of  /  deduced  from  the  slope  of 
the  curve  at  each  point.  But  it  is  just  as  easy  to  perform  the  same 
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operation  by  calculation  in  the  following  manner,  with  the  aid  of 
the  empirical  formula  H  -  B'=  k'p^l^  for  the  adiabatic  IX  (29), 
and  a  similar  formula  H  —  B"=  k"p^  for  the  expansion  curve. 
Since  F  is  to  be  constant,  we  must  have  m  =  1/9,  and  k''/k'=^  F. 
The  logarithm  of  the  ratio  of  the  initial  and  final  values  of  H  —  B" 
is  (1/9)  log  ip'lp").  Taking  F  =  0-60,  for  the  range  165  to  1  lb., 
we  find  (H'^  B")/(fl^"-  B")  =  1-76855,  or 

H"-  jB"=  108-58/0-76855  =  14214. 

The  values  of  J?  —  jB"  for  equal  division  of  work  at  nine  inter- 
mediate points  are  obtained  by  successive  addition  of  10-858  to 
H"—  B'\  The  required  values  of  the  pressure  are  then  obtained  by 
logarithmic  interpolation  as  previously  explained.  The  values  of 
V  may  be  deduced  from  those  of  H  and  t  if  great  accuracy  is 
required,  but  for  most  purposes  it  sufiices  to  find  the  intermediate 
values  of  pV  by  logarithmic  interpolation  from  the  initial  and 
final  values  as  previously  explained.  The  values  of/ are  obtained 
from  the  formula /=  m  (ff  -  B")lapV  =  1-080  {H  -  B")lpV.  The 
values  of/ and  V  deduced  from  the  approximate  values  oipV  will 
be  in  error  by  about  1  per  cent,  at  point  5  in  the  present  case,  but 
since  the  effect  of  supersaturation  may  amoimt  to  5  per  cent,  or 
more,  an  error  of  1  per  cent,  in  V  would  not  be  serious  in  practice 
in  comparison  with  the  uncertainty  of  supersaturation,  and  with 
the  large  differences  in  both  j?  and  V  occasioned  by  making  different 
assumptions  for  the  variation  of/. 


Table  VIII.  F  =  0-60  (const.),  H"-  B"  =  142-14,  m  =  1/9, 

/'=  0-590,/"=  0-508. 


Point  No. 

1 

2 

3 

4 

5 

6 

7 

8 

9 

H-B'' 

P 

pF  (approx.) 

F  (approx.) 

239-82 
110-8 
444-0 
4-008 
0-583 

228-96 
7302 
4291 
5-876 
0-576 

21811 
47-17 
414-0 
8-776 
0-569 

207-26 
29-80 
398-8 
13-38 
0-561 

196-40 
18-36 
383-3 
20-88 
0-554 

185-55 
11-01 
367-6 
33-39 
0-545 

174-70 
6-400 
351-6 
54-93 
0-537 

163-85 
3-593 
335-4 
93-34 
0*528 

152-99 
1-939 
318-9 
164-5 
0-518 

Comparing  Examples  5  and  6,  we  observe  that  the  value  of  the 
pressure  at  point  5,  namely  18*86  on  the  assumption  F  constant 
in  Example  6,  exceeds  that  found  at  the  same  point  in  Example  5, 
namely  1 2-84,  by  48*per  cent.  These  two  cases  represent  two  of  the 
assumptions  most  commonly  made  for  the  expansion  curve,  and 
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illustrate  the  practical  importance  of  a  more  complete  experimental 
investigation  of  the  question  than  has  yet  been  attempted. 

139.   Graphic  Comparison  of  Characteristic  Curves. 

The  characteristic  curve  of  a  turbine  represented  by  the  differential 
equation  dH  =  afVdP^  may  be  defined  as  the  relation  between 
H  and  P  (or  preferably  between  H  and  log  P)  resulting  from  the 
variation  of  the  stage  efficiency  throughout  the  expansion.  It  is 
evident  from  the  form  of  this  relation  that  the  H  log  P  diagram 
is  the  most  appropriate  for  the  exhibition  of  such  curves  over  an 
extended  range  of  pressure.  Examples  of  such  curves  drawn  on  the 
diagram  are  exhibited  in  Fig.  82,  When  the  form  of  the  curve  re- 
presenting the  performance  of  any  particular  type  of  machine  is 
known,  the  required  calculations  are  greatly  facilitated,  especially 


lbs.  46  12*85  3'56 

Fig.  31.   Differences  between  types  of  Characteristic  Caryes. 

in  the  case  where  the  stages  are  numerous.  When  the  variation  of 
/  is  continuous,  it  appears  from  the  foregoing  examples  that  the 
curve  may  most  conveniently  be  represented  by  an  empirical  formula 
of  the  type  H  —  B  =  kP^,  which  covers  a  wide  range  of  possible 
varieties,  and  is  very  convenient  for  computation. 

The  annexed  Fig.  81  is  intended  to  give  some  idea  of  the 
differences  between  different  cases  for  saturated  steam,  and  to  show 
how  closely  they  can  be  represented  by  the  empirical  formula.  The 
range  of  expansion  is  from  165  lbs.  (dry  sat.)  to  1  lb.,  and  the  case 
in  which  /  is  constant  is  taken  as  the  standard  of  comparison, 
represented  by  the  horizontal  base  line.  The  ordinates  of  the  curves 
represent  differences  from  this  standard  in  cals.  C.  The  scale  of 
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pressure  along  the  base  line  is  logarithmic.   The  initial  and  final 

states  are  the  same  on  each  curve,  and  correspond  to  F  —  0-60, 

or  a  total  beat-drop  of  108-58  cals.  C.  The  curve  coinciding  most 

closely  with  the  base-line  is  the  empirical  formula  (1)  of  Table  I, 

showing  deviations  of  less  than  0-05  cal.  on  the  average  from  the 

theoretical  curve.  The  curve  marked  8  represents  the  formula 

py  =  kP^y  which  shows  deviations  of  5  per  cent,  from  the  curve 

of  constant  /,  and  gives  a  range  of  variation  of  /  in  the  ratio 

f/f"=z  5/7  nearly.  This  curve  appears  to  represent  with  a  fair  degree 

of  approximation  the  actual  performance  of  some  reaction  turbines, 

and  coincides  very  closely  with  the  curve  marked  2,  representing 

the  empirical  formula  H  —  B  =  k  log  P  of  Example  5,  which  gives 

a  straight  line  on  the  HlogP  diagram.  The  latter  fonnula  is  a 

special  case  6i  the  general  type  H  —  B  =  kP^,  which  reduces  to  the 

logarithmic  form  when  m  =  0.  The  curves  represented  bjf  the 

general  formula,  when  drawn  on  the  H  log  P  diagram,  have  the 

same  kind  of  curvature  as  the  adiabatic  for  positive  values  of  m, 

but  the  opposite  curvature  when  m  is  negative.  It  is  probable  that 

curves  with  negative  values  of  m  may  represent  the  case  of  small 

turbines  in  which  the  efficiency  is  very  low  in  the  early  stages.  The 

curve  4  represents  the  intermediate  case  of  Example  4  in  which  the 

range  of  variation  of/ is  represented  by  the  ratio /'//"=  5/6.  The 

lowest  curve  in  the  figure  is  the  curve  of  constant  relative  efficiency 

Fy  which  is  of  interest  because  it  is  often  assumed  on  account  of  its 

simplicity,  being  represented  by  a  straight  line  on  the  MoUier 

diagram.  It  lies  below  the  theoretical  curve  of  constant/,  as  shown 

in  the  figure,  and  would  raskef  diminish  continuously  throughout  the 

expansion  (giving  a  range  of  variation  represented  approximately 

by  the  ratio /'//"=  7/6)  which  is  highly  improbable.  The  dotted 

curve  representing  the  formula  fl^—  B"  =  Arp^^*,  of  Example  6,  is  seen 

to  agree  very  closely  with  the  theoretical  curve  of  constant  F, 

The  curve  marked  PV  shows  the  result  obtained  by  calculating 
the  heat-drop  at  intermediate  points  from  the  expression 

afm  {p'V  -  p"V")lm 

for  the  integral  of  of^Vdp  along  the  curve  pV  —  kp^,  in  which  the 
value  of  f^  is  taken  as  constant,  and  is  deduced  from  F  by  the 
fonnula  for  the  reheat-factor  given  by  Martin.  This  is  fairly  accurate 
in  the  early  stages,  but  has  the  disadvantage  of  leading  to  a  dis- 
crepancy of  1*6  per  cent,  in  the  final  state.  The  method  applies 
only  to  the  case  /  constant,  and  is  more  troublesome  than  that  of 
Example  8,  in  addition  to  being  less  accurate. 
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The  above  examples  refer  to  the  ease  of  saturated  steam,  and 
show  that  an  empirical  formula  of  the  type  H  —  B"  =  kp^  possesses 
the  required  degree  of  flexibility  and  accuracy  for  practical  pur- 
poses. It  is  equally  appropriate  in  the  case  of  superheated  or 
supersaturated  steam,  because  it  fits  more  naturally  with  the 
theoretical  equations  than  in  the  case  of  saturated  steam.  On 
the  other  hand  a  formula  of  the  type  PV  =  A;P*»,  though  so 
commonly  employed  for  the  same  purpose,  possesses  no  flexibility, 
and  can  only  represent  one  particular  type  of  expansion  curve, 
which  may  or  may  not  correspond  with  experiment. 

If  the  characteristic  curve  is  known  for  a  particular  type  of 
machine,  the  diagram  is  useful  for  estimating  the  volume  and 
heat-drop  at  intermediate  points  of  the  expansion  by  observing 
the  corresponding  pressures.  Changes  in  the  state  of  the  steam, 
or  accidental  defects  of  efficiency,  may  thus  be  detected.  Un- 
fortunately the  published  data  for  intermediate  pressures  are  so 
scarce  and  unreliable  that  it  is  difficult  to  find  satisfactory 
examples  of  actual  cases.  But  if  the  dimensions  are  known,  and 
accurate  observations  of  pressure  are  obtainable,  better  results 
may  be  deduced  by  calculation,  as  illustrated  in  Chapter  XVI, 
because  the  form  of  the  characteristic  curve  may  vary  with 
changes  of  state  of  the  steam  and  other  conditions,  and  can 
seldom  be  predicted  in  minor  details. 


CHAPTER  XIII 

THE  IMPULSE  TURBINE 

140.   Subdivision  of  the  Heat-Drop  for  a  Multistage 

Impulse  Turbine.  The  method  usually  adopted  in  theoretical 
works  in  conjunction  with  the  entropy  diagram,  is  to  divide  the 
adiabatic  heat-drop,  or  the  area  on  the  TO  diagram,  or  the  PV 
diagram,  representing  the  whole  available  energy,  into  a  number 
of  equal  parts,  assuming  that  the  efficiency  is  constant  throughout 
the  expansion.  A  method  more  commonly  adopted  in  practical 
design  is  to  assume  equal  pressure-  or  expansion-ratios  for  the 
different  stages,  which  simplifies  the  calculation.  In  either  case  it 
is  important  to  maintain  a  suitable  ratio  between  steam-  and 
blade-velocity,  and  the  subdivision  of  the  heat-drop  must  be 
modified  if  there  is  any  considerable  difference  between  the  stages, 
such  as  would  be  occasioned  by  the  use  of  compound  wheels,  or 
of  simple  wheels  of  different  diameters. 

The  most  uncertain  element  in  the  calculation  is  the  final  state 
of  the  steam  in  each  stage,  or  the  residual  supersaturation,  which 
depends  on  the  rapidity  of  expansion,  and  on  the  leakage  and 
frictional  losses  occurring  in  each  stage.  There  is  little  direct 
experimental  evidence  on  the  variation  of  the  efficiency  from  stage 
to  stage,  though  it  is  generally  admitted  that  the  efficiency  must 
be  lower  in  the  early  than  in  the  later  stages,  for  reasons  already 
discussed.  This  difficulty  is  evaded  in  most  of  the  following  examples, 
by  assuming  a  particular  type  of  expansion  curve  and  finding  the 
resulting  efficiencies,  or  by  assuming  the  efficiencies  themselves, 
in  which  case  the  result  would  be  definite  apart  from  the  phenomena 
of  supersaturation. 

In  dealing  with  the  effects  of  supersaturation,  it  is  always 
possible  to  calculate  upper  and  lower  limits  for  the  effect.  For  this 
reason  many  of  the  calculations  are  made  for  steam  in  the  equi- 
librium state  of  saturation,  giving  the  upper  limit,  as  well  as  for 
supersaturated,  steam  at  the  lower  limit,  and  for  certain  combina- 
tions of  these  assumptions  which  appear  to  be  possible  or  instruc- 
tive. Further  light  on  this  important  question  can  be  obtained  only 
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by  comparison  of  calculations  of  this  nature  with  the  results  of 
experimental  tests.  There  are  few  satisfactory  data  available  at 
present,  but  these  seem  to  show  that  steam  in  rapid  expansion 
keeps  very  dose  to  the  supersaturation  Umit. 

Since  the  variation  of  relative  efficiency  from  stage  to  stage 
remains  as  a  subject  for  experiment,  and  is  probably  different  for 
different  types  of  machine,  it  is  impossible  to  give  definite  rules 
applicable  to  all  cases  for  the  subdivision  of  the  pressure-range  or 
heat-drop.  The  following  examples  are  intended  merely  to  illustrate 
the  methods  of  using  the  tables  in  calcidating  the  required  quan- 
tities, and  to  show  the  effect  of  different  assumptions  for  the  varia- 
tion of  the  efficiency.  To  facilitate  comparison,  the  same  pressure- 
range,  namely  165  to  1  lb.,  starting  with  dry  saturated  steam,  is 
assumed  in  the  first  series  of  examples,  and  the  range  is  divided 
into  ten  parts  in  each  case,  so  as  to  give  an  approximately  equal 
division  of  work  between  the  stages.  In  order  to  simplify  the  cal- 
culation it  will  be  assumed  in  the  first  instance,  (1)  that  the 
expansion  in  each  nozzle  is  adiabatic  and  frictionless,  (2)  that  after 
passing  through  the  blades,  and  before  expanding  through  the 
next  nozzle,  the  steam  is  reduced  to  the  equilibrium  state  of  satura- 
tion corresponding  to  the  actual  heat-drop  deduced  from  the 
assumption  made  with  regard  to  the  efficiency  in  each  case.  The 
velocities  and  nozzle  areas  calculated  on  these  assumptions  may 
require  correction  for  friction  in  the  nozzles  and  will  be  affected 
materially  by  supersaturation  lag.  But  the  above  method  of  cal- 
culation represents  a  definite  limit  corresponding  closely  with  the 
conditions  generally  assumed. 

The  notation  adopted  for  the  different  stages  is  as  follows. 
The  suffix  0  is  used  to  denote  the  initial  condition  of  the  steam  at 
PqHo  before  expansion  through  the  first  nozzle,  assuming  C/  =  0. 
Suffixes  1,  2,  3,  etc.  refer  to  the  consecutive  stages  of  the  expansion 
at  pressures  Pj,  Pj,  etc.  in  the  wheel  chambers.  The  initial  state 
in  each  chamber  on  leaving  the  nozzle  is  indicated  by  a  single  dash, 
the  final  state  before  entering  the  next  nozzle,  by  a  double  dash. 
Thus  Hq—  Hi  represents  the  adiabatic  heat-drop  in  the  first 
nozzle,  H^'—  H^  that  in  the  fourth  nozzle.  The  adiabatic  heat-drop 
in  any  nozzle  may  also  be  represented  by  the  convenient  ab- 
breviation DH^.  Similarly,  DHi'  represents  the  actual  heat-drop 
in  the  first  stage,  and  DH^'  that  in  the  fourth  stage.  The  symbol 
H^  is  employed  to  denote  the  value  of  H  on  the  adiabatic  through 
the  initial  state  at  a  point  corresponding  to  the  pressure  in  each 
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chamber.  The  drop  of  temperature,  pressure,  or  potential  per  stage 
may  similarly  be  represented  by  the  abbreviations,  ZX,  Z)p,  DG, 

Example  1.  Find  the  temperatures  along  the  adiabatic  for 
saturated  steam,  corresponding  to  the  subdivision  of  the  adiabatic 
heat-drop  from  165  lbs.  (dry  saturated)  to  1  lb.  into  ten  equal  parts. 
If  the  relative  efficiency  F  is  constant  and  equal  to  0'60  throughout 
the  expansion,  find  the  actual  efficiency/of  each  stage,  and  deduce 
the  velocities  and  nozzle-areas. 

The  whole  adiabatic  heat-drop  in  this  case  is  180*88  as  previously 
calculated,  and  the  values  of  H^  corresponding  to  the  temperatures 
in  each  stage  are  obtained  by  successive  subtraction  of  18-088 
(a  tenth  of  the  total  heat-drop)  from  the  initial  value,  namely, 
Hq  =  667-56.  These  values  are  given  in  the  second  line  of  the  table 
below,  under  the  numbers  of  the  corresponding  stages.  The  re- 
quired temperatures  are  most  easily  found  from  the  adiabatic 
equation,  TOo  =  H^  4-  G,  since  H^  and  Oq  are  given,  and  G  is  a 
function  of  T  only,  tabulated  for  each  1**  C.  Thus  for  the  first 
stage,  substituting  the  initial  values  of  H  and  O,  we  obtain  as  the 
equation  for  /,  /  =  140-82  4-  G/1-5691,  which  is  easily  solved  by 
interpolation.  Thus  taking  /  =  168**,  G  =  48-88,  we  find  t  =  168-48**, 
and  taking  t  =  169**,  G  =  43-81,  we  find  /  =  168-74**.  By  inter- 
polation, t  =  168-62*'  is  the  solution.  Proceeding  in  this  way  we 
obtain  the  values  of  t  given  in  line  8,  from  which  the  corresponding 
values  of  p,  H,,  and  F,,  are  readily  found  by  interpolation  in  the 
Steam  Tables  II  or  III,  App.  III.  The  values  of  the  constant  in 
the  equation  for  t  in  successive  stages  are  obtained  by  successive 
subtraction  of  18-088/1-5691  =  11-528  from  140-82.  The  required 
values  of  t  may  be  obtained  from  the  tables  in  many  other  ways, 
but  the  above  method  is  probably  the  simplest  and  most  accurate. 
It  is  far  preferable  in  point  of  simplicity  and  accuracy  to  the  division 
of  the  area  on  the  entropy  diagram  into  equal  parts,  which  is  so 
commonly  recommended  as  a  method  of  solving  this  problem. 

In  order  to  find  the  values  of  the  actual  adiabatic  drop  DH^ 
in  each  nozzle,  we  require  the  values  of  H"  at  the  end  of  each  stage. 
These  are  readily  foimd  from  the  condition  that  F  is  constant  and 
equal  to  0-60,  by  subtracting  the  constant  difference 

18-088  X  0-60  =  10-858 

for  each  stage.  The  adiabatic  drop  DH^  might  then  be  found  from 
the  usual  formula  DH^  =  (t>"Dt  —  DG,  where  Dt  is  the  temperature 
drop  for  the  nozzle  considered,  by  deducing  O"  from  i5f"  in  each 
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case.  But  since  we  already  have  the  relation  18*088  =»  OqZM  —  DG^ 
we  find 

DH^  =  18088  +  (O" - <Do)^  =  18-088  +  {H"-H^) DtjT.  ...(1) 

For  the  first  nozzle  if"  =  H^,  and  DH^  =  18-088.  For  the  second 
nozzle,  we  have  if"- J?^=  7-24  from  column  1,  J%  =  16-81  from 
1  and  2,  and  T  =  441-72  from  1,  which  gives  0-267  to  be  added  to 
18*088  for  the  adiabatic  heat-drop.  It  is  advantageous  to  work 
the  solution  in  this  way,  because  the  point  of  the  problem  is  to 
investigate  the  manner  in  which  the  actual  heat-drop  DH^  in 
each  nozzle  deviates  from  the  constant  value  18-088  assumed  in  the 
division  of  the  heat-drop  along  the  adiabatic.  The  correction  term 
is  so  small  that  it  can  easily  be  worked  on  a  small  slide-rule  with 
little  chance  of  error  in  the  second  decimal  place,  even  if  the  values 
of  Dt  are  not  quite  accurate. 

The  stage  efficiency/,  given  in  the  next  line,  is  found  by  dividing 
the  constant  difference  DH"  =  0-60  x  18088  =  10-858  by  the 
value  of  DH^  for  the  nozzle  considered.  It  will  be  seen  that  the 
value  of /diminishes  considerably  in  the  later  stages  as  compared 
with  the  earlier.  Since  in  all  turbines  the  later  stages  are  the  most 
efficient,  we  infer  that  the  assimiption  of  constant  relative  efficiency 
F  throughout  the  expansion  cannot  be  correct,  and  that  there  is 
no  advantage,  even  in  simplicity  of  calculation,  to  be  derived  from 
the  equal  division  of  the  adiabatic  heat-drop  which  is  so  often 
recommended. 

The  values  of  the  initial  velocity  V  in  feet  per  second  g\ven  in 
the  next  line  are  obtained  by  multipl3dng  the  square  root  of  DH^ 
by  the  constant  800-2.  They  show  a  nearly  uniform  rate  of  increase 
from  stage  to  stage.  Since  the  velocity  carried  over  from  stage  to 
stage  also  tends  to  increase  in  the  later  stages,  the  realisation  of 
the  condition  F  =  constant  would  require  a  very  marked  reduction 
in  the  wheel  efficiency  at  low  pressures,  which  is  quite  contrary  to 
experience. 

The  initial  value  of  H'  in  each  stage  is  obtcdned  by  subtracting 
DH^  from  the  final  value  of  H"  in  the  preceding  stage.  The  values 
of  V'  at  the  exit  from  each  nozzle  are  deduced  from  those  of  W 
by  the  formula  for  saturated  steam,  with  the  aid  of  J7«,  F«,  and  st 
in  the  usual  way.  The  appropriate  nozzle  areas  per  poimd  follow 
from  the  relation  X'jM  =  144F7f/'.  The  pressures  given  in  the 
last  line  are  not  required  in  the  calculation,  but  are  useful  for 
purposes  of  comparison.  Thus,  in  testing  a  turbine  constructed  on 
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these  lines,  it  would  probably  be  found  that  the  observed  pressures 
did  not  correspond  with  the  calculation  in  consequence  of  the 
erroneous  assumption  made  with  regard  to  the  relative  efficiency. 


Table  I, 

,  Results  for 

Example  1. 

F.P.C. 

units. 

No. 

1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

i 

V 
W 
F' 

V 

649-47 

168-62 

656-71 

18088 

0-600' 

1277 

649-47 

3-913 

0-441 

111-3 

631-38 

152-31 

645-85 

18-355 

0-591 

1286 

638-34 

5-703 

0-639 

73-56 

631-29 

136-54 

635-00 

18-643 

0-582 

1296 

627-21 

8-492 

0-944 

47-53 

595-21 

121-25 

624-15 

18-924 

0-574 

1306 

61608 

12-94 

1-427 

29-97 

577-12 

106-44 

613-30 

19-211 

0-665 

1316 

604-94 

20-22 

2-213 

18-41 

55903 
9210 

602-44 

19-500 

0-556 

1326 

593-80 
32-39 
3-517 
1100 

540-94 
7816 

591-59 

19-794 

0-548 

1336 

582-65 
53-56 
5-774 
6-368 

522-85 
64-64 

580-74 

20-097 

0-540 

1346 

571-49 
91-40 
9-780 
3-567 

504*77 
51-50 

569-88 

20-406 

0-532 

1356 

560-33 
161-4 
17-14 
1-927 

486-68 
38-74 

559-03 

20-722 

0-524 

1367 

54916 
296-4 
31-22 
1000 

By  way  of  contrast  we  may  take  another  example  which  corre- 
sponds more  nearly  with  the  variation  of  the  efficiency  in  practice, 
and  gives  a  much  simpler  method  of  calculation  and  of  subdivision 
of  the  heat-drop. 

Example  2.  With  the  same  initial  and  final  data,  and  F  =  0*60, 
divide  the  pressure-range  into  ten  equal  intervals  by  ratio.  As- 
suming that  the  work  done  is  the  same  in  each  wheel-chamber,  find 
the  stage  efficiency,  (1)  for  supersaturated,  (2)  for  saturated  steam* 

Since  log  165/1  =  2-21748,  the  logarithm  of  the  pressure-ratio 
for  each  nozzle  is  0-22175,  or  the  ratio  P'jP"  is  1*6668  for  successive 
chambers.  The  corresponding  pressures  are  given  in  line  1  of  the 
next  table.  Neglecting  external  loss  of  heat,  the  actual  heat-drop 
in  each  chamber  is  by  hypothesis  10-858,  which  gives  the  values  of 
H"  in  the  next  line.  Assuming  that  after  passing  the  wheel,  the 
steam  has  recovered  its  equilibrium  state  of  saturation,  the  values 
of  the  final  volume  F"  in  each  chamber  are  deduced  from  those  of 
H"  by  the  usual  relation  for  wet  steam,  and  are  given  in  the  next 
line.  To  find  the  adiabatic  drop  DH^  in  case  (1)  for  supersaturated 
steam,  we  may  neglect  b  as  being  beyond  the  limits  of  possible 
accuracy,  and  take  the  formula,  a{n-\- l)PJf^Q{\  — {PjP^Yl^^ 
given  in  Chapter  IX,  equation  {S5).  Since  PjP^  is  constant  and 
equal  to  1/1-6668  for  each  stage,  the  expression  for  DH^  reduces 
to  the  convenient  form  PoFo/20-185.  For  the  first  nozzle,  P^  =  165, 
and  Fo=  2-781.  For  the  next  nozzle  P^^P^,  and  Fo=  F/',  and 
so  on  for  successive  nozzles. 

The  resulting  values  of/ for  each  stage  are  obtcdned  by  dividing 


826  PROPERTIES  OF  STEAM  [ch, 

10'858  by  the  successive  values  of  DH^,  These  show,  in  contrast 
with  the  preceding  example,  a  rapid  increase  of  efficiency  in  the 
later  stages.  The  increase  may  appear  excessive,  but  is  probably 
exceeded  in  practice  in  many  cases,  especially  in  small  machines, 
which  are  apt  to  be  very  inefficient  in  the  early  stages.  On  the 
other  hand,  in  the  later  stages,  efficiencies  of  0*80  appear  to  have 
been  reached  under  favourable  conditions. 

To  find  the  corresponding  nozzle-areas,  it  is  first  necessary  to 
calculate  the  values  of  F'  for  each  stage.  These  are  obtained  from 
the  formula  for  supersaturation  which  gives  the  ratio 

so  that  each  V  is  obtained  by  simply  multipl5n[ng  the  previous 
V"  by  the  constant  1-4818.  The  values  of  X'jM  follow  from  the 
formula  \MV'IU\  or  21S'SV"IU\ 

(2)  If  the  adiabatic  equation  for  saturated  steam  is  employed 
for  finding  the  heat-drop  and  the  vohune  V\  the  calculation  is  a 
little  more  troublesome,  since  G  and  0  are  required,  but  the  results, 
as  shown  in  the  next  five  lines  of  the  table,  do  not  differ  materially 
in  character.  In  either  case  the  stage  efficiency /must  vary  nearly 
as  l/PV  if  DH''  is  proportional  to  log  (P'/P*').  The  actual  values 
of/ are  a  little  smaller,  and  those  of  U\  V\  and  X\  a  little  larger, 
for  saturated  than  for  supersaturated  steam;  but  it  is  probable  that 
the  supersaturated  condition  more  nearly  represents  the  facts  of 
the  case  in  rapid  expansion,  and  it  has  the  additional  advantage 
of  simplifying  the  calculation. 

Example  8.  Another  assumption  that  appears  to  be  often  made 
in  designing  turbines  is  that  of  equal  expansion  ratios  by  volume 
between  successive  stages.  This  may  be  combined  with  the  as- 
sumption of  equal  pressure  ratios,  by  using  a  formula  of  the  type 
PV^  =  Ky  or  PV  =  kP^y  for  the  expansion  curve.  The  value  of  the 
index  m  or  y  is  selected  to  fit  the  same  final  values  of  H''  and  F" 
as  in  the  previous  example  with  F  =  0'60.  The  values  of  V"  are 
then  calculated  as  in  line  2,  and  those  of  H''  deduced  from  F", 
giving  the  nearly  constant  differences  for  DH"  shown  in  the  next 
line.  The  values  of  DH^  supersaturated  differ  very  little  from  those 
in  Example  2  (1).  Those  of/ are  all  a  little  higher,  but  the  expansion 
curves  assumed  in  Examples  2  and  8  are  so  nearly  coincident  for  satu- 
rated steam  that  the  results  differ  remarkably  little  in  character. 

It  will  be  seen  that  the  assumption  of  a  formula  of  the  type 
pyy  =  K  for  the  relation  between  the  values  of  P  and  V  in  sue- 


xm] 


THE  IMPULSE  TURBINE 


827 


Table  II.  Results  for  Example  2. 


No. 

1 

2 

3 

4 

6 

6 

7 

8 

9 

10 

P 

H" 

V" 

99-02 

666-71 

4-447 

69-43 

646-86 

7-111 

36-66 

63600 

11-37 

21-40 

624-14 

18-17 

12-84 

613-29 

29-02 

7-710 

602-43 

46-36 

4-626 

691-68 

7402 

2-777 

680-73 

118-3 

1-666 

669-87 

189-2 

1-000 

66902 

302-1 

(1)  For  supersaturated  steam. 


DH^ 

22-74 

21-82 

20-94 

20-09 

19-27 

18-47 

17-71 

16-97 

16-28 

f 

0-477 

0-497 

0-618 

0-640 

0-663 

0-688 

0-614 

0-640 

0-667 

V 

1430 

1400 

1372 

1344 

1317 

1290 

1262 

1235 

1210 

F' 

4-120 

6-688 

10-64 

16-84 

26-91 

42-99 

68-68 

109-6 

176-2 

X'lM 

0-414 

0-678 

1108 

1-804 

2-940 

4-800 

7-840 

12-78 

20-80 

(2) 

f 
V 

F' 

X'lM 


For  saturated  steam. 


23-32 

22-36 

21-62 

20-64 

19-81 

18-99 

18-24 

17-49 

16-78 

0-466 

0-486 

0*604 

0-626 

0-648 

0-672 

0-696 

0-620 

0-647 

1460 

1420 

1392 

1363 

1336 

1308 

1282 

1256 

1230 

4-336 

6-947 

11-12 

17-81 

28-60 

46-69 

72-94 

116-7 

186-8 

0-430 

0-704 

1-161 

1-882 

3-071 

6020 

8-194 

13-39 

21-87 

16-62 
0-695 
1185 
280-2 
34-10 


16-12 
0-673 
1205 
2991 
35-74 


Table  for  Example  8.  PV^^K,  or  PV^kP"^,  where  m=  1  -  1/y. 


P 

99-022 

69-427 

35-664 

21-402 

12-845 

7-7089 

4-6264 

2-7765 

1-6663 

1-000 

F" 

4-4429 

7-1002 

11-347 

18-134 

28-979 

46-312 

74-012 

118-28 

189-02 

302-08 

H'' 

656-26 

645-19 

634-32 

623-62 

613-02 

602-43 

591-78 

581-02 

57012 

559-02 

BH" 

11-30 

11-07 

10-87 

10-70 

10-60 

10-59 

10-65 

10-76 

10-90 

11-10 

BH^ 

22-73 

21-80 

20-91 

20-05 

19-23 

18-44 

17-69 

16-97 

16-27 

15-61 

f 

0-497 

0-508 

0-620 

0-634 

0-651 

0-674 

0-602 

0-634 

0-670 

0-711 

eessive  stages,  fits  very  closely  with  the  hypothesis  that  equal 
pressure  and  expansion  ratios  give  a  nearly  constant  value  of  the 
heat-drop  Djff",  or  the  actual  work  performed  in  each  stage,  in  the 
case  of  saturated  steam.  Or  conversely,  that  if  equal  values  of  the 
heat-drop  DH"  are  assumed,  the  successive  values  of  the  volume 
for  saturated  steam  will  show  a  nearly  constant  expansion-ratio 
for  a  constant  pressure-ratio,  as  is  easily  seen  by  comparing  the 
values  of  F"  given  in  Examples  2  and  8.  The  difference  is  so  small 
that  careful  calculation  is  required  to  detect  it. 

The  most  troublesome  part  of  the  calculation  in  Example  2  is 
the  deduction  of  the  values  of  F"  from  those  of  H"  by  the  tables 
for  saturated  steam.  Since  the  exact  state  of  the  steam  is  uncertain, 
it  is  permissible  in  the  present  case  to  simplify  the  calculation  by 
assuming  a  constant  expansion-ratio  for  F,  which  gives  a  constant 
ratio  for  successive  values  of  PF,  and  DH^y  and  F',  and/,  and  V, 
It  is  not,  however,  permissible  to  assume,  as  is  sometimes  done, 
that  the  expansion-ratio  is  the  same  as  the  pressure-ratio.  This 
would  be  equivalent  to  assuming  the  expansion  curve  PV  =  JP, 
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with  y  =  1,  and  would  lead  to  an  absurd  value  of  the  final  volume 
and  H",  It  is  essential  to  calculate  the  value  of  the  index  y  to 
fit  the  final  value  of  the  volume  deduced  from  the  given  value  of  F. 
•  In  Example  8,  it  is  much  more  troublesome  to  deduce  accurate 
values  of  J?"  from  F",  than  to  deduce  F"  from  J?"  in  Example  2; 
because  the  rapid  variation  of  V  makes  interpolation  more  difiicult, 
and  because  it  is  necessary  to  work  both  F"  and  V^  to  at  least 
five  significant  figures,  in  order  to  obtain  consistent  values  for 
the  small  difference  DH'\  and  to  show  the  nature  of  the  systematic 
variation.  The  result  is  instructive  as  showing  that  the  assumption 
of  an  expansion  curve  of  the  type  PV^  =  K^  cannot  possibly  be 
consistent  with  a  constant  value  of  the  stage  efficiency /for  satur- 
ated steam. 

Graphic  Representation  on  the  H  log  P  Diagram.  The  pressures 
required  in  Example  1  are  readily  found  on  the  diagram  by  dividing 
the  heat-drop  along  the  adiabatic  AB  into  ten  equal  parts  at  the 
points  1,  2,  8,  etc.,  of  which  the  first  six  only  are  shown  in  the 
annexed  Fig.  82.  The  corresponding  points  on  the  actual  expansion 
curve  for  F  =  0*60  (constant),  are  found  by  reducing  the  adiabatic 
heat-drop  at  each  point  in  the  constant  ratio  0-60.  The  points 
representing  the  final  states  lie  on  the  continuous  curve  AFC, 
which  is  the  same  as  for  continuous  expansion  (Chapter  XII, 
Example  6),  at  constant  F;  but  the  actual  expansion  in  ten  dis- 
continuous steps  follows  a  zigzag  course,  consisting  of  adiabatic 
steps  such  as  A  1,  representing  the  expansion  in  the  first  nozzle, 
followed  by  vertical  steps,  representing  loss  of  heat-drop  in  passing 
through  the  wheel,  which  bring  the  final  state  back  to  the  curve 
AFC  before  the  next  adiabatic  step.  In  order  to  avoid  confusion, 
these  zigzags  due  to  discontinuity  of  expansion,  are  not  shown  on 
the  other  curves  in  the  figure. 

The  straight  line  AC  joining  the  initial  and  final  states,  repre- 
sents the  final  states  in  each  chamber  according  to  the  hypothesis 
of  Example  2.  The  heat-drop  is  the  same,  namely  10*858,  in  each 
stage  as  in  Example  1,  but  the  pressures  differ  considerably,  as 
shown  by  the  horizontal  lines  joining  corresponding  points  on  the 
straight  Une  AC  and  the  curve  AFC.  The  pressure  at  point  5  on 
AFC  is  greater  than  that  at  point  5  on  AC  by  48  per  cent. 

The  curve  representing  the  case  of  Example  8  coincides  so 
closely  with  the  straight  line  AC  that  the  differences  cannot  be 
shown  clearly  on  the  scale  of  the  diagram.  The  pressures  at  corre- 
sponding points  are  the  same.  The  curve  for  Example  8  intersects 
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the  straight  line  AC  at  point  6,  the  maximum  difference  at  point  3 
being  only  0*7  cal.  It  appears  that  a  straight  line  on  the  H  log  P 
diagram  represents  very  fairly  on  the  average  the  characteristic  of 
a  turbine  when  the  steam  is  assumed  to  be  in  the  state  of  satiuration 
throughout  the  expansion.  But  this  is  not  the  case  when  the  steam 
is  superheated  or  supersaturated,  and  changes  in  the  form  of  the 
characteristic  may  be  expected  when  the  state  changes  from  dry 
to  wet. 

141.   Subdivision  of  the  Heat-Drop  for  Given  Values 

of/.  There  is  no  great  difficulty  in  finding  the  subdivision  of  the 
pressure-range  or  the  heat-drop  on  similar  assumptions  to  corre- 
spond with  any  arbitrary  values  of/ for  the  separate  wheels.  It  is 
necessary,  however,  in  this  case,  to  calculate  the  final  state  in  each 
stage  before  proceeding  to  the  next,  and  some  adjustment  of  the 
velocity,  or  the  number  of  stages,  is  usuaUy  required  to  make  the 
final  state  fit  the  given  data.  The  most  appropriate  method  in  each 
case  will  depend  on  the  given  conditions.  As  a  simple  illustration, 
we  may  take  the  case  of  finding  the  subdivision  of  the  pressure- 
range,  and  the  required  nozzle-areas,  for  ten  stages,  when  the 
velocity  and  efficiency  are  assumed  to  be  the  same  for  all  stages, 
in  which  case  both  DH^  and  DH"  must  be  the  same  for  all.  The 
pressure-drop  is  deduced  from  DH^  instead  of  vice  versa.  If  the 
final  state  is  given  by  F  and  p,  DH"  is  known  for  each  stage,  and 
DH^=  DH"/ff  but  the  value  of/  requires  adjustment  to  fit  with 
that  of  jP,  by  a  method  explained  in  a  later  section.  On  the  other 
hand,  if  the  final  value  of  H"  alone  is  given,  in  place  of  F  and  p, 
an  arbitrary  value  of/ may  be  selected. 

Example  4.  Divide  the  pressure-range  from  165  lbs.  abs.  (dry 
sat.)  to  1  lb.  into  ten  parts  to  give  the  same  velocity  and  efficiency 
in  each,  assuming  that  F  =  0*60,  (1)  for  saturated,  (2)  for  super- 
saturated steam. 

Since  F  =  0*60,  the  actual  heat-drop  Djff"  in  each  stage  must 
be  10-853,  as  previously  calculated,  but  the  required  values  of 
/to  fit  with  the  given  value  of  jP,  will  be  different  in  cases  (1)  and  (2). 

(1)  In  the  case  of  saturated  steam,  the  required  value  of /is 
0-560,  and  the  value  of  DH^  for  each  stage  is  19-88,  giving  C/'==  1322. 
The  temperature  drop  for  the  first  nozzle  is  calculated  from  the 
equation  ^^^^  ^  ^^  _  ^^ ^^^ 

(as  in  Example  1,  above)  which  fixes  the  final  state  in  the  first 
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chamber  in  conjunction  with  the  given  value  of  DH".  The  final 
value  of  O",  required  for  the  next  nozzle,  is  easily  obtained,  since 

O"-  O^  =  (19-88-  10'S5S)/T  =  8-527/r (8) 

The  temperature  for  the  next  chamber  may  then  be  found. 
V  and  X'jM  are  also  found  as  in  Example  1,  and  p  is  obtained 
from  /. 

(2)  In  the  case  of  supersaturated  steam,  a  higher  value  of  the 
stage  efficiency  /  is  required  to  fit  with  the  given  value  of  F^  on 
account  of  the  loss  due  to  supersaturation.  The  required  value  in 
the  present  case  is  0-576,  but  the  value  0-575  was  estimated,  and 
employed  in  the  calculation,  which  has  the  effect  of  making  the 
final  pressure  come  out  a  little  too  low.  The  difference  0-016  in  / 
for  the  same  F,  is  far  from  representing  the  Umit  of  possible  loss 
due  to  supersaturation,  because  we  have  supposed  the  steam 
restored  to  the  state  of  saturation  at  the  end  of  each  stage.  This 
might  approximately  be  the  case  at  low  speeds  in  large  marine 
turbines,  but  in  many  cases  the  whole  expansion  from  boiler  to 
condenser  pressure  is  completed  in  less  than  the  hundredth  part 
of  a  second,  and  the  temperature  of  the  steam  is  probably  nearer 
the  SS  Umit  throughout  the  expansion,  which  would  involve  a 
much  greater  reduction  in  the  efficiency,  or  a  still  higher  value  of 
/for  the  same  F.  Taking/^  0-575  gives  DH^  =  18-88  for  the  adia- 
batic  heat-drop  per  stage,  and  U  =  1804  for  the  velocity.  The 
pressure-drop  is  given  by  the  equation 

1  -  {PjP^fl^^^  8  X  18-88/18aPoFo  =  42-86/PoFo (4) 

neglecting  6,  as  is  permissible  in  the  case  of  supersaturated  steam. 
The  calculation  is  a  little  more  troublesome  than  in  Example  2, 
because  it  has  to  be  repeated  for  each  stage.  Having  found  P,  the 
value  of  F"  is  taken  as  in  (1)  for  saturated  steam  with  the  given 
value  of  H".  The  pressure  ratio  for  the  next  nozzle  is  then  found 
from  the  product  pV",  The  initial  value  of  V  in  each  stage  is 
deduced  from  the  final  value  of  V"  in  the  previous  stage  by  the 
relation,  F' =  V'\P'IP")  {P"/Pyl^,  which  is  put  in  this  form 
because  the  last  factor  has  already  been  calculated. 

If  the  results  in  Examples  1,  2,  8,  and  4,  are  compared  with 
those  previously  given  in  the  corresponding  cases  for  continuous 
expansion  in  Chapter  XII,  Examples  8,  5,  6,  it  will  be  seen  that 
there  are  slight  characteristic  differences  between  the  two  sets  of 
examples,  but  that  the  general  effects  of  the  assumptions  F  con- 
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stant,  or  /  constant,  or  PV  =  A:P*",  are  very  similar,  whether  for 
continuous  or  discontinuous  expansion.  The  manner  in  which 
/varies  from  stage  to  stage  produces  a  much  more  important  effect 
on  the  pressure-distribution  and  on  the  proper  dimensions  of  the 
nozzles,  etc.  than  discontinuity  of  expansion. 

Table  III.  Results  for  Example  4. 

(1)  Saturated    steam.     F  =  0-60,    D£r"=  10-858,    /=  0-560, 
DH^  =  19*88,  U  =  1822  (all  constant  throughout  the  expansion). 


No. 

1 

2 

3 

4 

6 

• 

6 

7 

8            9 

1 

10 

H'' 

656-71 

646-86 

63600 

62416 

613-30 

602-44 

691-69 

680-74 

669-88 

669-03 

t 

167-46 

160-30 

13406 

118-64 

103-76 

89-62 

7611 

6316 

60-71 

38-74 

*" 

1-6884 

1-6086 

1-6294 

1-6612 

1-6739 

1-6976 

1-7217 

1-7472 

1-7736 

1-8010 

V 

4-013 

6-994 

9-060 

1404 

22-08 

36-44 

68-12 

97-66 

167-9 

2971 

X/M 

0-437 

0-663 

0-987 

1-630 

2-406 

3-862 

6-333 

10-63 

18-30 

32-38 

V 

108-2 

69-71 

44-21 

27-60 

16-78 

1002 

6-860 

3-336 

1-863 

1-000 

(2)  Supersaturated,  ff "  same,/=  0-575,  BR^  =  18-88,  J7  =  1804, 
F  ==  0-599. 


p 

108-6 

70-14 

44-61 

27-72 

16-91 

10-08 

6-874 

3-336 

1-842 

0-988 

F" 

4073 

6063 

9-189 

14-17 

22-28 

36-83 

68-87 

99-20 

171-7 

306-0 

V 

3-837 

6-700 

8-602 

13-23 

20-73 

33-16 

64-30 

90-98 

166-6 

277-2 

XIM 

0-424 

0-669 

0-960 

1-461 

2-289 

3-661 

6-996 

10-06 

17-29 

30-60 

Results  for  Example  5.  Superheated, 
flo  =  '^^^y  P  =  0-648,  DH"=^  14-00,  /  = 
V  =  1490  (all  constant). 


Pq  =  165,  t^  ■■ 
0-568,    DH^ 


850''  C, 
:  24-645, 


No. 

1 

2 

3 

4 

6 

6 

7 

8 

9 
630 

10 

H'' 

742 

728 

714 

700 

686 

672 

668 

644 

616 

P 

112-7 

76-49 

49-39 

31-62 

19-66 

11-74 

6-797 

3-772 

1-993 

0-993 

V 

6-336 

7-642 

10-89 

1606 

24-27 

37-73 

60-63 

100-7 

174-9 

319-3 

JIM 

0-616 

0-729 

1-062 

1-661 

2-346 

3-646 

6-860 

9-730 

16-90 

30-86 

r 

318-61 

287-61 

266-67 

226-60 

196-32 

166-46 

136-40 

106-61 

76-74 

46-07 

142.   The  Case  of  Superheated  Steam.    The  method  of 

calculation  in  the  case  of  superheated  steam  is  very  similar  to  that 
in  the  case  of  supersaturated  steam  when  similar  data  are  given. 
The  chief  difference  is  that,  if  the  final  state  in  any  stage  is  dry,  the 
volume  V'\  if  required,  can  easily  be  deduced  from  H"  and  P, 
which  saves  a  great  deal  of  trouble  and  reference  to  the  tables. 
But  it  is  seldom  necessary  to  calculate  F"  in  the  case  of  dry  steam, 
because  DH^  for  the  next  stage  can  be  deduced  directly  from  H" 
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by  the  alternative  formula  in  terms  of  H  for  dry  steam,  IX  (82), 
or  Steam  Tables,  {  198,  which  cannot  be  employed  when  the  steam 
is  wet,  because  the  relation  between  H  and  V  is  different  for  wet 
steam.  The  value  of  H"  in  any  stage  shows  at  once  if  the  steam  is 
saturated.  The  values  of  t  are  not  required  in  the  calculation  for 
superheated  steam,  but  are  given  in  the  ]sst  line  of  the  table  because 
they  are  useful  in  practice  for  comparison  with  observed  tem- 
peratures. 

In  order  to  avoid  the  difficulty  of  the  transition  from  dry  to 
wet  steam  we  will  take  first  a  case  in  which  the  steam  is  superheated 
throughout  the  expansion,  but  in  which  the  calculation  is  otherwise 
similar  to  Example  4  (2). 

Example  5.  If  the  initial  steam  is  superheated  to  850°  C, 
divide  the  same  pressure-range  to  give  equal  velocity  and  work  in 
all  stages  with  an  actual  heat-drop  of  140  cals.  C. 

In  this  case  H^  =  756,  and  the  successive  values  of  H"  are  given 
at  the  head  of  the  table.  The  adiabatic  heat-drop  to  1  lb.  is  217-72, 
and  the  value  of  F  is  0-648  approximately.  Since  <I)q=  1-7845,  the 
final  state  on  the  adiabatic  is  saturated.  The  required  value  of /• 
is  0-568  to  the  same  order  of  accuracy  as  F,  giving 

DH^  =  1400/0-568  =  24645, 

and  Z7'=  1490  (F.P.C.).  The  successive  values  of  P,  given  in  the 
next  line  of  the  table,  are  obtained  from  the  equation  for  the 
adiabatic  heat-drop  for  dry  steam  in  terms  of  ff,  which  is  inverted 
to  give  the  ratio  P/Pq,  when  DH^  is  given  as  24-645,  thus 

1  -  (P/Po)«^*  =  (24-645  -  ab  (P^-  P))I{H^-  B -  abP^)....{5) 

The  terms  depending  on  h  are  here  taken  into  account  in  order  to 
make  the  results  exactly  consistent  with  the  tables,  but  since  ab 
is  only  0-00165,  the  correction  is  very  small,  and  gives  Uttle  trouble. 
The  successive  values  of  Hq  required  in  the  formula  are  those  of  if" 
already  given,  but  the  ratio  PJPq  is  not  constant,  and  has  to  be 
worked  out  for  each  stage  in  succession*.  F"  is  easily  found  from 
H'\  but  is  not  required  in  the  calculation.  The  values  of  V  required 
for  the  nozzle  areas  are  given  by  the  formula 

F'-  b  =  2-2486  <ifo  -  -B  -  ^^^o)  (PlP^f^^lPy    (6) 

in  which  Hq,  P©,  are  the  initial  values  for  the  nozzle  considered, 

*  The  calcuUtion  of  PjP^  from  {P/P^)*f^\  or  vice  versa,  is  most  easily  effected 
by  employing  a  table,  such  as  that  given  in  §  135,  but  with  more  numerous  steps  in 
the  required  interval. 
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and  the  separate  factors  have  akeady  been  found  in  calculating  P, 
The  nozzle  areas  are  directly  proportional  to  V\  since  U'  is  constant. 
It  will  be  observed  that  the  final  area  is  nearly  the  same  as  in  the 
previous  example,  but  the  initial  areas  are  about  20  per  cent, 
larger.  This  shows  that,  if  the  nozzle  areas  are  right  for  saturated 
steam,  there  will  be  an  appreciable  change  in  the  distribution  of 
pressure  and  velocity  when  the  steam  is  superheated.  But  since 
similar  modifications  occur  when  the  load,  or  the  pressure,  is 
changed,  the  design  is  necessarily  a  compromise,  unless  the  machine 
is  required  to  run  always  under  the  same  conditions. 

It  is  instructive  to  compare  the  effect  of  superheat,  according 
to  the  assimiptions  here  made  for  discontinuous  expansion,  with 
the  effect  calculated  in  the  preceding  chapter  (§  185)  for  the  same 
case  with  continuous  expansion.  For  the  same  value,  F  =  0*648, 
of  the  relative  efficiency,  the  values  of  the  stage  efficiency  in  the 
case  of  superheated  steam  are,  /=  0-5686  for  ten  stages,  and 
y  =  0-5541  for  continuous  expansion.  For  steam  initially  saturated, 
with  the  same  pressure  range  and  F  =  0-60,  we  have/=  0-5551 
for  continuous  expansion,  and/=  0-560  for  ten  stages,  if  the  steam 
is  saturated  in  the  nozzles,  but/=  0-576  if  the  steam  is  super- 
saturated. For  the  same  value  of /in  each  case,  the  improvement 
in  F  due  to  superheat  is  appreciably  less  for  ten  separate  stages 
than  for  continuous  expansion  under  the  same  conditions.  If  the 
steam  is  supersaturated  in  the  nozzles  only,  there  is  an  additional 
improvement  due  to  superheat  amounting  to  8-5  per  cent,  as 
compared  with  the  usual  assumption  of  saturation.  There  is  so 
much  evidence  in  favour  of  supersaturation  in  the  throat  of  a 
nozzle,  that  this  8-5  per  cent,  may  be  regarded  as  a  lower  limit  of 
the  effect  of  supersaturation.  The  upper  limit  of  the  effect  was 
found  to  be  nearly  9  per  cent,  in  the  same  case  for  continuous 
expansion  with  the  steam  at  the  SS  Umit.  A  similar  increase  of 
the  effect  would  be  found  in  discontinuous  expansion  if  the  steam 
were  assumed  to  be  at  the  SS  limit  throughout,  in  place  of  being 
restored  to  the  state  of  saturation  at  the  end  of  each  stage. 

The  improvement  in  jP,  due  to  the  higher  value  of  the  reheat 
factor  in  the  case  of  superheated  steam,  and  due  to  the  elimination 
of  supersaturation  loss,  is  additional  to  the  improvement  in  absolute 
thermal  efficiency  due  to  the  higher  temperature,  and  is  relatively 
more  important  even  at  the  lower  limit  of  supersatiuration  loss  here 
assumed.  Thus  the  thermal  efficiency  of  the  Rankine  cycle  in 
Example  5  is  0*808,  while  in  Example  4  it  is  0-287,  or  5  per  cent. 
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less.  With  the  same  stage  efficiency,  /=  0-572  in  both  cases, 
Example  5  shows  an  improvement  over  Example  4  of  nearly 
9  per  cent,  in  jP,  and  of  15  per  cent,  in  absolute  thennal  efficiency, 
which  results  chiefly  from  the  improvement  of  F. 

The  expansion  curve  of  Example  4,  representing  the  case 
/constant,  when  drawn  on  the  H  log  P  diagram,  as  in  the  preceding 
Fig.  82,  lies  about  midway  between  the  curve  AFC,  representing 
the  case  F  constant,  and  the  straight  line  AC,  but  there  is  no  simple 
geometrical  method  of  constructing  the  curve  of  constant  /  on 
the  diagram,  short  of  calculating  the  values  of  DH  and  plotting 
the  curve.  The  curve  PQS  in  the  upper  part  of  the  figure  has  been 
drawn  in  this  way  to  represent  the  case  of  Example  5,  for  highly 
superheated  steam  with  /  constant,  but  there  is  no  advantage  in 
using  the  diagram  in  such  a  case,  except  as  an  illustration  of  the 
general  nature  of  the  curve.  The  curve  of  constant  F  between  the 
same  initial  and  final  states  would  Me  a  little  below  the  curve  of 
constant  /,  and  could  be  deduced  graphically  from  the  adiabatic 
as  in  Example  1.  But  the  expansion  curve  of  any  actual  machine 
would  lie  above  the  curve  PQS,  since  /  is  always  less  in  the  early 
than  in  the  later  stages  of  expansion.  It  would  be  very  difficult 
to  draw  such  a  curve  with  different  values  of/ in  each  stage  except 
by  calculating  the  values  of  the  heat-drop  successively  for  each 
stage. 

An  appropriate  use  of  the  diagram  in  the  case  of  superheated 
steam  would  be  for  plotting  the  actual  expansion  curve  from 
observed  values  of  P  and  t  in  each  stage.  This  would  give  useful 
information  with  regard  to  the  variation  of  the  stage-efficiency, 
but  does  not  appear  to  have  been  attempted  hitherto  on  account 
of  the  difficulty  of  measuring  the  temperatures,  the  uncertainty 
of  the  values  of  H,  and  various  other  reasons. 

The  foUowing  Examples  6  and  7,  in  which  half  the  expansion 
curve  is  below  the  saturation  limit,  are  illustrated  in  Fig.  82,  by 
the  straight  line  DEJ,  representing  the  characteristic 

H-B"=ftlogP, 

and  by  the  broken  line  DEG,  representing  the  expansion  curve 
PV^  =  jST,  showing  a  discontinuity  at  the  point  E  where  the  state 
changes  from  superheated  to  saturated.  The  continuous  curve 
DEK,  which  lies  sUghtly  below  the  straight  line  from  D  to  E, 
represents  the  characteristic  H  —  B"=  kP^*^  of  Example  7,  with 
P  =  0'64,  which  affords  a  more  probable  solution  of  a  case  of  this 
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kind  in  practice.  It  is  important  to  realise  that  a  curve  of  the  t5rpe 
PV^  =  K,  with  a  single  value  of  y  throughout,  cannot  be  employed 
if  there  is  a  change  in  the  state  of  the  steam. 

Example  6.  With  an  initial  temperature  of  250°  C,  if  the 
same  pressure-range  is  divided  into  ten  equal  intervals  by  ratio, 
and  the  steam  is  just  saturated  at  the  end  of  stage  5»  find  the 
variation  of/,  if  DH"  is  the  same  in  each  stage. 

Initial  state,  t^  =  250°  C,  H^  =  708-84,  Oq  =  1-64818,  Gq  =  157-40, 
Fo  =  8-2787. 

Pressure  ratio,  1-6668  per  stage,  Pj^  12-845,  ff 5"==  637-80 
(dry  saturated). 

Heat-drop  per  stage,  DH''=  18-208,  adiabatic  drop,  194-05, 
F  =  0-6806. 

Superheated,  DH^  =  0-I11I5  {Hq- B  -  abP^)  +  ah  {Pq-P),  (7) 

Supersaturated, 

DH^  =  0-04958Po^o  (neglecting  b  at  low  pressures).   ...(8) 

The  values  of  F"  are  obtained  from  those  of  if"  by  the  formulae 
for  dry  and  wet  steam  respectively.  Those  of  F'  in  each  stage  are 
found  by  multiplying  the  F"  of  the  previous  stage  by  the  constant 
factor  1-481.  The  results  are  compared  in  the  following  table  with 
those  obtained  by  assuming  a  formula  of  the  usual  type,  PV^  =  K, 
instead  of  taking  equal  values  of  Dfl "  per  stage. 

Table  of  results  for  Example  6.  Superheated,  ^0=  250°  C. 


No. 

1 

2     3     4 

5 

6 

7 

8 

9 

10 

H'' 

690-63 

677-42 

664-22 

651-01 

637-80 

624-59 

611-38 

598-18 

584-97 

571-76 

V 

5-101 

8-069 

12-61 

19-61 

30-368 

48-29 

76-79 

122-2 

194-4 

309-5 

F" 

4-849 

7-656 

11-96 

18-68 

29-05 

44-98 

71-54 

113-8 

1810 

288-0 

DH4, 

26-74 

25-24 

23-75 

22-27 

20-79 

19-32 

18-44 

17-60 

16-80 

1605 

f 

0-494 

0-523 

0-656 

0-593 

0-635 

0-684 

0-716 

0-760 

0-786 

0-823 

U' 

1652 

1608 

1463 

1417 

1369 

1320 

1289 

1260 

1230 

1203 

X'/M 

0-460 

0-722 

1-176 

1-898 

3-066 

4-907 

7-902 

13-00 

2119 

34-47 

Taking  F"  from  PV^  =  K,  with  y  =  1-14612,  and  deducing  H"  from  F". 


7// 
f 


5-1111 

689-03 

14-81 

26-74 

0-663 


7-9798 

676-03 

13-99 

26-06 

0-568 


12-458 

661-84 

1319 

23-48 

0-662 


19-461 

649-44 

12-40 

22-01 

0-564 


30-368 

637-80 

11-66 

20-62 

0-565 


47-413 

614-77 

23-02 

19-34 

119 


74-024 

591-86 

22-91 

18-11 

1-27 


116-67 

569-05 

22-81 

16-96 

1-34 


180-44 

546-41 

22-64 

16-90 

1-42 


281-71 

523-93 

22-48 

14-99 

1-60 


The  second  part  of  the  above  table  is  intended  to  illustrate  the 
fact  that  it  is  not  possible  to  assume  a  formula  of  the  type  PV^  =  Jf , 
with  a  constant  value  of  y,  when  part  of  the  curve  is  dry  and  part 
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wet,  because  this  gives  a  discontinuity  in  the  curve  at  saturation , 
and  leads  to  impossible  values  of /at  lower  temperatures,  besides 
being  very  inconvenient  for  calculation. 

The  two  assumptions  here  made  for  the  expansion,  though 
agreeing  closely  in  the  case  of  saturated  steam,  are  entirely  dis- 
cordant when  applied  to  a  case  in  which  the  steam  is  initially 
superheated.  If  we  keep  the  assumption  that  DH"  is  the  same  in 
each  stage  for  equal  pressure  ratios,  a  fair  approximation  to  the 
expansion  cmrve  can  be  obtained  by  using  tooo  formulae  of  the 
type  PV  =  fcP"*,  with  different  values  of  m,  denoted  by  m'  and  m", 
for  the  superheated  and  saturated  portions.  In  this  case  /  will 
be  constant  and  equal  to  l&m/S  for  the  superheated  portion,  but 
will  increase  from  stage  to  stage  in  the  saturated  part  of  the  curve. 

The  assumption  made  for  DH''  in  Example  6,  though  fairly 
satisfactory  in  many  cases  for  saturated  steam,  is  too  inelastic 
in  the  general  case,  and  gives  highly  improbable  results  with 
initial  superheat.  For  these  reasons  it  is  preferable  to  employ  the 
more  general  type  of  characteristic,  H  —  fi"=  ftP^,  as  illustrated 
in  the  previous  chapter,  which  gives  a  very  simple  expression  for/, 
and  is  capable  of  representing  any  continuous  variation  of/ with 
a  reasonable  degree  of  approximation. 

In  applying  this  formula  the  most  convenient  methods  are, 
either  (1)  assume  equal  division  of  work  (i.e.  equal  values  of  DH'% 
and  find  the  values  of  the  constants  m  and  B''  to  suit  the  desired 
range  of  variation  of/,  as  illustrated  in  the  previous  chapter,  or 
(2)  divide  the  pressiure-range  into  equal  intervals  by  ratio,  and 
adjust  the  values  of  the  constants  to  make  the  curve  pass  through 
some  point  near  the  middle  of  the  range  in  addition  to  the  initial 
and  final  values.  In  case  (1)  values  of  the  required  quantities  at 
intermediate  points  are  obtained  by  logarithmic  interpolation  as 
previously  explained.  In  case  (2),  if  Hq,  H\  H'\  are  three  values 
of  H  corresponding  to  the  initial  and  final  states  and  to  the  geo- 
metric mean  pressure  P\  we  have  the  obvious  relations 

{Hq--H')I(H'-  H")  =  {PolPT-  [P'lP'T (9) 

The  heat-drop  in  this  case  is  divided  into  parts  forming  a  geo- 
metrical progression  with  a  common  ratio,  which  facilitates  cal- 
culation. The  previous  example  affords  a  convenient  illustration 
of  this  method  of  appl3ang  the  formula,  since  W  is  given  at  the 
mean  point  P',  but  the  values  of  DH"  per  stage  will  no  longer  be 
equal. 

aa.  22 
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Example  7.  With  the  same  initial  data  as  in  the  previous 
example,  find  the  variation  of /by  the  formula  H  —  -B"=  AP**,  if 
F  s  0*64,  and  the  steam  is  just  saturated  at  the  end  of  stage  5. 

The  whole  heat-drop  is  here  194-05  x  0-640  =  124-20  cals.  C. 
The  given  heat-drop  to  stage  5  is  66-04.  That  from  5  to  10  is  58*16. 
The  logarithm  of  the  ratio  66-04/58-16  is  m  times  the  logarithm  of 
the  ratio  Pq/P^,  namely  1-10874;  whence  m  =  1/20  very  nearly, 
and  the  logarithm  of  the  ratio  for  successive  values  of  DH"  is 
0-0110874.  Dividing  the  whole  heat-drop  into  ten  parts  with  this 
common  ratio  we  very  easily  obtain  the  following  results. 


Table  V.  Example 

7.    F- 

=  0-640,  jffj": 

=  687-80,  m  = 

=  1/20. 

No. 

1 

2 

3 

4 

6 

6 

7 

8 

9 

10 

P 

9902 

59-43 

35-66 

21-40 

12-84 

7-709 

4-626 

2-776 

1-666 

1-000 

DH" 

13-89 

13-54 

13-21 

12-86 

12-54 

12-23 

11-92 

11-62 

11-33 

1104 

H" 

689-96 

676-41 

663-20 

650-34 

637-80 

625-57 

613-65 

60203 

590-70 

579-66 

F" 

6131 

8030     12-54 

19-54 

30-37 

48-38 

7712 

123-0 

196-5 

314-1 

DH^ 

26-76 

2517     23-64 

22-16 

20-72 

19-32 

18-47 

17-69 

16-92 

16-22 

f 

0-619 

0-538     0-559 

0-580 

0-606 

0-632 

0-645 

0-657 

0-670 

0-681 

With  the  exception  of  the  subdivision  of  the  heat-drop  into 
equal  logarithmic  intervals  in  place  of  equal  differences,  the  method 
of  calculation  is  precisely  the  same  as  for  Example  2  in  the  case  of 
supersaturated  steam.  A  comparison  of  the  results  appears  to 
represent  the  effect  of  superheating  in  a  fairly  satisfactory  manner, 
on  the  assumption  that /is  increased  by  reduction  of  friction.  The 
relative  efficiency  F  is  raised  from  0-60  to  0-64,  while  the  stage 
efficiency  /  remains  nearly  unaltered  in  the  later  stages,  when  the 
steam  is  wet,  but  is  raised  by  the  nearly  constant  quantity  0-042 
in  all  the  superheated  stages. 

In  an  actual  turbine,  the  efficiency  may  vary  from  stage  to 
stage  in  an  irregular  manner  depending  on  differences  of  wheel 
construction  or  diameter.  Such  variations  cannot  be  represented 
by  the  formula,  which  can  only  represent  systematic  and  con- 
tinuous variation.  Admitting  this  restriction,  the  formula  has  a 
considerable  range,  and  is  easily  adaptable  to  suit  different  cases. 

143.    Discontinuous  Expansion  with  /  Constant.  As  an 

illustration  of  the  adaptabiUty  of  the  formula,  we  may  take  the 
case  in  which  it  is  required  to  find  the  characteristic  curve  when 
/is  assumed  constant. 
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In  the  case  of  dry  steamy  the  expression  for  the  adiabatic  heat- 
drop,  if  b  is  neglected,  is  exactly  similar  to  that  given  by  the 
empirical  formula  for  the  actual  heat-drop,  namely, 

(Ho-  ^")/(»o-  B")  =  1  -  (P'Vi'o)^  (10) 

but  in  the  formula  for  the  adiabatic  heat-drop  the  empirical  constant 
B"  is  replaced  by  fi  =  464  cals.  C,  and  the  empirical  index  m  by 
8/18.  It  follows  that  if  B"  is  taken  as  464,  and  if  m  is  taken  to  fit 
the  final  state,  the  resulting  values  of  /  will  be  exactly  constant, 
if  b  is  neglected  in  the  equation  of  the  adiabatic.  The  neglect  of 
b  makes  so  little  difference  in  the  adiabatic,  that  the  values  of/ will 
be  sufficiently  nearly  constant  for  all  practical  purposes  even  if 
the  exact  values  of  the  adiabatic  heat-drop  are  employed.  The 
required  value  of  m  is  obtained  in  any  case  by  inserting  in  the 
above  formula  in  place  of  H"  and  P",  the  values  H^  and  Pp  corre- 
sponding to  the  final  state  given  by  the  value  of  F. 

For  the  case  in  which /is  constant,  and  B"=  B,  the  values  of 
F  and /are  given  by  the  expressions 

/=  (1  -  W^)/(l  ^  r«A»^),  and  P  =  (1  -  f^)/(l  -  r»A»),...(ll) 

where  N  is  the  whole  number  of  stages,  and  W^  the  pressure-ratio 
per  stage. 

Thus  in  Example  5,  JV  =  10,  Hq=  756,  Hp-=  616,  r  =  1/165. 
If  B"=  B  =  464,  we  have  mlogr  =  log  (152/292)  =  -  0-28854 
from  (10),  log  W^=  -  0-028854  =  1-971646,  whence  W^=  0-98680. 
Similarly  r»Aa^=  0-88885.   Whence 

/=  0-06820/0-11115  =  0-5686 (12) 

The  value  taken  in  the  calculation  was  0-568,  but  should  have  been 
a  Uttle  larger,  since  b  was  not  neglected.  The  advantage  of  using 
the  empirical  formula  in  such  a  case  is  that  all  the  intermediate 
values  of  P  and  V  can  be  worked  out  by  logarithmic  interpolation 
from  the  initial  and  final  states,  as  fully  illustrated  in  Example  8 
of  the  preceding  chapter,  without  going  through  the  very  trouble- 
some process  of  calculating  each  stage  in  succession  by  means  of 
the  exact  formulae,  and  with  almost  equal  accuracy,  since  only 
b  is  neglected. 

/n  the  case  of  supersaturated  steam,  the  method  of  calculation 
is  precisely  the  same  so  long  as  the  steam  is  dry.  But  when  it  has 
reached  the  supersaturation  limit,  the  value  B  »  464  no  longer 
applies,  since  the  relation  between  H  and  V  is  different  for  wet 

22—2 
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steam.  The  value  of  V  in  the  final  state  must  first  be  calculated 
&om  that  of  H  by  the  appropriate  formula,  according  as  the  final 
state  is  assumed  to  be  either  at  the  saturation  limit  or  the  super- 
saturation  limit.  The  value  of  the  index  m  and  the  constant  B" 
are  then  obtained  from  the  relations 

(H,-  B")/(H«-  B")  =  ,«=  P,F,/PoF, (18) 

If  dry  supersaturated  expansion  in  the  nozzles  is  assumed,  as  is 
most  appropriate  when  the  initial  state  of  the  steam  for  each 
nozsde  is  taken  to  be  at  the  ordinary  saturation  limit,  as  in  Example 
4,  the  constant  value  of/ required  for  each  stage  is  given  by  the 
expression 

/=  (I  -  W^)  (Ho-  B")I{H^^  B)  (1  -  r»/i^) (14) 

Thus  in  Example  4  the  required  values  of  the  constants  are 

f^=  0-6584,  B"=  349-8,  /=  0-575 (15) 

If  the  supersaturation  limit  is  assumed  in  the  later  part  of  the 
expansion  for  the  final  state  in  each  stage  (since  there  is  very  little 
time  for  the  recovery  of  complete  equilibrium  while  the  steam  is 
passing  through  the  blades),  adiabatic  expansion  at  the  super- 
saturation  limit,  as  calculated  in  Chapter  X^  may  appropriately  be 
assimied  in  the  nozzles  as  the  other  extreme.  The  final  value  of 
H  given  by  P  remains  the  same,  but  the  corresponding  value  of  V 
is  taken  at  the  supersaturation  limit.  The  constants  m  and  B" 
may  be  calculated  as  before,  but  will  no  longer  give  so  good  an 
approximation  to  the  curve  of  constant /because  the  first  part  of 
the  expansion,  starting  with  dry  saturated  steam,  is  not  at  the 
supersaturation  limit  like  the  rest.  A  constant  value  of  /  could 
not  be  expected  in  practice  under  such  conditions,  imless  the 
dimensions  were  specially  adjusted  to  suit.  A  similar  result  follows 
if  part  of  the  expansion  is  taken  in  the  superheated  and  part  in 
the  saturated  region.  But  such  problems  are  rather  of  academic 
than  practical  interest,  since  a  single  continuous  curve  cannot 
accurately  represent  both  states  without  impracticable  com- 
plexity. 

The  value  of  m  is  calculated  from  the  condition  PV/PqVq=^  r~, 
because  this  is  the  condition  required  to  make  the  initial  and  final 
values  of /equal,  §  131,  or  to  make  the  successive  values  of  the 
adiabatic  drop  DH^  approximately  proportional  to  those  of  DH" 
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given  by  the  expansion  curve  if"—  B"=  AP^.  But  the  formula 
PV/PqVq=  f^  does  not  represent  the  expansion  curve,  as  conunonly 
assumed,  and  would  give  values  of  DH"  quite  inconsistent  with 
the  desired  result  /  =  constant,  as  shown  in  Example  3.  The  two 
curves  are  so  widely  separated  on  the  diagram  as  to  give  very 
different  results  for  the  small  difference  Dfl ",  but  the  values  of  PV 
chcinge  so  slowly  with  H  at  constant  P  that  they  remain  nearly 
the  same  for  both  curves  at  the  same  pressure.  The  formula 
H"—  B"=  kP^  represents  the  curve  of  constant  stage  efficiency 
sufficiently  closely  for  all  practical  purposes,  but  if  more  exact 
results  are  required,  they  may  be  obtained  by  the  method  of 
Examples  4  and  5. 

In  the  cctae  of  saturated  steam^  if  an  adiabatic  of  the  type  PV^  =  K 
is  assimied,  with  y  =  1-1804,  the  expression  for  the  adiabatic 
heat-drop  is  the  same  in  form  as  for  supersaturated  steam,  but 
with  the  index  coefficient  8/26*  in  place  of  8/18.  The  value  of  m 
required  to  make/constant  in  the  expansion  formula  H  —  B"=  kP^^ 
may  be  obtained  in  the  same  way  from  the  condition  PV/PqVq  =  f^, 
and  has  the  same  value  as  for  supersaturated  steam  for  the  same 
initial  and  final  states,  because  we  have  merely  changed  the  ex- 
pression for  DH^  by  inserting  a  different  value  of  the  constant, 
e.g.  from  PF/20-185  for  supersaturated  to  PF/19-605  for  saturated 
steam  under  the  conditions  of  Example  4.  The  required  value  of 
/is  changed  in  the  same  ratio  as  the  constant,  namely,  from  0*575 
to  0-550. 

If  the  steam  is  superheated  for  the  first  half  of  the  expansion,  and 
supersaturated  for  the  last  half,  as  in  Examples  6  and  7,  it  is  not 
possible  with  the  empirical  formula  to  represent  the  curve  of 
constant  /  quite  so  closely  with  a  single  value  of  m  obtained  as 
above  described.  If  F  =  0-60,  the  value  of  m  obtained  from  the 
final  state  is  0*1084.  The  empirical  formula  for  the  expansion  curve 
gives  /  increasing  at  first  from  0-56  to  0-58,  and  then  diminishing 
to  0*56.  By  finding  m  for  the  two  parts  of  the  expansion  separately, 
constant  values  of  /  may  be  obtained  for  each,  but  these  are 
necessarily  different  unless  the  intermediate  or  the  final  value  of 
H  is  chosen  to  make  them  the  same.  Thus  with  H^'=^  687*80  (dry 
sat.)  in  Example  7,  we  find/=  0-567  (constant)  when  m  =  0-1275 
for  the  superheated  stages.  To  get  the  same  value  of/ constant  for 

*  This  is  a  satiflfactoxy  appiozimation  for  amaU  ranges  of  pressure  as  explained 
in  a  preyious  section  (94),  and  is  good  for  a  single  stage. 
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the  supersaturated  stages,  the  final  value  of  H  must  be  587-8, 
with  m  =  0-0794. 

144.   Effect  of  Speed  and  Dimensions.   It  is  of  interest 

to  enquire  how  far  results  obtained  by  purely  theoretical  assiunp- 
tions  with  regard  to  the  form  of  the  characteristic  curve  by  the 
methods  illustrated  in  this  chapter,  can  be  realised  in  practice, 
and  how  they  may  be  related  to  the  speed  and  dimensions  of  the 
machine.  A  consistent  method  of  doing  this  is  afforded  by  the 
relation  between  speed,  dimensions,  and  efficiency,  given  in  §  127, 
Chapter  XI. 

The  assumption  made  in  the  present  chapter  that  the  initial 
velocity  17'  of  the  steam  in  each  stage  on  leaving  the  nozsde  is  the 
equivalent  of  the  adiabatic  heat-drop  DH^  in  the  nozzle,  without 
any  deduction  for  friction  or  allowance  for  velocity  carried  over, 
may  be  compared  with  the  assumption  made  in  the  previous 
chapter  that  the  energy  of  the  tangential  component  V  sin  a  of 
the  effective  steam- velocity  is  a  certain  fraction^'  of  the  whole 
energy  jaVdP  available  in  the  stage  considered.  Comparing  the 
two  equations, 

DH^=  U'^l2Jg,  and /j'JaFdP=  I/'^  sin^  a/2Jg, (16) 

we  observe  that,  since  jaVdP  must  be  nearly  equal  to  DH^  for 
any  nozzle,  the  two  assumptions  are  in  good  agreement,  provided 
that/2'=  sin^a,  which  gives  the  value  0'85,  if  sin  a  =  0-922,  or 
if  j3  =  22°  47'=  90°—  a,  for  the  angle  which  the  steam  jet  makes 
with  the  plane  of  the  wheel.  Taking  this  value  of  the  constant  for 
purposes  of  comparison,  it  is  easy  to  deduce  corresponding  values 
of/',  /",  z,  and  u  for  any  of  the  examples  taken  in  this  chapter. 

Taking  Example  1  by  way  of  illustration,  in  which  it  was 
assimied  that  F  was  constant  throughout  the  expansion,  or  that 
the  characteristic  could  be  represented  by  a  straight  line  on  the 
ffO  diagram — one  of  the  assumptions  most  frequently  made 
on  account  of  its  simplicity — it  is  instructive  to  consider  three 
possible  cases,  (1)  that  the  machine  is  designed  so  that  the  velocity- 
ratio  U'/u  is  constant  throughout,  (2)  that  u  is  constant,  (3)  that 
the  reaction  efficiency/"  is  constant. 

(1)  If  U'/u  is  constant,  z  and/'  are  also  constant,  and /"=///'. 
With  V'/u  ==  8,  we  obtain  the  results  given  in  the  following  table, 
which  show  that  u  must  increase  with  17',  and  that  /"  must 
diminish  in  the  same  ratio  as /throughout  the  expansion. 
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Table  VI.  Variation  of  m,  «,/'  and/"  in  Example  1,  §  140. 


No. 

1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

f 

1277 
0-600 

1286 
0-659 

1296 
0-582 

1306 
0-574 

1316 
0-566 

1326 
0-666 

1336 
0-548 

1346 
0-540 

1366 
0-532 

1367 
0-524 

(1)  If  U'/u  =  3,  z  =  2-766,  /'=  0-785,  f  =  //0-785. 


u 


fff 


426 
0-766 


429 
0-753 


4321    435 
0-741  0-732 


439 
0-721 


442 
0-709 


4461    449 
0-699  0-688 


452 
0-677 


466 
0-667 


(2)  If  tt  =  con8t.=  461,  2  =  U'/500,f"=  1149/(2  -  1), /'=///". 


2 

f 


/f 


2-564 
0-813 
0-739 


2-572 
0-808 
0-731 


2-592 , 2-612 
0-805  0-804 


2-632 
0-802 
0-704 


2-652 
0-800 
0-695 


2-672 
0-798 
0-687 


2-692 
0-795 
0-679 


2-712 
0-793 
0-671 


0-722 ;  0-713 
(3)  If  f  =  conat.=  0-800,/'=///",  z  from/',  u  =  0-922^772. 


2-734 
0-791 
0-663 


r 

2 
U 

0-750 
3-04 
387 

0-739 
3-12 
380 

0-727 
3-22 
371 

0-717 
3-31 
364 

0-706 
3-39 
368 

0-695 
3-49 
350 

0-685 
3-67 
346 

0-675 
3-65 
340 

0-665 
3-74 
334 

0-666 
3-83 
329 

(2)  If  the  mean  blade-velocity  u  is  the  same  in  different  ex- 
pansions, as  is  often  the  case  in  modem  machines,/'  will  diminish 
slightly  in  consequence  of  the  increase  of  U'  and  z,  but/"  will  still 
diminish  excessively. 

(8)  The  assumption/"  constant  requires  an  excessive  diminu- 
tion of  u  in  the  later  stages,  and  this  effect  would  be  further  ex- 
aggerated if  allowance  were  made  for  the  probable  increase  of/". 
It  seems  highly  improbable  that  any  existing  machine  could  give 
a  characteristic  of  the  type  F  =  constant. 

The  values  of  17'  and  /,  required  in  the  calculation,  are  taken 
from  §  140,  Example  1,  and  repeated  at  the  head  of  Table  VI  to 
save  reference.  When  u  is  given,  the  value  of/"  is  deduced  from 
that  6f  DH'\  which  is  10-858  for  each  stage  in  this  example.  The 
value  of  z  is  most  easily  obtained  from/',  when  this  is  known,  by 
means  of  a  curve,  which  saves  solving  the  quadratic. 

The  expression  given  in  Chapter  XI,  §  127  (21),  for  the  pressure- 
drop  in  one  expansion  of  a  reaction  turbine,  does  not  apply  to  the 
case  of  the  impulse  turbine  because  we  require  the  fined  value  of 
z  after  expansion  through  the  nozzle,  whereas  z^  in  (21)  is  the  mean 
value  during  expansion  in  the  several  stages.  This  relation  is 
replaced  by  its  equivalent  1443/ F'=  U'X\  for  the  impulse  turbine. 

If  we  treat  Example  2  in  the  same  way,  taking  a  uniform  blade- 
speed,  u  =  461  ft./sec,  we  obtain  the  following  results. 
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Example  2.  u  =  461,2  =  C77500,/"=  1-149/(2  -  1),/,'=  0-85  =/j", 

Z"-  0176. 

z      2*860  2-800  2-744  2-688  2-634  2-580  2-624  2-470  2-420    2-370 

/'     0-772  0-779  0-786  0-793  0-801  0-809  0-814  0-819  0-824    0-829 

/"    0-618  0-638  0-669  0-681  0-703  0-727  0-764  0-782  0-809    0-839 

X      1-6  20  2-6  1-0  1-4  20  2-8  4-2  6-7      10 

//'  0-610  0-638  0-666  0-681  0-724  0-762  0-787  0-808  0-824    0-832 

The  values  of  z  here  show  a  decrease  corresponding  with  the 
decrease  of  U\  and  those  of/'  a  small  increase.  The  values  of/" 
show  an  increase  as  expansion  proceeds  corresponding  closely  with 
those  of/ in  the  original  table.  These  are  compared  with  a  formula 
of  the  type/a."=/j"—  V'/x,  in  which  the  constant^"  is  taken  as 
0*85  in  the  later  stages  when  peripheral  admission  is  complete, 
and  as  0-726  in  the  first  three  stages,  when  the  admission  is  assumed 
to  be  partial.  The  relative  values  of  the  blade-heights  given  in 
the  line  x,  are  taken  from  an  existing  machine.  The  resulting  values 
of /p"  show  good  general  agreement  with  the  values  of/"  obtained 
from  the  particular  type  of  characteristic  assumed  in  Example  2, 
except  that  the  rate  of  variation  given  by  the  curve  is  too  nearly 
imiform  throughout,  and  is  more  rapid  than  we  should  expect 
in  the  later  stages,  where  the  efficiency  should  approach  a 
maximum. 

In  practice,  with  a  turbine  of  this  type,  a  superheat  of  at  least 
100°  to  150°  F.  would  be  employed,  and  the  efficiency  of  a  large 
machine  would  be  a  good  deal  higher  (about  F  =  0-70  with  super- 
heat) than  the  value  F  =  0-60  taken  in  the  example  for  saturated 
steam.  The  variation  of/ from  stage  to  stage  would  be  more  nearly 
represented  by  the  curve  of  Example  7,  but  unfortunately  there 
are  no  data  available  in  the  published  tests  for  the  calculation  of 
the  efficiency  for  the  separate  stages.  Allowing  for  the  effects  of 
supersaturation,  the  efficiency  in  the  later  stages  might  be  apt)reci- 
ably  reduced,  especially  as  no  allowance  for  this  effect  would  have 
been  made  in  the  design.  But  supersaturation  would  not  be  nearly 
so  important  with  initial  superheat  as  with  steam  initially  saturated. 
The  examples  in  the  next  chapter  are  intended  to  show  the  general 
nature  of  these  effects,  so  far  as  they  can  be  predicted. 

The  methods  described  in  the  two  preceding  chapters,  depending 
on  the  assumption  of  a  particular  type  of  characteristic  curve,  or 
of  particular  constant  values  of  the  stage-efficiency,  may  be  applied 
for  rough  calculations  of  the  relative  dimensions  of  a  machine,  or 
of  the  pressure-distribution   corresponding  to   the   assumptions 
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made.  Conversely,  in  experimental  tests,  when  the  dimensions 
and  speed  are  known,  and  the  pressure-distribution  is  observed, 
if  the  actual  form  of  the  characteristic  can  be  determined  from 
the  tests,  or  assumed  from  previous  experiments  on  similar 
machines,  it  is  possible  to  deduce  the  efficiency  in  the  separate 
stages,  and  to  estimate  the  effect  of  any  improvements  made  in  the 
design. 

In  using  the  HlogP  diagram,  the  efficiency  at  any  point  of 
the  curve  may  be  determined  by  drawing  a  tangent  and  measuring 
the  slope  tan  0  from  the  ratio  of  the  vertical  and  horizontal 
intercepts  in  millimetres.  The  value  of  the  stage-efficiency  /  is 
deduced  from  the  observed  slope  on  the  actual  scale  of  the  diagram 
by  the  numerical  formula, 

/=  528  tan  O/PV, (17) 

if  the  product  PV  is  taken  at  the  required  point  in  F.P.C.  or 
F.P.F.  units. 

It  is  very  often  assumed  that  the  efficiency  of  each  separate 
stage,  or  the  relative  efficiency  of  the  whole,  will  remain  constant 
under  different  conditions  of  load,  or  vacuum,  or  superheat;  but 
this  assumption  appears  to  give  results  materially  at  variance  with 
experiment,  as  shown  later.  The  reason  is  that  any  variation  in 
the  conditions  of  running  will  entail  corresponding  variations  in 
the  velocity-ratio,  which  affects  the  efficiency  of  the  separate  stages 
in  the  mahner  shown  by  the  curves  in  Fig.  29.  The  object  of  the 
formulae  explained  in  §  127  is  to  meet  this  difficulty  by  taking 
accoimt  of  the  variation  of  the  kinetic  efficiency/',  with  variation 
of  the  velocity-ratio  z.  The  efficiency  constant^',  and  the  reaction 
efficiency/",  may  be  assumed  to  remain  constant  for  each  stage 
under  various  conditions,  and  the  equations  then  permit  the  cal- 
culation of  the  appropriate  values  of  z,  DH,  DP,  and  /,  for  the 
various  stages.  The  method  of  calculation  is  illustrated  by  the 
following  example. 

Example  8.  Taking  the  data  of  Example  5,  with  equal  division 
of  work  and  available  energy  between  the  stages,  find  how  the 
distribution  of  pressure  will  be  altered,  at  ti  =  500  ft./sec,  if  M  is 
reduced  to  1/2  by  cutting  out  some  of  the  first  set  of  nozzles,  the 
other  conditions  remaining  unaltered. 

In  finding  the  effect  of  change  of  conditions,  it  is  frequently 
permissible  to  introduce  simplifications,  provided  that  both  parts 
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of  the  calculation  are  made  in  the  same  way.  The  steam  being  dry, 
we  may  neglect  6,  and  take  DaPV  =  SDH /IS  =  8-280  for  each 
stage.  The  available  energy,  jaVdP  for  each  stage  is  25-87  cals.  C. 
The  index  m  in  the  expansion  curve  PV  =  kP^  is  constant  and 
equal  to  8-28/25-87.  The  values  of  aPV  form  an  arithmetical 
progression,  from  which  the  values  of  P  at  intermediate  points  are 
readily  deduced  by  logarithmic  interpolation,  as  in  Chapter  XII, 
Example  8,  by  the  formula, 

m  X  log  (P'/P'')  =  log  (P'F7P"F"). 

The  values  of  P  thus  obtained  at  the  intermediate  points  are  shown 
in  the  following  table,  and  do  not  differ  materially  from  those 
previously  given  in  Example  5,  though  obtained  by  a  much  simpler 
method  on  slightly  different  assumptions. 

Table  VIII.  Pressure  Distribution  for  Normal  Conditions. 


Point  No. 

1 

2 

3 

4 

6 

6 

7 

8 

9 

aPV 

P 

lOOz/V" 

64*35 
112-3 
5003 

6112 
7500 
3517 

67-89 
4900 
24-26 

54-66 
31-20 
16-36 

51-43 
19-34 
10-78 

48-20 
11-61 
6-906 

44^97 
6-727 
4-288 

41-74 
3-758 
2-582 

38-51 
1-994 
1-484 

For  simplicity,  the  stage-efficiency /is  preferably  defined  as  the 
ratio  of  DH  to  the  whole  available  energy  in  each  stage,  in  place 
of  the  adiabatic  heat-drop  in  the  nozzle.  This  gives 

/=  14/25-87  -  0-552  (constant). 

If/j'=  0-85,  as  in  (16),  in  the  equations, 

SaVdP  =  zhi^ftjgf^,  and  Z)if  =  4  (z  -  1)  uJ"l2Jg,  ...(18) 

we  must  have  z  =  2-788,  /"=  0-706,  both  constant  under  normal 
conditions.  In  general,  /"  would  increase  in  the  later  stages,  but 
the  assumption,  /  =  constant,  is  so  commonly  made  that  it  may  be 
adopted  for  simplicity  in  the  calculation,  since  the  variation  of/" 
is  immaterial  for  the  present  purpose. 

The  value  of  z  in  any  stage  follows  from  the  definition  (§  114), 

2  =  17  tan  aju  =  V  sin  aju  =  144iJf F'  sin  aluX\  ...(19) 

from  which  it  appears  that  zjV"  will  vary  nearly  in  the  same  way 
as  M  when  a,  u,  and  X'  remain  constant,  as  in  the  present  example. 
Thus  the  final  value  of  aPV  for  stage  10  at  1  lb.  being  85-28,  the 
final  value  of  V"  is  8480,  and  the  ratio  z/F"=  2-788/848  =  0-00818, 
imder  normal  conditions.  When  M  is  reduced  to  1/2,  the  value  of 


xin]  THE  MPULSE  TURBINE  84T 

zlV"  for  this  stage  will  be  reduced  to  0'004065,  and  similarly  for 
the  other  stages,  for  which  the  normal  values  of  zjV**  are  given  in 
Table  VIII. 

To  find  the  intermediate  pressures  when  M  is  reduced  to  1/2, 
since  m  will  no  longer  be  constant,  it  is  most  convenient  to  start 
with  an  assumed  value  of  the  final  volume,  and  calculate  the  stages 
in  succession.  With  the  above  value  of  zjV"  for  the  last  stage,  if 
F'"=  852,  we  have  z  =  1-481.  To  find  DH,  DaPV,  and  DP,  we 
have  from  (18)  the  simple  numerical  formulae, 

DP  =  P"l(0'S0e4(iP^VJz^-  1/2), 

and  DH  =  7-88  (z  -  1)  =  ISDaPV/S, (20) 

in  which  the  approximate  expression  aP^n^^DPKP^^-^  DP/2)  is 
taken  for  faVdP,  which,  as  previously  explained  in  §  107,  is 
near  enough,  provided  that  DP  is  not  greater  than  P"/^*  Thus 
we  find,  for  the  last  stage,  with  P"=  1  lb.,  DH  =  8-88,  DaPV  =  0-78, 
aP'^V'^  86-40,  aPjr^=  86-79,  DP  =  0-200,  P'=  1-200.  From 
aP'V'-^  87-18,  we  find  F'  =  801-8,  giving  z  =  2-286  for  the  next 
stage.  Since  we  are  concerned  chiefly  with  small  differences,  all 
the  operations  may  be  very  quickly  and  easily  performed  with  a 
small  slide-rule.  The  value  of  z  comes  out  nearly  constant  for  the 
next  seven  stages,  varying  only  from  2-67  to  2-68.  Except  for  the 
last  two  stftges,  the  values  of  P  are  all  about  2  per  cent,  less  than 
half  the  values  in  Table  VIII.  The  pressure  in  the  first  chamber 
comes  out  54*6  lbs.,  giving  a  drop  of  110  lbs.  for  the  first  nozzles. 
By  hypothesis  X  is  changed  for  these  nozzles,  so  that  z  cannot  be 
deduced  from  F",  but  must  be  calculated  from  (18)  using  the  log- 
arithmic formula  for  jaVdP,  with  the  given  value  of  DP.  This  tHII 
give  fairly  probable  values  of  z  and  DH,  assuming  that  the  nozzle 
is  designed  to  suit  so  large  a  range  of  pressure-drop.  A  nozzle  with 
a  long  and  nearly  uniform  throat,  as  shown  by  the  curve  X^  in 
Fig.  24,  would  be  suitable  for  a  considerable  range,  but  more 
details  would  be  required  for  an  exact  calculation. 

Owing  to  the  diminution  of  pressure  at  M  =  Mo/2,  there  is  an 
appreciable  reduction  of  available  energy  and  heat-drop  in  the 
last  nine  stages,  but  the  efficiency  of  these  stages  is  slightly  im- 
proved owing  to  the  reduction  of  z.  The  heat-drop  in  the  first 
stage  is  doubled,  but  the  efficiency  is  reduced  to  /  =  0-405.  The 
total  heat-drop,  under  the  conditions  assumed,  is  reduced  from  140 
at  i»f  =  Mq,  to  184  at  Af  =  Mo/2. 

It  is  often  desirable  in  the  case  of  turbo-electric  generators  to 
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maintain  a  high  efficiency  at  low  loads,  with  a  maximum  some- 
where between  1/2  and  8/4  load,  as  shown  by  the  lower  curve  in 
Fig.  28.  One  of  the  simplest  ways  of  doing  this,  in  the  present 
example,  would  be  to  replace  the  first  wheel  by  a  compound  wheel. 
This  would  involve  a  slight  reduction  of  efficiency  in  the  first  st€ige 
at  full  load,  assuming  that  the  steam-velocity  remained  the  same, 
but  the  efficiency  would  improve  with  increase  of  steam-velocity, 
reaching  a  maximiun  in  the  neighbourhood  of  z  =  4,  and  main- 
taining a  high  value  at  low  loads,  when  the  heat-drop  in  the  first 
stage  is  a  large  proportion  of  the*  whole,  according  to  the  method 
of  regulation  by  cutting  out  nozzles. 

The  reason  why  a  reciprocating  engine,  when  regulated  by 
varying  the  cut-off,  gives  a  curve  of  a  simUar  type,  with  a  maximum 
efficiency  at  intermediate  loads,  is  that,  beyond  a  certain  point, 
the  increase  of  cylinder  condensation  and  leakage  more  than 
counterbalances  the  improvement  due  to  increase  of  expansion- 
ratio. 

Regulation  by  Throttling.  When  the  regulation  is  effected  by 
throttling  the  initial  pressure  in  place  of  cutting  out  nozzles,  the 
same  method  of  calculation  applies.  If  the  same  final  state  is 
assiuned,  the  numerical  results  wiU  be  the  same  for  the  last  nine 
stages,  and  the  pressure-drop  for  the  first  stage  may  be  calculated 
in  the  same  way  as  for  the  other  stages.  With  a  final  volume, 
F"=  852,  as  above,  the  initial  pressure  comes  out  80-4  lbs.,  but 
the  initial  vaJue  of  H  is  only  788*8  in  place  of  756.  If  the  initial 
value  of  H  is  supposed  to  remain  constant  and  equal  to  756  when 
M  is  reduced  to  MqI2  by  throttling,  we  require  a  final  volume 
P"=  874,  and  the  initial  pressure  is  foimd  to  be  82*9  lbs.,  or  very 
nearly  half  that  at  full  load. 

It  appears,  according  to  this  method  of  calculation,  that  the 
flow  M  is  very  nearly  proportional  to  the  initial  pressure  when  the 
regulation  is  effected  by  throttling  at  constant  H,  This  is  closely 
confirmed  by  experiment,  and  may  generally  be  assumed  in  making 
the  calculation  in  the  opposite  order,  starting  with  the  initial  state, 
for  any  given  fraction  of  the  normal  mass-flow. 

The  heat-drop  becomes  negative  for  values  of  z  less  than  unity 
in  the  later  stages  at  low  loads.  Work  is  wasted  in  friction,  giving 
an  increase  in  place  of  a  diminution  of  Hy  apart  from  external 
heat-loss.  The  following  table  shows  the  effect  in  question,  which 
begins  to  appear  in  the  neighbourhood  of  quarter  load  in  the 
present  example. 
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Table  IX.  Regulation  by  Throttling.  M- 

-  Mo/4. 

No. 

1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

DH 
P' 

2-763 
13-80 
41-43 

2-761 
13-79 
28-22 

2-760 
13-78 
18-88 

2-769 
13-78 
12-33 

2-768 
13-77 
7-872 

2-767 
13-76 
4-883 

2-666 
13-04 
2-936 

2184 

9-27 

1-769 

1-446 

3-48 

1-239 

0-840 
-1-26 
1-066 

P'  is  the  initial  value  of  P  in  each  stage.  The  initial  value  of  If 
is  taken  as  756,  and  the  final  value  of  F"  is  414  cb.  ft,  at  1  lb.  The 
total  heat-drop  is  107-2.  The  same  equations  (20)  are  employed 
throughout  for  DP  and  DH^  but  the  values  of  zJV*'  are  1/4  of  those 
given  in  Table  VIII.  If  the  regulation  is  effected  by  cutting  out 
nozzles  in  place  of  throttling,  the  calculation  is  the  same,  except 
for  the  first  stage,  but  the  final  volume  is  880,  and  the  total  heat- 
drop  may  be  as  high  as  124  nearly,  if  full  efiiciency  is  assumed  for 
the  first  nozzles  in  spite  of  the  excessive  pressure-drop. 

The  cut-out  method  will  always  give  better  efficiency  than 
simple  throttling  at  low  loads,  because  it  utUises  the  full  pressure- 
drop.  For  this  reason  among  others,  the  first  stctges  of  a  reaction 
turbine  are  often  replaced  by  impulse-wheels.  The  effects  obtained 
in  the  early  stages  depend  greatly  on  details  of  design,  but  the 
two  t3rpes  are  essentially  similar  in  the  later  stages,  so  that  similar 
methods  apply.  Many  of  the  results  obtained  for  reaction  turbines 
in  the  two  following  chapters  apply  with  slight  modifications  to 
impulse  turbines. 


CHAPTER  XIV 

REACTION  TURBINE  ANALYSIS 
145.   Calculation  of  the  Flow  Through  an  Expansion. 

The  equations  given  in  Chapter  XI,  §  127,  for  the  flow  through  an 
expansion  consisting  of  N  similar  pairs  of  fixed  and  moving  blade- 
rings  with  the  same  annular  area  X,  can  be  appHed  to  the  solution 
of  any  thermodynamical  problem  relating  to  the  flow  through  a 
reaction  turbine  when  sufficient  data  are  available. 

The  equations  in  question  may  be  summarised  as  follows: 

Available  energy,  SaVdP  =  (Nu^/Jg)  zj/f^'^  ^.z^lSx.  ••••(D 

Heat-drop,  BK  =  H'-  iff"=  (2z^-  1)/"Z,   (2) 

Pressure-drop,  DP  =  P'-  P"=  NuMz^  tan  algf^X (3) 

where  z^  denotes  the  mean  effective  value  of  the  velocity  ratio 
z  =  U  tan  a/u,  and  Z  is  used  as  a  convenient  abbreviation  for  the 
energy  constant  Nu^/Jg  of  the  expansion  considered.  The  method 
of  applying  these  equations  depends  on  the  object  of  the  investiga- 
tion and  on  the  available  data.  It  will  be  convenient  to  distinguish 
three  general  cases  among  many  possible  varieties. 

(1)  Efficiency  Tests.  When  the  dimensions  are  known,  and  the 
heat-drop,  pressure-drop,  mass-flow,  and  speed  are  observed,  the 
equations  can  be  employed  for  finding  the  efficiency  constants 
fi,f'\  and  the  velocity  ratio  z^. 

(2)  Variation  of  Conditions.  When  the  efficiency  constants  are 
kno\\Ti  from  tests  under  standard  conditions,  the  equations  may 
be  employed  for  investigating  the  effect  of  variation  of  conditions 
of  running,  or  state  of  the  steam,  such  as  (a)  Speed,  (b)  Initial  or 
Final  Pressure,  (c)  Superheat,  Wetness,  or  Supersaturation. 

(8)  Choice  of  Dimensions.  When  the  constants  are  known  from 
tests  of  similar  machines,  the  equations  can  be  employed  for 
choosing  suitable  dimensions  for  any  desired  purpose,  having 
regard  to  the  limitations  of  speed  and  pressure-range,  and  to  the 
probable  state  of  the  steam. 

It  is  proposed  in  the  present  chapter  to  give  examples  of  different 
methods  of  solution  in  various  cases,  and  to  discuss  the  limits 
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within  which  the  equations  may  legitimately  be  applied,  either  to 
a  single  expansion,  or  to  a  complete  turbine. 

Dimensional  Constants.  For  thermodynamical  purposes,  the 
material  dimensions  of  an  expansion  can  be  summarised  by  two 
constants,  which,  with  the  speed  R  in  revs./min.^  suffice  to  define 
the  properties  of  the  expansion,  independently  of  the  absolute 
dimensions  in  many  respects. 

The  Energy  Constant^  Z  =  Nu^jJgy  in  thermal  units  (cals.  C, 
or  B.Th.U.),  enters  into  the  expressions  for  the  available  energy 
and  the  heat-drop.  Z  varies  as  the  square  of  the  speed,  but  since 
all  the  values  of  Z  for  the  expansions  on  any  one  rotor  are  changed 
in  the  same  proportion  when  the  speed  is  varied,  it  is  most  con- 
venient to  include  the  speed  in  Z  by  calculating  the  values  for 
normal  speed,  and  reducing  them  by  a  constant  factor,  proportional 
to  jB^,  ^hen  the  speed  is  changed. 

The  Expansion  Constant^  Z'=  Nu  tan  ajX  =-  NR  tan  a/720iF, 
determines  the  pressure-drop  DP  in  conjimction  with  M  and  »^, 
and  incidentally  the  appropriate  expansion-ratio.  If  M  and  z^ 
are  the  same  for  the  different  expansions  on  one  rotor  under  normal 
conditions  of  running,  the  values  of  DP  will  be  simply  proportional 
to  those  of  Z',  a  condition  which  is  readily  tested  at  any  time. 

The  Discharge  Constant,  Z"=  aZ'^lgZ  =  144iV  tan«a/A'2,  is  not 
an  independent  constant,  since  it  can  be  deduced  from  Z  and  Z', 
but  is  useful  in  calculating  the  discharge  M.  Z"  has  the  advantage 
of  being  independent  of  the  speed,  and  is  useful  for  finding  the 
pressure-distribution,  as  explained  in  the  next  chapter,  when  M 
is  the  same,  but  z^  different,  for  the  different  expansions  in  a 
turbine. 

The  effects  of  tip-leakage,  as  explained  in  the  next  chapter,  are 
of  considerable  importance  in  modifying  the  flow  and  the  efficiency 
in  a  high-pressure  turbine,  because  they  affect  the  different  ex- 
pansions in  different  degrees.  Fortunately  the  expansion  constant 
Z',  and  the  discharge  constant  Z",  are  readily  corrected  for  tip- 
leakage  by  simply  substituting  a;  +  2Z  for  a?,  where  I  is  the  tip- 
clearance.  This  correction  does  not  affect  the  relative  values  for 
a  single  expansion,  and  will  therefore  be  omitted  in  the  present 
chapter,  since  it  may  be  supposed  to  be  included  in  the  given  values 
of  the  constants/"  and  a?. 

As  an  example  we  may  take  the  first  expansion  of  a  large 
slow-speed  marine  turbine  (SS.  Mauretania)  with  the  following 
dimensions: 
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Rotor  diameter,  96  in.,  cylinder,  101 -5  in.,  area,  X  =  858  sq.  in. 
Number  of  stages,  iV=  16,  discharge  angle,  a  =  70°,  tan  a =2-7475. 
At  194  revs./min.,  u  =  88-6  ft./sec,  Nu^jJg  =  Z  =  2-480  cais.  C. 

We  will  first  find  the  values  of /i',  /",  and  2^,  for  the  following 
conditions,  which  correspond  closely  with  the  normal  conditions 
of  running : 

[nitial  pressure,  150  lbs.  (gauge),  final,  115  lbs.,  bar.  80  in. 
Mass-flow,  M  =  116  Ibs./sec,  heat-drop,  DH  =  6-28  cals.  C. 

which  give  the  following  values  of  P,  F,  and  Hi 

Initial  state  (dry  sat.),  P'=  164-7,ff'=  667-54,  F'=  2-785  (F.P.C.) 
Final  state  (supersat.),  P"=  129-7,  ff"=  661-26,  F"=  8-424    „ 

Substituting  the  given  data  in  equation  (8),  we  find 

«fii//i'=  DPgX/NuM  tan  a  =  2-255. 
Putting  this  value  in  equation  (1)  with  jaVdP  =  11-09,  We  find 

««=  1109/2-255  X  2-480  =  1-988, 
whence  //=  0-880,    /'=  0-664. 

Finally  from  equation  (2),  we  obtain /"=  0-854,/=  0-566. 

When  all  the  required  data  are  given,  the  calculation  of  the 
constants  is  very  simple,  but  there  are  some  points  which  require 
discussion. 

146.  The  Available  Energy.  The  value  of  faVdP  in 
equation  (1)  may  be  taken  roughly  as  aPT'  (P'-  P")  2/(P'+  P"), 
when  F"  is  unkno\vn,  but  this  is  insufficiently  accurate  for  large 
ranges  of  pressure.  It  gives  11-22  cals.  in  the  present  case,  which 
is  a  fair  approximation,  because  the  pressure  range  is  small,  but 
it  is  better  to  use  the  formula, 

SaVdP  =  {aPT-  aP"V'')  log  (P'/P'^/log  (PT'/P'T") 

^D{aPV)lm (4) 

as  explained  in  Chapter  X,  §  107,  which  gives  very  accurate  results 
for  the  available  energy,  even  if  the  value  of  F"  is  only  approxi- 
mate, or  if  the  actual  expansion  curve  does  not  agree  very  closely 
with  the  formula  PV  =  kP^.  Any  small  error  in  the  difference 
P'F'—  P"F"  is  compensated  by  the  corresponding  error  in  the 
difference  between  the  logarithms  of  the  same  numbers,  and  does 
not  give  rise  to  a  proportionate  error  in  the  value  found  for  the 
integral.  The  ratio  of  the  difference  of  the  logarithms  of  PV  to  that 
of  the  logs  of  P'  and  P"  gives  the  value  of  the  index  m  in  the  formula 
PV  =  kP^9  which  is  often  required.  If  the  heat-drop  DH  is  varied 
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in  the  present  case  over  the  extreme  range  from  zero  to  the  adia* 
batic  value  10«96,  the  available  energy  varies  only  from  11'265  to 
the  same  adiabatic  value,  a  variation  of  less  than  8  per  cent.,  so 
that  it  is  not  necessary  to  know  DH  very  accurately  in  order  to 
get  a  good  value  of  z^  from  equation  (1). 

The  formula  for  the  integral  of  aVdP  takes  no  account  of 
possible  variations  in  the  form  of  the  expansion  curve  between 
the  initial  and  final  states,  but  this  makes  very  little  difference  to 
the  value  of  the  integral  (especially  for  small  ranges  of  pressure), 
as  is  most  easily  appreciated  by  taking  a  numerical  example.  For 
given  initial  and  final  values  of  P  and  F,  the  form  of  the  expansion 
curve  can  be  represented  very  closely  in  all  practical  cases  by  an 
equation  of  the  type  H  —  B"=  kP^.  The  integral  of  aVdP  along 
a  curve  of  this  type  in  the  case  of  dry  steam  is  accurately  given  by 

laVdP  -  (8/13)  (fi"-  464)  log,  {P'lP")  +  SDH/lSm 

+  000127  DP,  ...(5) 

which  is  easily  calculated.  With  the  initial  and  final  states  above 
given,  the  expansion  curves  differ  quite  appreciably  for  the  two 
cases, 

(1)  2  =  1-988  (constant),  a^=  70"*, 

and  (2)  a  =»  70**  (constant),  2^=  1-988. 

The  corresponding  values  of  the  constants  in  the  formula 

H  -  fi"=:  kP^ 
are: 

(1)  fi"=  B  =  464,  m  =  018120, 

(2)  fi"=  627-26,  m  =  0-7095, 

which  are  widely  different;  but  the  values  of  the  integral  of  aVdP 
along  either  curve  are  very  nearly  the  same,  namely,  (1)  11-089, 
(2)  11-087.  The  fact  that  the  available  energy  varies  so  Uttle  imder 
different  conditions  when  the  initial  and  final  states  are  given, 
makes  equation  (1)  a  very  convenient  and  consistent  method  of 
calculating  the  mean  effective  value  of  z  in  any  case. 

147.  The  Velocity-Ratio  z.  The  usual  method  of 
calculating  the  value  of  the  velocity-ratio  in  each  expansion  for 
normal  blades  is  to  take  the  effective  aperture  of  the  guide-blades 
as  one-third  of  the  annular  area  X,  which  gives 

U'lu  =  4^S2MVIuX  «  U  sec  a/Uy 

which  is  not  quite  the  same  as  z.  This  is  equivalent  to  taking  the 

as.  23 
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discharge  angle  a  as  70°  82\  but  the  fraction  of  the  degree  above 
70**  is  unimportant  for  the  present  purpose. 

The  value  of  a  required  in  the  formula  for  2,  namely, 

z  =  l^^MVtana/uX (6) 

is  the  angle  which  the  direction  of  the  discharge  makes  with  that 
of  the  axis,  in  the  clearance  space  between  the  blades.  This  cannot 
be  measured  with  great  precision,  but  may  be  assumed  to  remain 
constant  for  any  particular  blade-ring  when  any  of  the  other 
conditions  are  changed,  and  to  remain  uniform  throughout  the 
expansion  if  the  blade-angle  is  uniform.  The  blade-angle  may  be 
varied  in  different  ways,  but  it  will  suffice  for  the  present  purpose 
to  consider  only  two  cases,  (1)  that  in  which  the  blade-angle  is 
varied  in  such  a  way  as  to  keep  z  the  same  for  each  step  in  the 
expansion,  (2)  that  in  which  the  discharge  angle  is  the  same  for 
each  step. 

(1)  If  z  is  to  be  uniform,  it  is  evident  from  (6)  that  the  product 
V  tan  a  must  be  the  same  for  each  blade-ring  at  exit;  and  it  follows 
from  (1)  and  (8)  that  the  common  value  of  the  product  must  be 
V^'  tan  a^,  where  V^'  is  the  mean  value  of  V  at  equal  intervals 
of  P,  given  by  V^'DP  =  fVdP^  and  tan  a^  is  the  value  of  tan  a 
employed  in  equation  (8).  The  method  of  solution  previously  given 
will  be  exact  in  this  case,  which  is  of  theoretical  interest  on  account 
of  its  simplicity,  but  is  seldom  adopted  in  practice. 

(2)  If  the  blade-angle  is  imiform  throughout  the  expansion,  it 
is  evident  from  (6)  that  z  must  vary  directly  as  F,  and  from  (1) 
that  the  pressure-drop  in  each  step  will  also  be  nearly  proportional 
to  F.  It  follows  that  the  drop  of  P/V  will  be  nearly  the  same  in 
each  step,  and  that  the  mean  values  of  V  and  z  for  the  expansion 
must  be  taken  at  equal  intervals  of  P/V.  The  required  mean  value 
of  V  along  the  curve  PF=  AP*",  is  given  by  the  formula, 

F«"=  (2  -  m)  (P'-  P")I{P'IV'--  P'VF")  =  (2  -  m)DP/D{P/r). 

(T) 

The  mean  value  of  tan  a,  if  required  in  case  (1),  may  similaiiy 
be  foimd  by  taking  the  mean  value  of  l/V  at  equal  intervals  of  PF, 

(1/F)«=  DP/SVdP  =  144Af  (tan  a)JzjuX,    (8) 

which  is  seen  to  be  simply  the  reciprocal  of  F^'=  fVdP/DP,  as 
stated  above. 

Owing  to  the  difference  between  F^"  and  F^'  there  will  be 
slight  differences  between  case  (1)  and  case  (2),  which  will  be 
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discussed  in  detaU  in  a  later  section,  but  the  correction  required  for 
case  (2)  in  the  previous  example  would  be  only  1  in  600  on  DH  or  itf , 
and  is  seldom  of  much  importance  in  any  practical  case. 

148.   Correction  for  Discontinuity  of  Expansion.   It 

might  naturally  be  expected  that  the  emplo3anent  of  methods  of 
continuous  integration  would  give  rise  to  material  discrepancies 
in  the  calculation,  since  the  expansion  is  really  discontinuous,  taking 
place  in  2-^  separate  steps.  It  follows  however  from  the  form  of 
the  equations  that  this  will  not  introduce  any  material  errors  in 
the  proposed  method  of  calculating  z^  or  Dff,  but  it  may  be 
necessary  in  exceptional  cases  to  apply  a  correction  for  discon- 
tinuity to  the  value  foimd  for  M  in  case  (2).  It  happens  however 
that  the  correction  is  of  the  opposite  sign  to  that  discussed  in  the 
previous  section,  and  is  nearly  of  the  same  order  of  magnitude,  so 
that  both  may  be  neglected  in  the  majority  of  practical  cases,  so 
far  as  i(f  is  concerned,  unless  the  object  is  to  test  the  limit  of  ac- 
curacy of  the  method  of  calculation. 

The  value  of  F^"  given  by  the  continuous  integral  in  (7)  is  very 
nearly  the  mean  of  the  values  of  V  at  the  middle  points  of  the  separate 
steps,  but  differs  slightly  from  the  mean  of  the  values  of  V  at  the 
ends  of  the  steps,  which  is  the  mean  required  for  deducing  M  from 
zj'  by  equation  (6).  If  Fq  is  the  initial  value  of  F,  and  if  F^ , 
F^,  ...  Fjj^,  are  the  final  values  of  F  in  each  step,  it  is  evident  that 
the  value  of  V^"  given  by  (7)  satisfies  the  formula 

2iVF^"=  Fo/2  +  Fi  +  V^-¥  ...  H-  F,^.i  +  F^/2, 

since  the  mean  value  of  F  for  each  step  is  very  nearly  the  mean  of 
the  initial  and  final  values  when  the  steps  are  small.  Thus  the 
correction  to  be  added  to  F^"  in  order  to  obtain  the  mean  of  the 
values  from  F^  to  V^n^  excluding  F©  but  including  V^^  is  evidently 
(Fjjf— Fo)/4iV,  which  may  conveniently  be  written  DV/iiN^  where 
DV  is  the  difference  of  the  initial  and  final  volumes  for  the  whole 
expansion.  This  correction  has  the  effect  of  reducing  M  in  case  (2) 
by  the  fraction  DVl4tNV^'\  which  amounts  to  1  in  800  in  the 
previous  numerical  example.  The  correction  discussed  in  the 
preceding  section  has  the  effect  of  increasing  M  in  case  (2)  by  half 
the  percentage  difference  between  F^'  and  F^".  Both  corrections 
increase  with  the  expansion-ratio,  but  they  become  equal  and 
opposite  when  F^'—  VJ'  is  equal  to  DVj2Ny  which  would  happen 
in  the  previous  example  if  the  expansion-ratio  were  nearly  doubled. 

23—2 
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It  follows  that  both  corrections  may  usually  be  neglected  for 
practical  purposes  through  a  fairly  wide  range. 

149.  The  Efficiency-Constant//.  The  preceding  com- 
parison between  the  two  cases,  (!)  z  constant,  and  (2)  a  constant, 
rests  on  the  assumption  that  the  coefficient  fi  is  independent  of 
the  discharge  angle  a,  which  cannot  be  exactly  true.  It  is  probable, 
however,  that  there  is  a  maximum  value  offi  somewhere  in  the 
neighbourhood  of  a  =  70**,  so  that/^may  be  taken  as  constant  when 
z  is  constant  for  a  moderate  range  of  variation  of  a.  It  is  evident 
that  for  very  fine  angles  of  discharge  {a  near  90°),  the  losses  due  to 
the  axial  clearance,  to  the  thickness  of  the  blades,  and  to  the 
curvature  of  the  blade-path,  must  increase  considerably.  On  the 
other  hand,  when  the  blades  are  opened  out  (a  diminished),  the 
value  of  ^'  tends  to  diminish,  because  the  tangential  or  effective 
component  of  the  velocity  is  reduced  in  comparison  with  the 
whole  velocity  on  which  the  frictional  losses  chiefly  depend.  We 
may  safely  assume  that  the  angles  adopted  in  practice  represent 
an  empirical  compromise  between  these  conflicting  interests,  and 
give  a  fair  approximation  to  the  condition  of  maximum  efficiency. 
The  published  data  do  not  afford  sufficient  evidence  for  the  proper 
investigation  of  this  point,  but  it  seems  fair  to  assume  the  approxi- 
mate constancy  of  ^'  in  the  case  of  normal  blades.  In  the  case  of 
wing-b]^es,  when  the  reduction  of  a  is  pushed  to  extremes,  there 
will  doubtless  be  an  appreciable  reduction  of  efficiency,  which 
appears  to  require  further  investigation. 

In  finding  the  value  of  ^'  from  experimental  observations,  it 
will  be  seen  that  an  error  of  1  per  cent,  either  in  the  observed  value 
of  My  or  in  the  assumed  value  of  a,  will  introduce  an  error  of 
2  per  cent,  in  the  resulting  value  of  ^'.  It  may  for  this  reason  be 
preferable,  if  the  values  either  of  M,  or  of  a,  are  imcertain,  as  is 
sometimes  the  case,  to  employ  the  equation  with  an  assumed  value 
oifi  for  deducing  either  M  or  a,  or  the  product  M  tan  a,  if  both 
are  uncertain.  It  is  often  possible  to  obtain  reliable  results  with 
regard  to  the  variation  of  other  conditions,  without  an  exact  know- 
ledge of  the  absolute  values  of  ^',  M^  and  a,  provided  that  the 
conditions  are  such  that  these  quantities  can  be  regarded  as  con- 
stant. Even  when  the  observations  are  incomplete  in  certain 
respects,  it  does  not  necessarily  follow  that  they  are  useless  for  the 
purposes  of  analysis.  Unless  otherwise  stated  the  value  0*888  will 
usually  be  taken  for^'  in  a  slow-speed  marine  turbine. 
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ISO-  To  Find  the  Final  State  given /i' and/".  When 
the  efficiency  constants  are  given,  in  addition  to  the  dimensions, 
speed,  and  initial  state,  the  final  state,  required  for  the  beginning 
of  the  next  expansion,  can  be  found  with  the  aid  (rf  any  one  of  the 
remaining  unknown  quantities,  namely,  faVdPj  or  z^,  or  DH^ 
or  DP,  or  M,  or/,  or/'.  The  quantity  most  readily  observed  is  P", 
giving  DP;  but  in  many  cases  M  only  is  given,  and  is  subject  to 
uncertainties  of  dummy-leakage,  though  it  may  remain  constant 
for  several  successive  expansions.  In  the  case  of  superheated  steam, 
jff"  or  DH  may  be  observed  in  addition  to  P"  by  observing  the 
temperature,  but  DH  or  jaVdP  generally  occur  as  data  in  the 
inverse  problem  of  finding  the  dimensions  to  suit  equal  division 
of  the  heat-drop  or  available  energy.  The  simplest  case  is  that  in 
which  z^  is  given,  which  readily  permits  direct  solution  of  the 
equations  in  the  case  of  dry  steam.  If  JaFdP,  DH,f,  or/'  is  given, 
z^  is  easily  found,  but,  in  the  case  of  saturated  steam,  it  is  necessary 
to  proceed  by  trial  and  interpolation,  with  the  aid  of  the  tables. 

Taking  the  dimensions  and  speed  given  in  the  previous  example, 
with  the  values  fi  =  0-880,  and  /"=  0*842,  the  three  equations 
reduce  immediately  to  the  following  numerical  forms: 

iaVdP  =  2-8182^«  ...(1),     DH  =  2-088  {2z^-  1)  ...(2), 

DP  =  0-1520M2„  ...(8). 

If  z^  is  given,  DH,  /,  /',  are  easily  found.  P",  and  hence  DP 
and  M,  are  obtained  by  inverting  the  formula  for  jaVdP^  thus, 

log  {P'lP'')  =  2-8182,„«  log  (PT'/P"V")l{aP'V''-  aP'T''). 

In  the  case  of  dry  steam,  the  drop  of  aPV  is  given  in  (F.P.C.)  units 
by  the  exact  formula, 

DaPV^  aPT-  aP"V''^  SDH/lS  +  0-00127DP, (9) 

in  which  the  last  term  may  usually  be  neglected. 

In  the  present  example,  suppose  that  it  is  required  to  find  DP 
for  the  case  in  which  «„=  2,  with  the  initial  state  P'=  164-7, 
aP'V'^  47-17.  From  (2),  DH  =  6-624,  whence  DaPV  -  1-445,  if 
0-00127DP  is  neglected. 

log  (P'/P'')  =  11-272  X  0013512/1-445  =  010540, 
P"=  129-21,  M=  116-7. 

If  the  small  term  is  not  neglected,  DaPV  =  1-490,  P"=  129-19, 
M  =  116-8.  The  small  change  in  DaPVy  changes  log  {P'V'IP'T'*) 
to  0*018940,  in  nearly  the  same  proportion  as  DaPV,  so  that  the 
result  is  very  little  altered. 
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If  DP  ■=  85-51  is  given  in  place  of  z^^  2,  we  have  first  to  find 
an  approximate  value  of  z^  from  the  formula 

iaVdP  =  aP'r'2DPI{P-h  P"), 

which  gives  jaVdP  =  11-40, 2?^=  2*011,  in  the  present  case.  From 
which  we  find,  DH  =  6-81,  DaPV  =  1-500,  faVdP  =  11-272, 
2^-  2-000,  DH  =  6-264,  M  =  116-8.  The  approximation  is  so 
rapid  that  it  is  seldom  necessary  to  go  further. 

On  the  other  hand,  if  itf  =  116-8  were  given  in  place  of  DP, 
it  would  be  necessary  to  solve  a  quadratic  in  Zy,^  in  order  to  find  an 
approximate  value.  It  is  easier  in  this  case  to  guess  a  pair  of  trial 
values  of  DP  and  z^  to  fit  equation  (8),  and  to  use  the  trial  value 
of  z  to  find  DH  and  DaPV  from  (2),  and  the  corresponding  value 
of  DP  to  find  faVdP  and  z^  from  (1).  If  the  first  trial  values  were 
DP  =  85,  z^=  1-971,  we  should  find  from  (2)  DaPV=  1-462,  giving 
faVdP  =  11-092,  z^  =  1-984,  from  (1),  showing  that  higher  values 
of  z  and  DP  are  required.  The  trial  value  of  z  must  be  raised  by 
rather  more  than  twice  the  difference  between  1-984  and  1-971, 
suggesting  z  ^  2-00  for  the  next  approximation.  If  the  second  trial 
should  not  give  exact  agreement  between  the  values  of  aVdP 
from  (1)  and  (2),  the  correct  result  is  easily  foimd  by  interpolation. 
But  by  using  the  more  exact  rule  given  in  a  later  section  (§  158), 
the  first  trial  gives  so  close  an  indication  of  the  final  result  that  it 
is  rarely  necessary  to  make  a  second  trial  except  as  a  verification. 

151.   Effect  of  the  State  of  the  Steam.   T^e  state  of 

the  steam  is  taken  into  account  in  the  equations  in  deducing  V" 
from  jff",  or  DaPV  from  DH.  The  steam  is  usually  dry  (superheated 
or  supersaturated)  in  the  early  stages,  which  greatly  simplifies  the 
work.  If  the  state  of  saturated  steam  is  assumed  in  place  of  dry 
supersaturated,  it  makes  little  difference  to  the  results  in  the  first 
expansion^  starting  with  dry  saturated  steam,  because  the  curves 
have  a  common  tangent  at  the  starting  point,  and  the  volumes 
diverge  slowly  at  first.  But  in  the  later  expansions  the  difference 
may  be  considerable,  as  already  indicated,  and  appears  to  afford 
a  rational  explanation  of  effects  which  have  hitherto  been  regarded 
as  anomalous.  The  calculation  for  saturated  steam  is  made  in  the 
same  way  as  for  dry  steam,  except  that  F"  must  be  found  from  H" 
in  order  to  find  DaPV,  and  similarly  for  the  supersaturation  limit 
as  previously  illustrated  in  Chapter  X. 

As  a  munerical  example  of  the  effect  of  the  state  of  the  steam, 


xrv]  REACTION  TURBINE  ANALYSIS  859 

we  may  take  the  same  expansion,  with  the  speed  and  dimensions 
already  given,  but  assuming  that  the  initial  state  of  the  steam, 
instead  of  being  dry  saturated,  corresponds  to  a  value  jff'=  618*73 
at  160  lbs.  abs.,  which  makes  the  wetness  10  per  cent,  if  the  steam 
is  saturated,  and  gives  the  value  of  H'  corresponding  to  the  super- 
saturation  limit,  if  the  steam  is  dry.  Such  cases  probably  occur 
in  actual  practice,  as  a  rule  at  lower  pressures  and  higher  speeds, 
but  the  general  effect  of  the  assumption  with  regard  to  the  state 
of  the  steam  is  the  same,  being  independent  of  the  particular  speed 
and  dimensions  assumed.  The  initial  values  are: 

For  saturated  steam,  F'=  2-576,  aP'V'=  42-89  (10i>ercent.  wet). 
For  supersaturated  steam,  F'=  2182,  aP'V'=  85-91  (dry). 

The  numerical  values  of  the  coefficients  in  the  three  equations  are 
the  same  as  those  given  in  the  last  section.  If  we  take  the  final 
pressiure  120  lbs.  in  both  cases  for  convenience  of  calculation,  the 
first  rough  approximations  to  the  values  of  the  final  volume  V"  in 
either  case  from  equation  (1)  are: 

Saturated,  faVdP  =  12-11,  z  =  2078,  DH  =  6-57,  F"=  8-857, 
aP'T''-^  41-48. 

SS  limit,  SaVdP  =  10-26,  z  -  1-908,  DH  =  5-88,  F"=  2-888, 
aP'T''=  85-58. 
From  which  the  following  final  results  are  obtained  by  (4), 

Saturated,  faVdP  -  12-056,  z  =  2-068,  DH  =  6-547,  M  =  127-2, 
/=  0-548. 

SS  limit,  iaVdP  =  10-282,  z  =  1-910,  DH  =  5-887,  M  =  187-8, 
/  =  0-578. 

The  first  approximation  is  so  little  trouble,  and  agrees  so 
closely  with  the  second,  that  it  is  seldom  worth  while  to  go  further 
than  the  first  when  the  exact  state  of  the  steam  is  uncertain.  It  will 
be  observed  that  the  flow  M  for  the  same  pressure-drop  is  8-4  per 
cent,  larger  at  the  SS  limit  than  at  the  saturation  limit,  but  the 
steam-speed  is  also  lower  by  7*6  per  cent.,  so  that  the  efficiency/ 
comes  out  appreciably  higher  when  reckoned  in  terms  of  the  actual 
energy  available  at  the  SS  limit,  which  is  nearly  15  per  cent, 
smaller  than  at  saturation.  But  the  apparent  efficiency  at  the 
SS  limit,  reckoned  in  terms  of  the  energy  theoretically  avaUable 
at  the  usual  saturation  limit,  is  only  0-488,  showing  an  apparent 
drop  of  10  per  cent,  in  efficiency  due  to  supersaturation.  The  loss 
would  be  larger  if  allowance  were  not  made  for  the  reduction  of 
steam-speed. 
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In  order  to  detect  the  difference  between  saturated  steam  and 
dry  supersaturated  in  the  first  expansion  when  the  initial  volumes 
are  the  same,  it  is  necessary  to  take  the  second  approximation  to 
laVdPy  since  the  first  approximation,  being  simply  2aP'V'l7  in  the 
present  instance,  takes  no  account  of  the  difference  between  the 
final  volumes.  The  first  approximation  to  2;  is  also  the  same  for  both, 
but  gives  a  value  of  the  heat-drop,  DH  ==  7-04,  which  is  of  ample 
accuracy  to  determine  the  appropriate  value  of  the  small  difference 
DaPV  in  either  case.  It  will  be  seen  from  the  table  below  that  the 
values  of  DaPV  are  appreciably  different.  That  for  dry  steam  is  very 
easily  foimd  from  DH  by  formida  (9)  given  in  the  last  section  with 
a  small  slide-rule,  but  in  the  case  of  saturated  steam  it  is  necessary 
to  find  F"  from  ff"  with  the  aid  of  the  tables,  and  to  use  a  Fuller 
slide-rule,  or  five-figure  logarithms,  for  finding  the  product  aP"V", 

In  order  to  illustrate  the  effect  of  superheat,  values  are  added 
for  the  same  pressure-range,  dimensions,  and  speed,  with  initial 
temperatures  of  200**,  250°,  and  800''  C.  These  show  an  appreciable 
reduction  of/ with  superheat  due  to  the  increase  of  steam-speed, 
and  support  the  view  given  in  Chapter  XII,  §  187,  that  the  effect 
of  superheat  for  a  given  machine  at  a  constant  speed  cannot  fairly 
be  deduced  by  the  method  of  the  reheat-factor  assuming  that  / 
remains  constant.  In  order  to  keep/constant,  it  would  be  necessary 
to  increase  the  blade-speed  in  proportion  to  the  steam-speed,  which 
might  often  be  impracticable. 

Table  I.  Effect  of  Superheat  at  given  speed  and  dimensions. 


f'C, 

r 

2-862 

2aPVp 
13-46 

2m 

2-186 

DaPV 

aVdP 

2m 

M 

DH 

/ 

18416 

114 

13-383  2- 179 

120-8 

7011 

0-624 

18416 

2-862 

(Drysupersat.) 

1*68 

13-303 

2-173 

1211 

6-986 

0-625 

200 

2-991 

14-06 

2-233 

1-73 

13-908 

2-222 

118-4 

719 

0-617 

260 

3-380 

16-89 

2-374 

1-86 

16-732 

2-363 

111-4 

7-78 

0>495 

300 

3-760 

17-63 

2-601 

1-98 

17-466 

2-490 

106-7 

8-31 

0-476 

The  above  results  are  for  the  same  pressure-range,  160-120  lbs. 
abs.,  as  the  last.  In  a  complete  turbine,  the  pressure  distribution 
will  vary  with  superHeat,  and  is  determined  by  calculating  the 
pressure-drop  for  each  expansion  in  succession  with  the  s€une  value 
of  M  for  each,  if  M  is  the  same  throughout. 


152.  Variation  of  Speed.  It  follows  from  equation  (1)  at 
the  beginning  of  the  chapter,  that  the  steam-speed  depends  chiefly 
on  the  available  energy,  and  is  nearly  independent  of  the  blade- 


XIV]  REACTION  TURBINE  ANALYSIS  861 

speed,  provided  that  the  dimensions  remain  the  same.  This  result 
is  by  no  means  obvious,  apart  from  the  assumptions  made,  and 
it  is  easy  to  imagine  cases  in  which  it  would  be  very  far  from  true; 
but  it  appears  to  accord  well  with  practical  experience  in  the  case 
of  reaction  turbines,  though  it  is  difficult  to  make  a  direct  test 
over  a  wide  range  on  account  of  other  limitations. 

In  the  case  of  a  complete  turbine,  variation  of  speed  will  usually 
produce  secondary  variations  of  pressure  in  some  of  the  expansions. 
We  will  therefore  take  first  the  simpler  case  of  a  single  expansion 
in  which  the  initial  and  final  pressures  are  assumed  to  remain 
constant  when  the  blade-speed  is  varied.  Taking  the  same  dimen- 
sions and  pressure-range  as  in  the  last  example,  with  the  initial 
state  dry  sat.  at  160  lbs.,  the  values  found,  at  w  =  88-6,  were 
z  =  2178,  M  =  1211,  DH  =  6-986,  /=  0-525.  If  the  speed  is 
changed,  the  available  energy,  in  the  case  of  dry  steam,  varies  only 
from  18-54  at  u  =  0,  when  DH  =  0,  and  M  =  120,  to  a  minimum 
18-21  at  «  =  1,  t*  =  181-1,  at  which  point  the  heat-drop  and  mass- 
flow  have  their  maximum  values  DH  =  9-80,  and  M  =  121-5,  with 
/  =  0-742.  Further  increase  of  speed  to  a;  =  1/2  gives  again  DH  =  0, 
with  u  =  866,  M  =  120.  But  this  is  far  beyond  the  practical  range. 
These  equations  neglect  the  effect  of  fan-action,  which  varies  as 
the  cube  of  the  speed.  According  to  the  estimate  made  in  Chapter  XI, 
§  129,  the  loss  due  to  this  cause  would  amount  to  about  2  per  cent, 
of  the  available  energy  at  2  =  1,  or  about  0-25  per  cent,  at  the 
normal  speed  when  z  =^  2,  It  is  therefore  seldom  of  sufficient 
importance  to  be  taken  into  account  in  the  case  of  a  reaction 
turbine.  Other  factors,  such  as  the  form  of  the  blades,  have  more 
influence  on  the  variation  of  DH  and  M  with  speed. 

It  is  evident  that  the  efficiency  and  the  mass-flow  would  be 
increased  by  any  modification  of  the  blade-form,  especially  of  the 
inlet  angle,  which  permitted  an  increased  proportion  of  the  energy 
rejected  in  one  stage  to  be  carried  over  to  the  next.  This  would 
be  represented  in  equation  (1)  by  an  increase  in  the  value  of  the 
constant^',  giving  a  proportionate  increase  in  a*,  and  in  the  product 
Mz  in  equation  (8). 

It  is  evident  that  the  value  of  ^'  is  capable  of  including  the 
effect  of  moderate  variations  of  the  blade-form  on  the  mass-flow, 
but  it  is  a  debatable  point  whether  the  expression  ^'(2  —  l)*/^*, 
varying  as  the  ratio  of  the  squares  of  the  tangential  components 
of  the  relative  velocities  of  entrance  and  discharge,  will  suffice  to 
repreisent  the  variation  of  the  loss  with  speed.  It  seems  probable 
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that,  apart  ftt>m  leakage,  the  most  important  part  of  the  loss  occuis 
at  entrance,  or  in  carry-over  from  one  blade-ring  to  the  next. 
Martin  estimates  the  loss  at  50  per  cent,  of  the  kinetic  energy 
f7"*/2g  at  entrance.  This  gives  nearly  the  same  result  as  the  formula 
here  proposed  when  the  value  of  z  is  in  the  neighbourhood  of  2, 
but  gives  a  rather  slower  rate  of  variation  of  the  loss  with  speed. 
It  would  appear,  however,  that  the  percentage  loss  in  carry-over 
should  not  be  constant,  but  should  increase  with  the  obliquity  of 
entrance.  It  is  possible,  for  this  reason,  that  the  formula  here 
proposed  may  prove  preferable  in  practice  to  the  assumption  of  a 
constant  percentage  of  loss,  because  it  makes  some  allowance  for 
the  increase  of  loss  with  obliquity.  But  the  main  point  in  its  favour 
is  that  it  leads  to  the  simplest  possible  expression  for  the  variation 
of  efficiency  with  speed,  consistent  with  the  experimental  result 
that  the  mass-flow  is  approximately  independent  of  the  revolutions. 
This  result  cannot  be  generally  true  unless  the  percentage  loss  in 
carry-over  increases  with  the  obliquity  in  the  manner  specified. 
The  simplest  way  of  testing  this  point  is  by  taking  an  extreme  case 
in  which  all  losses  are  supposed  to  be  absent  except  the  loss  imder 
discussion. 

Taking  the  same  data  as  in  the  last  example,  but  with  f^  —  I, 
and/"»  1,  to  eliminate  other  losses,  and  with  the  same  value  of 
faVdP,  namely,  18-21  at  z  =  1 ,  we  find  uz  =  198,  M  =  184-2  in 
place  of  121-1,  showing  the  effect  of  the  increase  of/.  But  the 
initial  pressure  has  been  taken  as  164-7  and  the  pressure-drop  has 
been  increased  to  41-5  lbs.,  for  comparison  with  the  next  example. 
Under  the  same  conditions  with  w  =  0,  and  DH  =  0,  we  find 
faVdP  =  18*68,  and  the  tangential  component  of  the  steam-speed, 
tcz  =  196-4,  giving  M  =  182  for  the  same  pressure-drop  DP.  The 
diminution  of  M  with  increase  of  steam-speed  may  appear  at  first 
sight  anomalous,  but  is  exactly  accounted  for  by  the  increase  of 
mean  volume  from  F=  8-097  at  z  »  1,  to  F=  8-208  at  u  =  0, 
owing  to  the  fact  that  the  final  value  of  H  is  18-21  less  when  2=1 
than  when  w  =  0. 

The  approximate  constancy  of  the  steam-speed  and  mass-flow 
illustrated  in  the  above  example,  depends  on  the  percentage  loss 
increasing  with  obliquity  in  the  ratio  of  the  square  of  {z  —  l)/z, 
which  gives  the  nearest  approach  to  constancy  which  can  be 
obtained  on  any  simple  hypothesis  for  a  given  pressure-range, 
since  both  M  and  uz  cannot  be  exactly  constant  owing  to  the  varia- 
tion of  the  mean  voliune.   If  the  percentage  loss  in  carry-over  is 
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independent  of  the  obliquity,  the  steam-speed  ceases  to  be  inde- 
pendent of  the  blade-speedy  and  the  variation  of  the  mass-flow  in 
some  cases  may  be  very  considerable.  The  variation  is  greatest 
when  there  is  no  loss  in  carry-over,  or  if  frictionless  adiabatic  flow 
is  assimied,  as  in  the  discussion  of  the  analogous  case  of  discharge 
through  a  nozzle. 

When  the  flow  is  assumed  to  be  frictionless,  the  pressure-drop 
for  the  first  ring  of  guide-blades,  starting  from  rest,  is  obtained  in 
terms  of  M  by  the  usual  formula  for  a  nozzle.  The  flow  through 
each  successive  blade-ring  after  the  first  is  given  by  the  equation, 

aVdP  {I  -  (U40/18g)  {MlXyVjP}  =  (2z  -  l)u^l2Jg  «  AW\ 

(10) 

which  expresses  the  fact  that  the  available  energy  has  to  supply 
the  equivalent  of  the  work  done  by  the  change  of  relative  velocity 
from  C7'  at  discharge  to  C7"  at  entrance,  and  the  additional  kinetic 
energy  due  to  the  increase  of  f/'  with  V  at  each  successive  blade-ring. 
The  form  of  the  equation  shows  that  the  mass-flow  will  reach  a 
limit  when 

{M/Xy=  (18g/U40)P/F(F.P.C.) (II) 

which  is  the  usual  expression  for  the  maximmn  discharge  through 
a  nozzle  in  terms  of  P  and  V  in  the  throat,  where  X'^  X  cos  a, 
in  terms  of  the  annular  area  X^  neglecting  the  thickness  of  the 
blades.  This  maximum  will  be  reached  at  the  first  blade-ring  when 

u  =  0,  if  the  pressiure-ratio  exceeds  the  critical  value  P'7jP'=  0*5457; 
in  which  case  the  corresponding  value  of  M  for  X  —  858  sq.  in., 
or  J§r'=  291-7,  will  be  704  Ibs./sec.  with  P'=  164-7.  With  the 
pressure-drop  DP  »  41-5  lbs.  (less  than  the  critical  value),  as  in 
the  last  example,  the  value  of  M,  when  u  =  0,  will  be  685  Ibs./sec, 
diminishing  rapidly  to  269  lbs.  at  ii=41-8ft./sec.,  and  to  176 lbs. 
at  u  =  88*6,  and  reaching  a  minimum  M  =  184-2,  the  same  as  the 
maximum  in  the  previous  example,  when  z  »  1,  at  u  =  198  ft./sec. 
The  wide  range  of  variation  of  3f  in  this  case,  ff  om  685  Ibs./sec. 
at  tt  ==  0,  to  184  Ibs./sec.  at  z  —  1,  resulting  from  the  assumption 
of  absence  of  loss  in  carry-over,  illustrates  the  importance  of  this 
loss  as  affecting  the  variation  of  M  with  speed;  but  the  condition 
of  frictionless  flow  differs  so  widely  ftt>m  that  actually  obtaining 
in  a  reaction  turbine  that  the  result  might  be  regarded  as  without 
practical  significance.  The  range  of  possible  variation  of  M  with 
speed  is  greatly  reduced  when  a  constant  percentage  of  loss  in  carry- 
over is  assumed,  but  the  same  type  of  variation  still  persists  to  a 


V 


\ 


864  PROPERTIES  OF  STEAM  [ch« 

marked  extent  even  when  the  loss  is  as  high  as  50  per  cent.  In 
order  to  represent  a  loss  of  50  per  cent.,  we  have  merely  to  add  the 
term  C7"*/4Jg  to  the  right-hand  side  of  equation  (10)  for  Motionless 
flow.  Repeating  the  calculation  for  the  same  pressure-range  with 
this  addition,  we  find  that  M  varies  with  speed  from  171  Ibs./see. 
when  w  =  0,  to  129  Ibs./sec.  when  z  =  1,  and  u  =  186  ft./sec.  If  M. 
is  to  be  approximately  independent  of  the  speed,  we  are  driven  to 
the  conclusion  that  the  percentage  loss  in  carry-over  cannot  be 
constant,  but  must  increase  with  the  obliquity  of  entrance,  as 
appears  probable  on  theoretical  grounds.  It  is  quite  possible  that 
the  effect  may  vary  in  sUghtly  different  ways  in  different  cases 
owing  to  secondary  causes  which  cannot  be  represented  in  the 
fundamental  equations  of  flow,  but  it  appears  probable  that  the 
simple  assumption  involved  in  equation  (1),  which  greatly  facilitates 
calculation,  will  be  sufficiently  accurate  for  all  practical  purposes, 
in  the  majority  of  cases,  as  representing  the  effect  of  variation  of 
speed  on  the  efficiency.  It  must  be  understood  that  the  application 
of  the  formula  is  not  confined  to  the  case  of  variation  of  blade- 
speed  at  constant  pressure.  The  variation  of  blade-speed  is  usually 
accompanied  by  variation  of  steam-speed  in  some  of  the  expansions. 
All  such  variations  are  taken  into  accoimt  in  a  simple  and  consistent 
manner  by  the  proposed  method  of  calculation,  which  includes  all 
primary  causes  which  may  affect  the  velocity-ratio,  whether  varia- 
tions of  speed,  or  pressure,  or  dimensions,  or  state  of  the  steam. 

153.  Variation  of  Pressure.  In  the  case  of  a  complete 
turbine,  variation  of  initial  or  final  pressure  may  affect  different 
expansions  in  very  different  ways  owing  to  the  condition  of  con- 
tinuity of  mass-flow;  but  it  will  be  advantageous  to  consider  first 
the  case  of  a  single  expansion  under  arbitrary  conditions,  in  order 
to  prove  the  applicability  of  the  method  in  extreme  cases,  which 
are  very  suitable  as  a  means  of  testing  the  formula,  though  they 
may  seldom  occur  in  actual  practice. 

To  take  first  a  simple  case,  we  may  suppose  the  available  energy 
to  remain  constant  while  the  initial  pressure  P'  is  varied.  K  the 
blade-speed  u  is  also  constant,  equations  (1)  and  (2)  show  that 
a^,  DK^  and  /,  will  be  constant,  and  equation  (8)  shows  that  M 
will  vary  directly  as  the  pressure-drop  DP.  If  we  suppose  in  addi- 
tion that  the  initial  pressure  is  regulated  by  throttling,  the  initial 
value  of  H  will  remain  constant,  and  the  pressure-ratio  P'jP*'  will 
also  be  nearly  constant,  in  which  case  the  pressure-drop  DP  will 
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be  nearly  proportional  to  the  initial  pressure  P',  so  that  M  will 
vary  as  P'.  If  K'  varies  (e.g.  with  superheat)  while  P'  and  P" 
axe  constant,  z^  will  increase  with  K\  and  M  will  diminish.  If 
H'  increases,  while  P'jP"  remains  constant,  z^  will  increase,  and 
M  will  increase  less  rapidly  than  DP  or  P'.  The  variation  of  M  is 
readily  deduced  from  the  equations  for  any  given  case  that  may 
arise,  but  it  is  necessary  to  beware  of  assuming  generally  that  M 
will  be  proportional  to  P'  if  P'jP''  is  constant.  This  result  is  very 
nearly  true  for  regulation  by  throttling  at  constant  speed,  and  is 
of  interest  as  explaining  the  straightness  of  the  power-consumption 
line  illustrated  in  Fig.  28,  §  128,  for  that  particular  case. 

If  we  substitute  z^==  V^  (144itf  tan  ajuX)  from  (6)  in  equation 
(8),  we  obtain 

DPIV^=  {DPYIlVdP  =  (IMNIgf^)  {Mtaiia/X)\  ...(12) 

which  shows  that  the  proportionality  of  M  to  DP  when  faVdP  is 
constant  rests  on  taking  the  mean  value  of  V  by  the  formula 
Fto'=  fVdP/DP  at  equal  intervals  of  P.  It  remains  to  consider 
how  far  this  assumption  may  require  modification  in  extreme  cases. 
If  we  make  the  same  substitution  for  z^^  from  (6)  in  equation 
(1),  the  equation  for  M*  takes  the  form 

iVdPIV^^^  (\UNIgf^)(Mt^alX)^ (18) 

which  shows  that  M  varies  directly  as  the  mean  density  and  as  the 
square  root  of  the  available  energy,  which  is  equivalent  to  assuming 
that  the  losses  vary  as  the  square  of  the  velocity,  the  only  practic- 
able assumption  in  a  case  of  this  kind.  It  is  evident  from  the 
manner  of  their  derivation  that  equations  (12)  and  (18)  should 
be  identical,  so  that  they  afford  a  convenient  test  of  the  conditions 
imder  which  (1)  and  (8)  are  consistent  in  extreme  cases. 

It  has  already  been  shown  that,  if  the  blade-angles  are  adjusted 
by  the  condition  V  tan  a  =  V^'  tan  a,„,  equations  (1)  and  (8)  are 
exactly  consistent  for  all  pressure-ranges  or  values  of  iV,  in  the  case 
of  dry  steam,  because  the  expansion  curve  in  this  case  is  of  the  t3rpe 
PF=  Apv/18,  and  requires  the  mean  volume  F^'=  jVdP/DP.  This 
case  is  of  special  interest  for  theoretical  purposes,  because  it  is 
easy  to  imagine  the  angles  adjusted  by  this  condition  to  secure  the 
maximum  efficiency.  But  in  the  case  of  a  given  machine,  the  adjust- 
ment could  be  exact  only  for  a  particular  pressm-e-range,  so  that 
the  case  in  which  the  blade-angle  is  constant  is  of  greater  practical 
interest  in  considering  the  effect  of  the  variation  of  pressure  in 
extreme  cases. 
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When  the  blade-angle  is  constant,  the  same  value  of  V^' 
affords  a  sufficient  approximation  for  most  practical  purposes  for 
the  normal  range  of  one  expansion,  or  for  any  smaller  range,  as 
previously  illustrated,  but  it  may  be  desirable  to  push  the  approxi- 
mation further  in  special  cases.  Neglecting  for  the  moment  the 
correction  for  discontinuity  depending  on  the  value  of  N,  the 
appropriate  value  of  V^  when  a  is  constant,  is  that  denoted  by 
V^"  and  given  by  equation  (7),  corresponding  to  equal  intervals 
of  P/V.  The  value  of  V^^  in  equation  (18)  has  to  be  taken  at  the 
same  intervals,  but  represents  the  mean  of  the  squares  of  the 
values  of  V  which  is  not  quite  the  same  as  the  square  of  the  mean 
value  F„'\  It  happens  however  that  the  mean  of  the  squares  of 
the  values  of  V  taken  at  equal  intervals  of  P/V  along  the  curve 
PV  —  kP^y  is  accurately  represented  by  the  product  V^V^' 
between  the  same  limits. 

It  foUows  that  equations  (12)  and  (18),  or  (1)  and  (8),  remain 
consistent  also  in  the  case  in  which  a  is  constant,  provided  that  the 
appropriate  mean  values  of  V  and  z  are  employed.  The  appropriate 
value  of  V^  in  equation  (12)  is  F^"  from  equation  (7),  and  the 
appropriate  value  of  V^  in  equation  (18)  is  V^V^\  and  of  2^* 
in  equation  (1)  is  z^z^\  The  same  value  of  z„j,  namely  z^'  corre- 
sponding to  F„/',  is  required  in  both  equations  (2)  and  (8),  but  in 
order  to  find  z^'  from  equation  (1),  it  is  necessary  to  insert  the 
factor  z^'\z^^  V^"/VJ,  giving 

«»"•-  fi'faVdP  V„"ir„'Z  =  a/i'(2  -  m)  (DP)VZD(P/V).  ...(1  a) 

Eliminating  z^'*jDP  between  (1  a)  and  (8),  we  obtain  the  equation 
for  M". 

lUN  (3f"  tan a/JC)«=  gfiD{Pir)/{2  -  m) (14) 

The  value  of  Af "  obtained  from  this  equation  is  the  same  as 
that  given  by  equation  (8),  or  (12),  or  (18),  but  requires  correction, 
as  shown  by  (18),  for  the  effect  of  discontinuity  of  expansion  on 
the  values  of  V^  and  F^",  by  dividing  M",  as  given  by  (8)  or  (14), 
by  the  square  root  of  the  product  of  the  correction  factors, 
1  +  2>F/4iVF«'  and  1  +  2>F/4JVF«",  which  may  usually  be  taken 
as  equal  to  either  factor  separately,  when  the  correction  is  small. 

In  applying  these  equations,  the  value  of  z„  is  first  found  from 
(1),  (2),  and  (8)  in  the  usual  way,  which  will  give  sufficiently  accurate 
values  of  F"  and  m  for  finding  F^',  F^",  and  deducing  the  small 
corrections.  But,  except  in  extreme  cases,  the  corrections  may 
usually  be  neglected. 
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Another  instructive  method  of  obtaining  equation  (14)  for 
M"y  when  a  is  constant,  is  to  write  the  equation  for  a  single  step 
in  the  form 

aV^dP  =  (zjVY  V''hi^/2Jg  =  (zlV)*  F^»  (1  +  dVfVJ  u^l2Jg, 

where  F^  is  the  mean  value  of  V  required  in  aVdPy  and  V"  the 
final  value  for  the  step  considered.  The  ratio  z/V  is  constant,  and 
proportional  to  M,  as  shown  by  equation  (6).  The  correction  factor 
1  +  dV/V^  is  taken  as  a  sufficient  approximation  to  {V"/V^)K 
Transferring  F^*  to  the  left  side  of  the  equation,  and  integrating 
dP/V^  on  the  assumption  PV  =  kP^  for  the  2N  steps  of  the  ex- 
pansion, the  equation  takes  a  form  identical  with  (14)  except  that 
the  correction  factor  for  M"  becomes  1  +  log^  r/isN,  where  r  is  the 
expansion-ratio.  This  factor  is  practicaUy  the  same  as  that  previously 
given,  but  is  a  little  less  accurate  in  extreme  cases.  The  correction 
factor  must  be  omitted  from  the  value  of  M"  required  in  equation 
(8).  Conversely,  the  observed  value  of  M  must  be  multiplied  by 
the  correction  factor  before  insertion  in  (8)  for  finding  z^"  and  2>ff , 
when  DP  and  M  are  known. 

As  a  numerical  example  of  the  application  of  these  corrections 
in  an  extreme  case,  we  will  take  the  expansion  previously  con- 
sidered, with  X  =  858  sq.  in.,  Z  =  2*480  cals.  C,  but  we  will 
suppose  the  pressure-range  extended  from  P'=  164-7  (dry  sat.)  to 
P"=a  68  lbs.  abs.,  making  the  logarithm  of  the  pressure-ratio  four 
times  the  normal.  We  will  also  suppose  the  number  of  stages  reduced 
to  a  quarter,  iST  =  4  in  place  of  16,  the  speed  u  being  doubled  to 
keep  Nu^  the  same.  The  corrections  in  this  case  will  be  about 
twenty  times  as  large  as  for  the  normal  range,  and  will  afford  a 
better  test  of  the  accuracy  of  the  method  of  calculation.  Since  the 
value  of  /  is  unimportant  for  the  present  purpose,  we  may  put 
^'=/"=  1.  The  nmnerical  formula  for  M  from  (18)  becomes 

M«=  5887jaF(iP/F««. 

From  equations  (1)  and  (2),  with  a  preliminary  estimate  2;  »  4, 
we  find  as  a  second  approximation, 

z  =    4174,       DH  =  18-22,         DaPV  =  4-88, 
/aFdP  =  48-21,         F^'=    4181,  F"  =  6-612. 

Whence,  by  substitution  of  this  value  for  z  in  (8),  with  a  =  70**, 
we  obtain  M  =  864-2,  which  is  the  correct  answer  for  the  case  in 
which  the  blade-angles  are  adjusted  by  the  condition 

Ftana=  F^'tan70^ 
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The  same  result  is  obtained  from  (12)  or  (18)  by  putting 

F^=  VJ^  4181, 

as  found  above.  No  correction  for  pressure-range  or  discontinuity 
is  required  with  this  method  of  adjusting  the  blade-angles.  The 
mean  of  the  actual  values  of  tan  a  for  the  separate  blade-rings  will 
not  be  tan  70**,  but  is  readily  obtained,  if  required,  from  the  mean 
of  l/F,  since  (tan  a)^=  V^'  tan  70°  (1/F)„,  where 

(1/F)^=  1/F^'+  D  {IIV)/4N*, 

giving  (tan  a)^^  tan  70®  (1  —  0*0586).  If  the  actual  mean  value 
of  tan  a  were  given  as  tan  70**,  the  value  of  M  would  require 
reduction  by  the  same  factor,  giving  M  =  864*2  —  19*5  =  844*7. 
When  z  is  constant,  the  values  thus  obtained  will  be  exact  in  the 
case  of  dry  steam,  because  the  expansion  curve  coincides  so  very 
closely  with  the  type  PV  =  kP^,  giving  r^'=  jVdPJDP  for  the 
required  value  of  F^.  They  will  also  be  practically  exact  for  saturated 
steam  in  the  present  case,  because  the  actual  expansion  curve, 
with  DH  =  18-2,  falls  only  7  cals.  C.  below  the  satiuration  line, 
so  that  there  would  be  little  change  of  volume  even  if  the  steam 
did  not  remain  dry  and  supersaturated,  as  would  probably  be 
the  case  in  practice. 

For  the  case  in  which  a  is  constant,  we  must  substitute  V^V^' 
for  V^  in  equation  (18),  and  zjzj'  for  z^  in  equation  (1),  because 
the  variation  of  z  is  considerable  when  the  pressure-range  is  large. 
Using  the  value  of  F"  already  foimd  at  P"=  68,  with 

m  =  DaPVIfaVdP  =  01002, 

we  obtain  F^"=  8-896  from  (7),  giving  z^"=  4*058  from  (1  a). 
This  requires  a  smaller  value  of  DH  from  (2),  and  gives  finally, 

DH  =  17*62,         faVdP  =  48*29,  VJ  =    4188, 

F"  =    6*685,  F^"  =    8*900,    D  (P/V)^  49*65. 

With  m  =  0*0970  (corrected),  we  obtain  M"=  874*8  either  from  (18) 
or  (14),  uncorrected  for  discontinuity  of  expansion.  The  correction 
factor  1  +  Z>F/4iVF^=  1*0556,  which  gives  finally 

M  =  874*8/1*0556  =  8550. 

The  correction  factor  l  +  log^r/4^  comes  to  1*0548,  and  gives 
M  «  855*4. 

It  will  be  seen  that  the  correction  for  discontinuity  becomes 

•  2)(1/F)  =  1/F''-1/F'=  -0*2078  (negative),  excluding  ihe  initial  value  1/F', 
but  inducting  the  final  value  l^V",  in  the  mean  {l/V)^. 
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quite  appreciable  in  extreme  cases  when  the  pressure-range  is 
large  and  the  number  of  stages  small,  but  the  required  correction 
is  easy  to  apply,  and  the  whole  calculation  is  very  similar  to  finding 
the  discharge  through  a  nozzle  when  the  pressure-ratio  is  less  than 
the  critical.  It  will  also  be  observed  that  the  arrangement  with 
z  constant  is  appreciably  more  efficient  than  with  a  constant  for 
large  pressure-ranges,  giving  in  the  present  case  a  larger  heat-drop, 
18*22  in  place  of  17*62.  But  for  the  usual  range  of  one  expansion, 
neither  the  correction  for  discontinuity  nor  the  difference  of 
efficiency  may  be  expected  to  exceed  a  fraction  of  1  per  cent. 
Both  may  safely  be  omitted  unless  either  is  the  subject  of  special 
investigation. 

154*  Step  by  Step  Method.  When  a  is  constant  and  M 
is  given,  it  is  comparatively  easy  to  find  the  correct  result  for  any 
pressure  range  or  value  of  N  by  calculating  each  step  in  succession, 
especially  when  the  number  of  steps  is  small.  This  method  is  useful 
and  instructive  as  a  verification  of  the  corrections  required  in  the 
case  of  the  continuous  integral,  but  would  be  unnecessarily  tedious 
for  practical  application,  because  the  separate  steps  have  to  be 
calculated  to  the  same  order  of  accuracy  as  the  final  result  in  order 
to  avoid  cumulative  errors. 

Taking  the  previous  case  as  an  example,  with  eight  steps,  and 
M  =  355,  we  have  for  each  step  the  relations, 

faVdP  =  0-80064F"*  ...(1),     DH  =  0-810  (2z  -  I)  ...(2), 

and  z  =  0-9845 F"...  (6). 

The  simplest  way  of  performing  the  verification  is  to  start  with 
the  final  state  and  work  backwards,  since  F"  and  z"  and  DH  are 
given  for  each  step  in  this  case.  But  it  is  more  instructive  as  an 
exercise  in  interpolation  to  start  with  the  initial  state,  because  F" 
has  to  be  estimated  for  each  step  in  advance. 

The  procedure  is  as  follows.  Estimate  F",  giving  z  from  (6), 
DH  from  (2),  DaPV  or  DPV  from  (9),  whence  DlogPF. 
Log  (P'jP")  is  then  found  from  (1)  by  writing  it  in  the  form 

D  log  P  =.  0-80064F"*  D  log  PV/DaPV, 

giving  log  P  and  P".  F"  is  then  calculated  from  P"  and  H  —  JB  as 
a  verification.  If  the  result  differs  from  the  first  estimate  of  F", 
the  calculation  should  be  repeated  with  a  second  estimate,  from 
which  the  correct  result  can  always  be  foimd  by  interpolation,  if 
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no  mistakes  have  been  made.  The  following  table  shows  the  arrange- 
ment of  the  work,  but  no  interpolation  was  required,  except  in 
the  last  step,  where  it  was  necessary  owing  to  the  rapid  increase 
of  F",  and  the  difficulty  of  estimation.  The  first  line  of  the  table 
gives  the  initial  state.  The  first  column  gives,  first  the  estimated 
value  of  F",  and  second  that  found  from  P"  and  H  —  B  at  the  end 
of  the  calculation  for  the  step.  The  differences  2>fl,  DaPV,  and 
D  log  P,  are  found  with  the  slide-rule  as  already  indicated,  but  the 
difference  under  log  aPV  is  obtained  from  the  difference  of  the 
logs  of  the  initial  and  final  values  of  aPV^  which  difference  must 
be  taken  to  four  significant  figures  to  give  sufficient  accuracy 
in  the  calculation  of  D  log  P.  The  differences  of  P  are  not  required 
in  the  calculation,  but  are  given  to  show  the  rapid  increase. 


Table  II. 

Step-by-step  Method,  with  eight  steps,   a  —  70**,  M  =  855, 

X  =  858  (F.P.C.). 


No. 

V" 

z 

U-B 

aPV 
47-17 

log  aPF 
673666 

logP 

P 

P/F 

iaVdP 

0 

2-785 

203-54 

21669 

164-70 

5914 

1 

2-920 

2-875 

1-472 

0-351 

003244 

02368 

8-74 

5-72 

2-562 

2-919 

202-068 

46-819 

670422 

19301 

155-96 

53-42 

2 

3080 

3-032 

%>   1-570 

0-374 

003483 

02656 

9-24 

6-76 

2-852 

3078 

200-498 

46-445 

666939 

16645 

146-72 

47-67 

3 

3-270 

3-220 

1-687 

0-402 

003775 

03019 

9-86 

5-83 

3-216 

3-271 

198-811 

46043 

663164 

13626 

136-86 

41-84 

4 

3-514 

3-460 

1-836 

0-437 

004142 

03519 

10-66 

5-92 

3-713 

3-514 

196-976 

45-606 

659022  10107 

126-20 

35-92 

5 

3-832 

3-773 

2029 

0-483 

004624 

04226 

11-70 

604 

4-414 

3-832 

194-946 

45-123 

654398 

05881 

114-50 

29-88 

6 

4-282 

4-216 

2-304 

0-648 

005307 

05337 

13-24 

6-22 

6-511 

4-281 

192-642 

i4-675 

649091 

00544 

101-26 

23-66 

7 

4-997 

4-920 

2-741 

0-652 

006399 

07366 

15-80 

6-66 

7-605 

4-997 

189-901 

43-923 

642692 

93178 

85-463 

1711 

8' 

6-600 

6-497 

3-719 

0-887 

008860 

13078 

22-221 

6-618 

186-182 

43-036 

633832 

80100 

63-242 

7-62 

13-257 

8" 

6-700 

6-596 

3-870 

0-901 

009001 

13482 

22-807 

6-674 

186-031 

43022 

633691 

79696 

62-666 

8° 

6-641 

6-538 

18612 

43-030 

633771 

79934 

63-00 

9-49 

43-029 

It  will  be  seen  that  the  results  agree  very  closely  with  that  found 
by  the  integral  method.  The  final  pressm-e  being  the  same,  the  final 
volume  differs  by  only  1  in  1000.  The  differences  of  PjV  are  nearly 
constant  at  first,  but  increase  somewhat  rapidly  towards  the  end. 
The  value  of  F"  required  for  the  next  step  in  each  case  is  most 
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readily  estimated  from  aPV/{PfV)y  since  PV  changes  slowly.  Thus 
to  estimate  the  value  required  for  the  fourth  step,  the  drop  of 
P/V  was  estimated  as  5*98,  giving  P/V  =  85*91,  and  the  value  of 
PV  was  estimated  as  45-61/a,  giving  F*  =  9-722  x  45-6I/85-9I,  or 
V  =  8'5I4,  which  came  out  right.  The  value  of  faVdP  from  the 
table  comes  out  48-08,  which  is  only  0*25  less  than  that  calculated 
by  the  integral  method,  in  spite  of  the  wide  range  of  variation  of 
m  shown  by  Table  II,  from  0-1870  for  the  first  step,  to  0-0674  for 
the  last  step.  The  percentage  error  in  F^'  is  the  same  as  that  in 
jaVdP,  but  that  in  F^"  is  somewhat  greater  owing  to  the  error 
of  the  assumption  that  the  intervals  of  P/V  are  equal.  As  a  result, 
the  actual  mean  value  of  «„"  from  the  table,  namely  4*004,  is 
somewhat  less  than  the  value  4-058  calculated  from  F^",  and  the 
actual  heat-drop  DH  =  17-42  is  also  less  than  the  calculated  value, 
DH  =  17-62,  but  this  makes  an  error  of  only  1  in  1000  in  the  final 
volimie,  the  effect  of  which  on  D  (P/V)  or  M  is  inappreciable. 
Since  the  integral  method  is  capable  of  giving  a  satisfactory  result 
in  such  an  extreme  case,  it  is  a  reasonable  inference  that  it  will  be 
sufficiently  reliable  for  all  ordinary  purposes,  although  it  may  appear 
at  first  sight  unjustifiable  to  apply  such  a  method  when  the 
differences  are  so  far  from  being  infinitesimal. 

Equation  (14)  for  M  does  not  contain  u  explicitly,  and  the  value 
of  M  will  be  independent  of  variation  of  speed  except  in  so  far  as 
it  affects  DH  and  F".  But  if  iV  is  varied  while  Nu^  is  kept  constant, 
DH  and  F"  will  remain  the  same  for  a  given  pressure-range,  and 
M  will  vary  inversely  as  the  square  root  of  Ny  apart  from  the  small 
correction  depending  on  DV/^N.  In  this  case  the  limiting  value 
of  M\^N  when  N  is  large,  depends  only  on  the  pressure-range,  and 
the  value  of  M  for  any  value  of  N  may  be  deduced  from  the 
limiting  value  of  M\/^N  by  dividing  it  by  \^N  and  by  the  correction 
factor  (1  +  DV/^NV^').  The  limiting  value  of  M\^N  is  readily 
obtained  from  (14),  and  will  give  good  results  in  all  practical  cases; 
but  when  N  is  very  small  in  comparison  with  the  pressure-range, 
e.g.  -^  =  1,  P'jP"^  8,  the  correction  DV/isN  ceases  to  be  accurate 
because  the  difference  between  the  mean  volume  and  the  final 
volume  in  each  step  can  no  longer  be  taken  as  equal  to  dF/2.  If 
accurate  results  are  required  when  iV  =  1,  it  is  preferable  to  cal- 
culate the  two  steps  separately,  and  is  nearly  as  easy  as  working 
out  the  values  of  F"  and  m  by  the  integral  method.  The  integral 
method  holds  accurately  in  the  limiting  case  when  N  is  large,  and 
affords  a  convenient  standard  of  reference  for  other  cases. 
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155.   Maximum  Value  of  the  Discharge  M.   When  the 

final  pressure  is  reduced,  keeping  the  initial  pressure  constant,  for 
an  expansion  of  N  stages,  the  value  of  the  discharge  M  reaches  a 
maximum,  as  in  the  case  of  a  nozzle,  but  at  a  much  lower  final 
pressure,  owing  to  the  loss  of  available  energy  in  work  and  friction. 
The  curves  shown  in  the  annexed  figure  illustrate  the  variation 
of  M  with  increase  of  pressure-drop  DP  for  the  cases  considered  in 


100 


I  50  100  DP  150 

Fig.  33.    Variation  of  DiBoharge  with  Pressure-drop. 

the  previous  section,  taking  the  initial  pressure  as  150  lbs.  above 
atmospheric,  or  164'7  abs.  Up  to  a  pressvire-drop  of  60  or  70  lbs., 
or  a  pressure-ratio  P'/P''=  8/2,  exceeding  the  limit  usual  in 
practice  for  a  single  exp€uision,  the  differences  between  different 
cases  when  the  dimensions  are  given,  rarely  amount  to  so  much  as 
1  per  cent.,  and  are  seldom  worth  considering  for  ordinary  purposes. 
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Beyond  this  point  the  curves  begin  to  diverge,  and  are  of  special 
interest  from  the  theoretical  standpoint. 

The  curves  in  the  figure  are  drawn  for  the  dimensions  X  ==  100 
sq.  in.,  a  =  70®,  and  Z  =  10  cals.  C.  Since  M  is  proportional  to 
-X/tan  a,  corresponding  values  for  other  dimensions  are  readily 
deduced.  The  quantity  actually  plotted  in  curves  (1)  and  (8)  is 
not  M,  but  the  limiting  value  of  M^yN  when  N  is  large.  The  actual 
value  of  M  for  any  particular  value  of  N  is  obtained  by  dividing 
the  ordinate  of  the  curve  by  ^/Ny  and  by  the  correction  factor 
1  +  DVj^NVJ  when  required.  The  upper  curve,  marked  1,  in  the 
figure  represents  the  limiting  value  of  My/N  when  a  is  constant 
as  given  by  equation  (14).  There  is  a  maximum  at  a  low  pressure, 
about  8  lbs.  abs.,  but  the  values  at  such  low  pressures  are  somewhat 
uncertain  owing  to  the  variation  of  m.  The  order  of  uncertainty 
is  roughly  indicated  by  the  thickness  of  the  line. 

The  intermediate  curve  (2)  in  the  figure  represents  the  effect 
of  dividing  the  ordinates  of  the  upper  curve  by  the  correction  factor 
1  +  DF/40F^'  corresponding  to  N  =  10,  which  has  the  effect  of 
raising  the  position  of  the  maximum  to  a  pressure  of  nearly 
80  lbs.  abs.  The  correction  for  any  other  value  of  N  is  readily 
obtained  by  a  proportional  reduction.  The  position  of  the  maximum 
is  further  raised  for  lower  values  of  N.  The  pressure  at  which  the 
maximum  occurs  when  a  is  constant  is  determined  by  equation  (11) 
for  the  velocity  of  sound  at  the  exit,  and  it  is  of  interest  to  observe 
that  this  condition  agrees  in  each  case  with  the  position  of  the 
maximum  indicated  by  the  application  of  the  correction  factor. 
Thus  when  iV  =  10,  M^/N  =  90-6  corrected,  M  =  28-65,  and 
condition  (11)  is  satisfied  at  P"=  29-4  lbs. 

After  reaching  the  maximum,  the  discharge  would  remain 
constant  for  any  lower  final  pressure,  as  indicated  by  the  broken 
line  in  the  figure.  The  interpretation  of  the  falling  part  of  the  curve 
beyond  the  maximum  is  the  same  as  in  the  analogous  case  of  a 
nozzle.  The  ordinate  of  the  curve  represents  in  reality  My/N  tan  a/JT, 
and  can  be  employed  for  calculating  appropriate  values  of  M,  X, 
Nj  or  tan  a,  to  suit  given  conditions  for  any  pressure-drop,  with 
the  same  initial  state  and  value  of  Z. 

The  value  of  Z  =  Nu^/Jg,  makes  comparatively  little  difference 
to  the  result  for  M.  The  value  Z  =  10  cals.  C,  may  be  taken  as 
representing  the  case  of  a  turbine  of  high  speed  and  efficiency,  just 
as  the  value  Z  =  2-48  cals.  C,  taken  in  the  previous  example, 
represents  the  case  of  a  slow-speed  marine  turbine  in  which  the 


874  PROPERTIES  OF  STEAM  [ch. 

efficiency  of  the  turbine  itself  is  sacrificed  to  accommodate  that  of 
the  screw-propeller.  As  an  illustration  of  the  effect  of  Z  on  JIf  ,  we 
may  employ  the  curve  for  Z  =  10  to  find  M  for  the  data  of  the 
previous  example  with  P"=  68,  X  =  858  in  place  of  100,  and 
JV  =  4.  The  ordinate  of  the  limit  curve  at  DP  =  101-7  is  88-9,  which 
must  be  multiplied  by  8*58/2,  giving  879  as  the  uncorrected  value 
of  M.  The  correction  for  -Y  =  10  is  2-2  per  cent.,  giving  5-5  per 
cent,  for  ^  =  4.  The  corrected  value  of  M  is  859  with  Z  =  10, 
whereas  the  vaJue  previously  found  with  Z  =  2*48  was  M  =  855. 
The  difference  is  due  to  the  lower  mean  density  resulting  from  the 
smaller  heat-drop  at  the  lower  value  of  Z. 

The  curve  marked  8  in  the  figure  represents  the  variation  of 
M\^N  with  DP  for  the  case  in  which  the  blade-angles  are  adjusted 
by  the  condition  V  tan  a  =  F^'  tan  70°.  The  divergence  of  this 
curve  from  the  limit  curve  1  for  a  constant  is  negUgible  at  DP  =  65, 
and  amounts  to  less  than  1  per  cent,  at  DP  =  90.  The  difference 
between  curves  1  and  8  corresponds  with  the  difference  between 
F^"  and  V^\  which  increases  rapidly  at  low  pressures.  The  value 
of  M  for  any  given  N  is  obtctined  by  dividing  the  ordinate  of  curve 
8  by  \^N,  but  the  correction  factor  1  +  DVj^NVJ  is  not  required 
if  the  angles  are  adjusted  by  the  given  condition.  The  maximum 
in  this  case  occurs  at  the  same  point,  P'=  89*1  or  DP  =  125-6, 
for  all  values  of  N^  and  is  determined  from  equation  (12)  or  (18) 
by  finding  the  position  of  the  maximiun  value  of  DPjV^\  or 
DP^IiVdP,  which  gives  the  simple  condition  F"=  2F^'  for  the 
relation  between  the  final  volume  and  the  mean  volume  when  M 
is  a  maximum.  Condition  (11)  for  the  velocity  of  soimd  does  not 
apply  in  this  case,  because  by  h3rpothesis  the  discharge  angle  a 
is  reduced,  increasing  the  aperture  at  exit,  whenever  the  final 
pressure  is  reduced.  The  cross-section  of  the  throat  is  not  constant, 
but  is  a  function  of  the  final  pressure.  Except  in  the  case  iST  =  1, 
the  velocity  of  soimd  cannot  be  reached  until  after  the  maximimn 
determined  by  (12)  or  (18)  is  passed. 

For  very  small  values  of  N  the  result  may  be  appreciably 
affected  by  different  assumptions  with  regard  to  the  distribution 
of  the  losses  between  blade-friction,  carry-over,  etc.  The  value 
fi  —  1,  taken  in  the  present  calculation,  is  equivalent  to  supposing 
that  the  energy  required  to  make  up  for  blade-friction,  and  for 
the  acceleration  of  the  axial  component  C7,  is  supplied  by  energy 
carried  over  from  the  previous  stage,  since  by  equation  (1)  the 
whole  of  the  available  energy  aVdP  is  expended  in  the  tangential 
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component  zu  when^'=  I.  In  practice  any  such  losses  are  included 
in  the  value  of  ^'  determined  experimentally,  and  it  is  inexpedient 
to  attempt  any  further  analysis.  Since  the  steam  must  always  be 
moving  with  at  least  the  appropriate  axial  velocity  at  the  beginning 
of  each  expansion,  the  assumption  represented  by  equation  (1) 
is  justifiable  provided  that  the  pressure  P'  is  measured  at  the 
beginning  of  each  expansion,  as  would  usually  be  the  case,  especially 
if  the  nimiber  of  stages  is  reasonably  suited  to  the  pressure-range. 
The  cases  in  which  N  is  small  and  DP  large  are  of  little  practical 
importance,  but  it  may  be  worth  while  to  take  the  maximum  dis- 
charge with  ^  =»  1  as  an  illustration  of  the  limit  of  error  of  the 
correction  factor  1  +  DV/^NV^  in  the  most  extreme  case  possible 
in  practice. 

The  curve  marked  4  in  the  figure  represents  the  application  of 
the  correction  factor  I  +  DV/^V^  for  the  case  iV  =  1  to  the  limit 
curve  1,  and  shows  a  maximum  M  =  78  at  DP  =  95.  The  step- 
by-step  method  (with  two  steps)  for  the  same  case  gives  the  curve 
marked  5  with  a  maximum  M  =  71-4  at  DP  =  87,  with  F"=  5'14, 
satisfying  condition  (11)  for  the  velocity  of  sound,  which  is  not 
exactly  satisfied  by  curve  4.  Otherwise  the  agreement  of  the  two 
curves  is  surprisingly  close. 

Although  such  extreme  cases  as  are  here  considered  cannot 
occur  in  the  ordinary  running  of  a  turbine,  they  afford  useful 
illustrations  of  methods  of  calculation,  and  show  that  the  simple 
equations  (1),  (2),  and  (8)  are  fairly  trustworthy  for  ordinary 
purposes.  The  equations  for  the  separate  expansions  can  be  utilised 
in  actual  tests  by  observing  the  pressures  at  intermediate  points, 
which  no  doubt  is  frequently  done  though  the  results  are  too 
illuminating  to  publish.  It  would  be  comparatively  easy  to  test 
the  effects  of  variation  of  clearance,  of  modifications  in  the  form 
of  the  blades,  and  of  many  other  details  of  construction,  which 
cannot  be  investigated  satisfactorily  without  a  reasonably  simple 
theory  including  all  the  primary  factors  on  which  the  effects  depend. 

From  the  point  of  view  of  the  present  work,  the  most  interesting 
effects  would  be  those  depending  on  the  change  of  state  of  the  steam, 
which  still  remain  obscure,  but  could  be  greatly  elucidated  by  a 
well  designed  series  of  experiments.  There  is  already  a  strong 
presumption  that  the  steam  will  not  follow  the  state  of  saturation 
as  generally  assumed,  but  will  remain  practically  dry  and  super- 
saturated until  a  certain  limit  is  reached.  The  actual  position  of 
this  limit  is  still  uncertain,  but  it  would  in  all  probability  be  clearly 
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indicated  by  the  pressure  observations  in  conjunction  with  the 
known  dimensions.  Beyond  this  limit  the  theory  is  less  certain, 
but  the  effects  of  initial  superheat  appear  to  show  that  a  marked 
degree  of  supersaturation  persists  in  rapid  expansion.  This  would 
probably  produce  secondary  effects  on  the  flow,  as  explained  in 
Chapter  XVI,  which  do  not  appear  to  have  been  anticipated,  and 
require  further  experimental  tests  for  their  proper  elucidation. 

The  case  which  most  commonly  occurs  at  low  loads  in  the  later 
stages  and  expansions,  is  a  great  reduction  of  the  pressure-drop  and 
of  the  velocity-ratio.  A  comparison  of  the  observed  and  calculated 
values  of  the  pressure-drop  in  such  cases  would  aifford  a  severe  test 
of  the  appUcability  of  the  present  theory,  but  there  do  not  appear 
to  be  any  published  data  directly  bearing  on  this  point. 


CHAPTER  XV 

APPLICATION  OF  THE  ANALYSIS  TO  A 
COMPLETE  TURBINE 

156.  Application  to  a  High-Pressure  Turbine.  Equations 

(1),  (2),  and  (8)  can  be  applied  without  modification  to  a  complete 
turbine,  provided  that  z^  is  nearly  the  same  for  each  expansion, 
as  is  usually  the  case  under  normal  conditions  of  running.  For  this 
purpose  it  is  necessary  to  know  the  speed  and  dimensions  so  that 
the  values  of  the  energy-constant  Z  =  Nu^/Jg,  and  of  the  expansion 
constant  Z'=  Nu  tan  a/Xy  can  be  found  for  each  expansion.  By 
adding  the  equations  for  all  the  expansions,  as  indicated  by  the 
symbol  of  summation  S,  we  obtain  for  the  whole  tmrbine. 

Available  energy,  JaVdP  -  (V//i')  SZ (1) 

Heat-drop,        SDff  ^Ho-Hp  =  {2zo -  1)  SZ/" (2) 

Pressure-drop,  SDP  =  P^,  -  P^^  «  {Mz^lgf^)  SZ', (8) 

where  Zq  is  the  mean  value  of  z^. 

These  equations  may  be  employed  in  various  ways,  according 
to  the  data  available  and  the  object  of  the  investigation,  either 
(1)  for  finding  the  efficiency  and  leakage  constants  from  experi- 
mental tests  in  which  the  heat-drop,  pressure-drop,  and  mass- 
flow,  are  observed,  or  (2)  for  estimating  the  probable  variations  of 
power,  consiunption,  and  efficiency,  under  different  conditions 
of  running,  when  the  efficiency  constants  are  known,  or  (8)  for 
choosing  suitable  dimensions  in  designing  a  machine  for  any 
particular  purpose. 

In  experimental  tests,  it  is  always  desirable  to  observe  the 
pressures  at  points  intermediate  between  the  several  expansions 
as  a  check  on  the  state  of  the  steam,  and  it  may  be  necessary  to 
calculate  each  expansion  separately  if  the  variation  of  z^  becomes 
excessive.  When  sufficient  data  are  available,  it  is  possible  to  find 
the  systematic  variation  of /from  one  expansion  to  another,  but 
when  this  is  not  the  case,  some  allowance  can  be  made  for  the 
probable  variation  of /by  assuming  a  formula  of  the  tyi^  1  —  V'jx 
for/"  as  previously  suggested,  and  finding  the  average  value  of  /" 
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from  equation  (2)  when  the  whole  heat-drop  is  known.  It  is  also 
possible  to  represent  the  effect  of  leakage  on  the  mass-flow  by 
inserting  a  similar  factor  1  —  V/x  in  equation  (8)  from  which  l' 
may  be  found  iffi  is  known  and  M  is  observed.  It  seems  probable 
on  theoretical  grounds  that  I'  should  be  less  than  I"  in  the  ratio 
of  2  to  8  nearly.  Both  can  be  foimd  if  this  ratio  is  assimied. 

It  is  of  interest  to  compare  these  equations  with  rules  commonly 
employed  in  design,  such  as  those  given  in  Engineerings  Dec.  18, 
1907.  Such  rules  depend  in  the  main  on  assuming  a  normal  type 
of  blade,  and  a  suitable  value  of  the  ratio  of  steam-speed  to  blade- 
speed  for  the  purpose  required. 

Number  of  stages,  A  rule  commonly  given  for  finding  the 
equivalent  number  of  stages  N^  for  a  complete  marine  turbine  in 
terms  of  the  diameter  D  of  the  H.P.  rotor,  is 

N^  =  5-5  X  108/D«jB»,  (4) 

where  D  is  the  diameter  in  feet,  and  R  the  revs./min.  The  equivalent 
number  of  stages,  allowing  for  variation  of  u  in  different  sections 
of  the  turbine,  is  defined  by  the  condition, 

iV,V=  U^u\  where  Mi=  7rDjB/60  ft./sec (5) 

Thus,  if  the  diameter  of  the  L.P.  rotor  is  y/2  times  that  of  the  H.P. 
the  actual  number  of  stages  on  the  L.P.  rotor  will  be  about  half 
that  on  the  H.P.  if  the  power  is  to  be  equally  divided  between  the 
two. 

Equation  (1)  of  the  previous  page  may  be  written  in  the  form 

N.  =  (ZNu^)lu^^  =  Jgfi'iaVdPlinz^DRleo)^ (6) 

which,  with  fi  =  0*888,  reduces  exactly  to  the  rule  above  given, 
if  the  available  energy  appropriate  to  the  usual  pressure-range  is 
taken  as  840  B.T.U.  with  J  =  778,  provided  that  z^  =  2-25  is 
assumed  as  a  suitable  mean  value  of  the  speed-ratio,  corresponding 
nearly  with  an  initial  value  2  for  each  expansion.  It  is  justifiable 
to  treat  the  available  energy  and  Zq  as  constants  in  a  particular 
case  of  this  kind,  but  the  general  equation  (1)  has  the  advantage 
of  showing  how  the  niunerical  value  of  the  constant  must  be 
modified  to  suit  any  other  pressure-range,  or  velocity-ratio,  or 
condition  of  the  steam. 

Steam-Speed.  With  N^  defined  as  (LNu^)lu^\  and  z^  the  same 
(but  not  necessarily  2-25)  in  all  the  expansions,  the  fraction  NJN^ 
of  the  whole  energy  is  available  in  the  first  expansion  containing 
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iVi  stages.   Equation  (1),  applied  to  the  first  expansion,  gives  for 
the  mean  exit  velocity  V^  of  the  steam  from  the  blades, 

t^i'=  2m«i/sin  a  =  {Jgf^laVdFjN^  sin«  afl^  =  2918/iV//a,  ...(7) 

which  is  independent  of  u  or  2;  separately.  The  numerical  value 
2918  for  the  constant  assimies  the  whole  available  energy  to  be 
840  B.T.U.,  but  the  constant  evidently  varies  as  the  square  root 
of  JaVdP.  This  numerical  formula  is  commonly  quoted  with  the 
value  of  the  constant  2700  or  8000  according  as  the  expansion 
ratio  is  less  than  or  greater  than  64  (Sothem,  Marine  Steam  Turbine^ 
p.  60),  but  it  seems  better  to  take  the  constant  proportional  to 
{JaVdPYlK 

The  chief  difficulty  in  finding  examples  for  the  appUcation  of 
these  equations  Ues  in  the  scarcity  of  suitable  pubUshed  data.  The 
majority  of  tests  give  only  the  speed  and  consumption,  in  relation 
to  the  initial  state  and  final  pressure,  without  any  details  of  di- 
mensions. On  the  other  hand,  many  details  of  dimensions  exist, 
but  these  are  usually  more  or  less  incomplete,  and  corresponding 
tests  of  performance  are  lacking.  In  the  case  of  marine  turbines, 
there  are  great  difiiculties  in  the  way  of  obtaining  reliable  observa- 
tions of  consumption  and  power,  and  there  is  often  little  or  no 
indication  of  the  manner  in  which  the  results  were  estimated,  or 
of  the  order  of  accuracy  to  be  expected.  For  this  reason  many  of 
the  following  examples  must  be  taken  rather  as  illustrations  of 
methods  of  calculation,  which  could  be  applied  if  complete  details 
were  available,  than  as  definite  results  of  experimental  tests. 

As  an  illustration  of  some  of  these  difiiculties,  we  will  take  one 
of  the  trials  of  H.M.S.  Dreadnought,  which  was  the  subject  of  many 
tests  as  being  the  first  large  battleship  to  be  fitted  with  turbines. 
There  were  two  complete  turbines,  port  and  starboard,  each  divided 
into  two  parts,  H.P.  and  L.P.,  driving  four  shafts  in  all.  The  total 
steam  was  estimated  from  the  feed-pump,  but  part  was  employed 
for  driving  auxiUaries,  the  exhaust  from  which  in  some  trials  was 
taken  through  part  of  the  L.P.  turbines. 

In  one  of  the  full-speed  trials,  the  steam  to  the  main  turbines, 
excluding  auxiliaries,  is  given  as  856,000  lbs.  per  hour,  equivalent 
to  ilf  =  49-45  Ibs./sec.  for  each  H.P.  turbine,  rotor  68"  diam., 
giving  X  =  189  sq.  in.  for  the  first  expansion,  with  x  =  7/8". 
Neglecting  leakage,  and  taking  F'=  2-78  at  the  exit  of  the  first 
blade-row  with  effective  aperture  0-8^,  as  given  by  Sothem 
(Marine  Steam  Turbine,  p.  60)  for  normal  blades,  we  should  find 
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U'^  860  ft./sec.  for  the  initial  steam-speed,  with  u  =  96-8  blade- 
speed  at  822  revs./min.,  giving  8-72  for  the  ratio  V'/u^  and  8-5  for 
the  initial  value  of  z,  or  4-0  for  the  mean  value  in  the  first  expansion. 
High  values  of  the  speed-ratio  are  often  ascribed  to  battleships  on 
the  ground  of  similar  calculations,  but  would  generally  lead  to 
impossible  values  of  the  available  energy  and  incredibly  low  effi- 
ciencies. For  this  reason  it  is  usually  better  to  deduce  z  and  M  from 
the  available  energy,  by  equations  (1),  (2),  and  (8),  which  give  quite 
a  different  result  in  the  present  case. 

^M.S.  Dreadnought,  1906.  Full-speed  Trials.  Starboard  turbine. 

Boiler  pressure,  241  lbs.  (gauge),  condenser  vacuum,  27  inches. 
H.P.  receiver  pressure,  157-5  lbs.  (gauge),  L.P.  receiver,  7-7  lbs. 

(gauge). 
H.P.  turbine,  4795  shaft  horse-power  at  822  revs./min. 
L.P.  tiu-bine,  7480  shaft  horse-power  at  887  revs./min. 
H.P.  rotor,  68"  diam.,  with  6  expansions,  each  of  12  stages. 
L.P.  rotor,  92"  diam.,  with  6  expansions,  each  of  6  stages. 

The  rule  above  given  for  the  equivalent  number  of  stages  leads 
to  i^,  =  144  at  845  revs./min.  and  D  =  68",  giving  72  stages  for 
the  H.P.  rotor  and  86  for  the  L.P.,  since  the  mean  diameter  of 
the  blading  is  very  nearly  in  the  ratio  1  to  ^2  for  the  two  rotors. 
The  blade-heights  are  selected  to  the  nearest  1/8"  to  form  a  geo- 
metrical progression  with  a  common  ratio  \/2,  the  annular  area  X 
of  the  first  expansion  of  the  L.P.  being  nearly  the  same  as  that 
of  the  last  expansion  of  the  H.P.,  because  the  steam  velocity  is 
increased  in  the  ratio  of  the  increase  of  diameter.  The  blade-height 
is  the  same,  11",  in  the  last  three  expansions  of  the  L.P.,  but  the 
value  of  tan  a  is  taken  as  2-747  for  normal  blades  in  the  fourth 
expansion,  1*948  for  semi-wing  blades  in  the  fifth,  and  1-874  for 
wing  blades  in  the  last,  being  reduced  in  the  l|^/2  ratio  for  each 
expansion  in  place  of  increasing  the  blade-height.  The  blade-heights 
are  given  in  the  following  table,  in  inches. 


Expansion  number 

1 

2 

3 

4 

5 

6 

H.P.  turbine 

i 

n 

If 

2i 

3* 

5 

L.P.  turbine 

^ 

5| 

7i 

11 

11 

11 

From  which   the   values   of  the  constants  Z  and  Z'   for   each 

expansion  are  calculated  at  the  above  given  speeds.  The  sums 

required  in  the  equations  are, 

^Z      'S.Z/x      %Z'      1,1/x 
H.P.  turbine  16-68      8-70      50-18     3-400 

L.P.  turbine  17-42      2-38        6-94     0-769 
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The  sums  of  Z/x  and  l/x  are  employed  for  estimating  the  effect 
of  tip-leakage  on  the  heat-drop  and  mass-flow  as  explained  below. 
Neglecting  leakage  and  receiver-drop  in  the  first  instance,  and 
assuming  the  state  of  saturation  throughout  the  expansion,  with 
the  initial  state  dry  saturated,  we  obtain  the  following  approximate 
results  for  the  H.P.  turbine. 

Estimating  DH  as  54  cals.  C.  we  find  JaVdP  »  88*65  for  the 
given  range. 

From  (1),     V  =  ^-SSS  X  88-65/15-68  =  4-992,   z^  =  2-284, 

2Zo  -  1  =  8-468. 

From  (2),  DH  =  8-468  x  15-68  =  54-88  (neglecting  leakage  by 
omitting/"). 

From  (8),    M  =  gf^x  149-8/2-284  x  50-18  =  88-18. 
Whence  HP  =  2-545MZ>ff  -  5247. 

Similarly  for  the  L.P.,  with  DH  =  59,  we  find  laVdP  =-•  95-44. 

From  (1),     V  =•  0-888  x  95-44/17-42  =  4-887,  z^  =  2199, 

2jSo  -  1  =  8-898. 
From  (2),  DH  =  8-898  x  17-42  =  59-20  (neglecting/"  as  above). 
From  (8),    M  ^  gf^'x  20-9/2-199  x  5-94  =  45-45. 
Whence  HP  =  6846. 

Owing  to  leakage  through  the  H.P.  dummy,  we  should  expect 
the  flow  through  the  H.P.  turbine  to  be  less  than  49-45,  namely, 
half  the  total  feed  to  the  main  turbines,  but  the  difference  is 
exaggerated  by  the  neglect  of  tip-leakage.  In  spite  of  the  low  value, 
M  =  88-18,  the  power  for  the  H.P.  turbine  comes  out  too  high, 
5247  in  place  of  4795,  because  the  heat-drop  is  too  large,  owing  to 
the  neglect  of  receiver-drop,  and  tip-leakage.  In  the  case  of  the 
L.P.,  the  apparent  flow,  M  =  45*45,  is  much  larger  than  for  the  H.P. 
owing  partly  to  the  auxiUary  exhaust,  which  was  estimated  at  a 
total  of  27,400  Ibs./hour,  or  8*95  Ibs./sec.  for  each  tiurbine,  and 
partly  to  the  excess  of  H.P.  over  L.P.  dummy-leakage.  On  accoimt 
of  the  uncertainty  of  the  feed  measurements  and  the  absence  of 
information  with  regard  to  the  equality  of  distribution  between  the 
port  and  starboard  turbines,  no  great  stress  can  be  laid  on  the 
observed  values  of  M.  But  the  calculated  values  for  different 
conditions  will  be  relatively  correct,  and  may  prove  instructive 
as  illustrations  of  the  effects  of  tip-leakage  and  supersaturation. 

It  would  evidently  be  desirable  for  acciurate  tests  to  measure 
the  actual  pressures  at  the  first  and  last  rows  of  blades,  because 
the  correction  for  receiver-drop  necessarily  depends  on  the  arrange- 
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ment  of  the  steam-pipes  and  valves,  and  cannot  be  included  in 
the  equations.  The  drop  between  the  last  row  of  blades  on  the 
H.P.  and  the  first  row  on  the  L.P.  is  commonly  estimated  at  5  per 
cent,  of  the  absolute  pressure  in  the  L.P.  receiver,  but  is  often 
larger.  For  the  present  purpose  we  will  take  the  drop  as  8  per  cent, 
to  or  from  each  receiver,  and  7  per  cent,  to  the  condenser,  giving 
167  lbs.  for  the  initial  pressure  and  28*1  for  the  final  pressure  on 
the  H.P.  turbine,  with  21-7  and  1'6  for  the  initial  and  final  pressures 
on  the  L.P.,  but  the  low  pressures  are  generally  uncertain. 

If  the  calculation  is  repeated  with  the  pressures  as  above  cor- 
rected for  receiver-drop,  but  otherwise  on  the  same  assumptions, 
neglecting  the  effects  of  leakage  and  supersatiu*ation,  we  obtain 
for  the  two  turbines, 

H.P.     2o  =  2198,  DH  =  5812,  M  =  8718,  HP  =  5028. 
L.P.     Zo  =  2160,  DH  =  57-88,  M  =  44-58,  HP  =  6552. 

All  the  values  are  necessarily  reduced  by  receiver-drop,  the 
loss  of  power  amounting  to  nearly  5  per  cent.,  but  in  spite  of  the 
low  value  of  M^  the  power  for  the  H.P.  turbine  is  still  higher  than 
the  observed  value.  The  difference  between  the  values  of  M  for 
the  two  turbines  remains  nearly  the  same,  and  is  very  large  as 
compared  with  the  difference  between  the  values  of  z^^  which  differ 
by  less  than  2  per  cent,  in  the  opposite  direction. 

Seeing  that  the  difference  between  the  mean  values  of  2^  for 
the  two  turbines  is  so  small,  it  might  naturally  be  expected  that 
the  value  of  z^  would  be  nearly  the  same  for  all  the  expansions 
throughout  each  turbine.  If  z^  were  the  same  throughout,  since 
ujX  =  Rl720x,  we  observe  that  the  pressure-drop  in  each  expansion 
would  be  proportional  to  l/x  by  equation  (8),  so  that  the  pressures 
would  form  a  geometrical  progression  in  the  inverse  ratio  of  the 
blade-heights.  But  then  the  energy  available  in  each  expansion 
would  vary  nearly  as  PV,  showing  that  the  values  of  z^  could 
not  be  the  same  for  each  expansion  in  the  absence  of  leakage. 
Taking  M  =  87-18,  as  found  above  for  the  H.P.  turbine,  it  is  easy 
to  calculate  the  corresponding  values  of  z^  and  DP  for  the  first 
and  last  expansions.  The  values  are. 

First  expansion,    z^^  2-65,  DP  =  58-8)  neglected. 

Last  expansion,     z^=  1-85,  DP  =  7-15J  ^^""^"^   "  k^c^u^u, 

showing  a  considerable  range  of  variation  of  «„.  The  values  of 
DPy  taken  as  proportional  to  1/x,  would  be  48-4  and  8-46  respec- 
tively.  Neglecting  leakage  and  assiuning  a  =  70**  (constant),  the 
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design  requires  an  expansion  ratio  of  9,  whereas  the  actual  ratio  of 
V"  to  F'  is  only  6.  A  lower  final  pressure  would  give  a  more  nearly 
uniform  value  of  z^,  but  the  effect  of  tip-leakage,  which  is  greatest 
in  the  first  expansion  and  least  in  the  last,  reduces  the  actual  range 
of  variation  of  2^  to  such  an  extent  that  it  cannot  be  neglected  in 
this  connection. 

157.  Effect  of  Tip-Leakage.  In  order  to  estimate  this 
effect,  we  may  suppose  that  the  acceleration  of  the  leaking  steam 
is  mainly  in  an  axial  direction,  or  that  the  tangential  component 
of  its  velocity  is  unaltered,  while  the  axial  component  is  increased 
from  J7  to  J7  sec  a  by  the  available  energy  fi'aVdP  at  each  blade- 
ring.  If  Z  is  the  leakage  clearance,  the  mass-flow  of  the  leaking 
steam  is  represented  by  (Z/a?)  sec  a  (UX/IMV\  which  will  be  near 
enough  to  represent  the  mean  of  the  leakages,  under  the  fixed  blades 
and  over  the  moving  blades,  if  /  is  the  mean  clearance,  and  if  X 
is  calculated  from  the  mean  diameter,  12D  +  ^,  of  the  blade-ring 
in  inches,  where  D  is  the  diameter  of  the  rotor  in  feet  as  in  (4). 

If  there  were  no  leakage,  we  should  have  the  usual  relation 
M  =  J7-3l/144F.  The  increase  of  M  due  to  leakage  for  a  given 
pressmre-drop,  is  represented  by  the  fraction  (l/x)  (sec  a  —  1), 
which  may  be  taken  to  be  the  same  for  each  blade-ring  in  any  one 
expansion.  Similarly  the  reduction  of  DP  for  a  given  value  of  itf, 
may  be  represented  by  introducing  the  divisor  1  -f  2Z/aj  (taking 
sec  a  =  8  for  normal  blades)  in  the  value  of  Z'  on  the  right  hand 
side  of  equation  (8),  which  has  the  effect  of  simply  substituting 
X  -\-  21  for  X  in  the  expression  for  Z',  or  Z'\ 

The  effect  of  leakage  can  be  investigated  separately  for  each 
expansion  when  sufficient  data  are  available,  but,  if  only  the  whole 
pressure-drop  for  the  rotor  is  given,  we  can  still  obtain  a  mean 
value  of  2,  corresponding  to  the  ideal  case  in  which  the  clearance 
is  uniform  when  the  machine  is  hot. 

Since  the  effective  length  of  the  blades  is  reduced  by  /,  while 
the  mass-flow  is  increased  as  though  x  were  increased  by  2/,  the 
ratio  of  the  working  steam  to  the  whole  steam  will  evidently  be 
given  by  the  fraction  (1  —  //a:)/(l  +  2//a?)  for  normal  blades.  This 
correction  factor  may  be  supposed  included  in  the  value  of/"  on 
the  right  hand  side  of  equation  (2),  according  to  the  definition  of 
the  reaction  efficiency,  XI,  §126.  If  2  is  small  and  nearly  imiform, 
we  may  substitute  (1  —  81/ x)  for  the  correction  factor  in  each 
expansion,  so  that  the  factor  for  the  whole  turbine  becomes. 
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1  ~  8/S  (Z/x)IJ^Z^  which  gives  a  simple  equation  for  fiiiding  I  if 
DH  is  known.  Conversely  it  is  easy  to  estimate  the  effect  on  DH 
of  assmning  different  values  of  the  clearance. 

In  applying  the  correction  for  leakage  to  a  complete  turbine, 
it  is  in  all  cases  preferable  to  observe  the  pressures  at  the  inter- 
mediate points  between  the  expansions,  and  to  work  the  results 
for  each  expansion  separately;  but,  if  only  the  initial  and  final 
pressings  are  available,  as  in  the  present  example,  a  preliminary 
approximation  may  be  obtained  in  the  following  way.  Equation  (2) 
presents  no  difficulties,  because  the  values  of  DH  and  Z  are  nearly 
the  same  for  each  expansion,  and  the  equations  can  be  added,  even 
if  2(m  is  not  quite  constant,  without  introducing  material  errors  in 
the  mean.  But,  in  equation  (8),  the  values  of  DP  and  Z'  vary 
widely  from  one  expansion  to  another,  and  the  summation  cannot 
be  performed  satisfactorily  by  substituting  the  factor  1  —  2l/x  for 
the  divisor  1  +  22/<r,  which  is  the  usual  method  of  approximation 
in  such  cases.  Transferring  the  correction  factor  1  +  2l/x  to  the 
left  hand  side,  and  substituting  R/720x  for  u/X,  equation  (8)  for 
each  separate  expansion  takes  the  form 

{x  +  21)  DP  =  Mz^RtanaN/720gf^' (8) 

In  adding  the  separate  equations,  it  will  often  be  permissible  to 
make  the  approximation  TixDP  =  x^^DP,  where  1/x^  is  the  mean 
of  the  values  of  1/a?,  if  N  is  the  same  for  each  expansion,  as  in  the 
present  example.  If  the  values  of  N  are  different  in  different 
expansions,  we  have  for  x^  the  equation 

llN/x^  =  NJxi  +  NJx^  +  NJx^  +  etc (9) 

The  sum  of  the  equations  for  the  separate  expansions  will  be 

{x^+  21)  J:DP  =  Mz^R  tan  aZNl72Qgf^, (10) 

in  which  SDP  is  the  whole  pressure-drop  for  the  turbine,  and  2iV 
is  the  whole  number  of  stages.  The  equation  in  this  form  is  con- 
venient to  use,  and  will  give  fairly  good  results  for  the  effect  of 
leakage  on  the  mass-flow,  provided  that  Ijx  is  small,  and  that  2„ 
does  not  vary  greatly.  The  value  of  M  thus  found  can  be  verified 
by  calculating  the  pressure-drop  and  z^  for  each  expansion.  The 
same  equation  can  be  employed,  if  M  is  known,  to  find  the  mean 
effective  value  of  I  for  the  turbine,  if  a  constant  value  of  tan  a 
is  assumed.  But  in  all  such  comparisons  it  is  necessary  to  bear  in 
mind  that  there  may  be  accidental  or  intentional  variations  of 
tan  a,  which  will  alter  the  effective  values  of  a;,  as  in  the  case  of 
the  wing-blades  in  the  L.P.  turbine. 
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From  the  above  investigation  we  arrive  at  the  comparatively 
simple  result  that  the  mass-flow  through  the  whole  tiurbine  for  a 
given  pressure-drop  will  be  increased  by  the  effect  of  tip-leakage 
in  the  ratio  (a?„j+  2l)jx^  where  x^  is  the  mean  effective  blade-height 
as  above  defined,  and  I  the  leakage  clearance.  But  this  assimies 
that  z^  remains  the  same  and  is  nearly  uniform  throughout  the 
tiirbine.  In  point  of  fact  there  will  be  a  small  increase  in  the  mean 
value  of  z^  for  the  whole  tiurbine  in  consequence  of  the  reduction 
of  DH^  which  is  easily  foimd  from  equations  (1)  and  (2);  and  there 
i^vill  also  be  a  change  in  the  pressure-distribution  and  in  the  varia- 
tion of  z^ ,  because  the  pressure-drop  will  be  reduced  in  the  earUer 
expansions  and  increased  in  the  later  if  the  whole  pressiure-drop 
remains  the  same. 

For  the  H.P.  turbine  in  the  present  example,  we  have 
Sl/a;  ^  8*400,  with  6  expansions  each  of  12  stages,  giving 
a?m=  6/8-400  =  1-765.  Taking  I  =  70  mils  =  0070",  as  a  probable 
mean  clearance  over  the  blade-tips  for  a  turbine  of  this  size,  M  is 
increased  by  tip-leakage  in  the  ratio  1-905  to  1-765,  or  from  87-18 
to  40-18,  which  is  about  8  per  cent.  The  simultaneous  reduction  of 
the  heat-drop  from  58-12  to  47*20  increases  the  mean  value  of 
z^  only  from  2-194  to  2-204,  giving  M  =  89-95,  in  the  case  of 
saturated  steam.  It  will  be  seen  that  the  change  of  both  M  and 
DH  is  considerable,  but  that  the  two  are  nearly  independent  of 
each  other.  The  reduction  of  efficiency,  depending  only  on  DJ?, 
amounts  to  11  per  cent.  The  horse-power  is  reduced  from  5028  to 
4800,  agreeing  closely  with  the  observed  value  4796. 

The  effect  of  tip-leakage  on  the  pressure  distribution  in  the 
present  instance  is  to  make  the  pressure-drop  per  expansion  much 
more  nearly  proportional  to  Ijx  than  could  possibly  be  the  case  in 
the  absence  of  leakage,  as  previously  pointed  out.  The  effect  on 
the  first  expansion  is  considerable,  reducing  the  pressure-drop  from 
58-8  in  the  absence  of  leakage  with  M  =  87-18,  to  48-6,  with 
I  »  0-070"  and  M  =  40,  in  spite  of  the  increase  in  M.  The  value 
of  2^  for  the  first  expansion  is  simultaneously  reduced  from  2-65 
to  2-88.  It  is  easy  to  calculate  the  expansions  separately  when  the 
value  of  M  is  known. 

It  must  be  admitted  that  the  effects  of  tip-leakage  in  the 
earlier  expansions  when  the  blades  are  short  may  introduce  some 
uncertainty  in  the  results,  but  this  only  makes  it  the  more  necessary 
to  have  a  simple  and  consistent  theory  for  comparison  with  observa- 
tion. The  method  above  given  appears  to  be  the  simplest  that  can 
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be  devised.  Most  authorities  are  agreed  in  taking  the  ratio  of  the 
working  steam  to  the  whole  steam  as  1  —  Z/a:  to  1  +  2//a?,  when 
the  annular  area  factor  is  8,  for  each  blade-ring,  whether  fixed  or 
moving.  But  since  the  leaking  steam  cannot  contribute  anything 
in  either  case  to  the  impulse  or  to  the  reaction,  it  might  appear 
at  first  sight  as  though  the  loss  of  efficiency  should  be  doubled. 
Morrow  {loc.  cit.,  p.  76)  takes  this  view  on  sUghtly  different  grounds, 
and  gives  the  effective  proportion  of  the  working  steam  as  being 
(1  —  Sl/x)/(l  +  8Z/a?),  which  makes  the  loss  of  efl&ciency  twice  as 
great  as  the  expression  (1  ~  Z/a?)/(l  +  2Z/a?),  in  the  limit  when  l/x 
is  small,  and  which  leads  to  improbable  results  when  l/x  is  large. 
To  take  an  extreme  case,  when  I  =  a:/2,  the  latter  expression  woidd 
reduce  the  efficiency  to  a  quarter  of  the  maximum,  which  is  not 
unreasonable,  but  Morrow's  fraction  would  make  the  efficiency 
negative^  whereas  it  is  evident  that  there  would  still  be  some  balance 
of  useful  work.  Apart  from  secondary  effects,  which  are  difficult 
to  estimate,  it  may  be  admitted  that  the  steam  leaking  under  the 
fixed  blades  could  not  add  much  to  the  reaction  on  the  previous 
ring  of  moving  blades  or  to  the  impulse  on  the  succeeding  ring, 
but  the  energy  acquired  by  the  leaking  steam,  being  mainly  in  an 
axial  direction,  is  carried  over,  and  tends  to  increase  the  reaction 
on  leaving  the  next  moving  ring.  Similarly  the  steam  leaking  over 
the  moving  blades  may  contribute  Uttle  or  nothing  to  the  impulse 
or  reaction  on  the  moving  blade-ring  itself,  but  the  energy  acquired 
in  leaking  is  added  to  the  energy  of  discharge  from  the  next  ring 
of  fixed  blades.  The  fraction  (1  —  llx)/{l  -f  2llx)  appears  to  be  of 
the  right  order  of  magnitude  to  represent  the  relative  drop  in 
efficiency,  giving  (1  ~  l/x)  for  the  relative  drop  in  power,  and, 
although  the  absolute  magnitude  of  I  may  be  uncertain,  the  theory 
can  hardly  fail  to  give  useful  comparative  measures  of  the  effects 
of  leakage  when  combined  with  experimental  tests. 

158.   Calculation  for  each  Expansion  in  Succession. 

The  results  for  each  expansion  are  of  special  interest  when  the 
intermediate  pressures  are  observed,  because  they  tend  to  throw 
light  on  the  state  of  the  steam  and  on  possible  variations  of  blade- 
angle,  or  clearance,  or  mass-flow  due  to  by-pass  or  leak-off  from 
the  dummy.  In  the  absence  of  observations  of  intermediate  pres- 
sures, the  best  that  can  be  done  is  to  assmne  uniform  values  of  /, 
tan  a,  and  M^  in  the  calculation  of  the  pressure-distribution. 
The  calculation  will  be  made  in  the  present  case  for  the  ILP. 
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turbine  on  the  assumption  that  the  state  of  the  steam  is  dry  and 
supersaturated  throughout,  which  is  possible,  because  the  steam 
does  not  quite  reach  the  Wilson  limit.  But  owing  to  the  great 
extent  of  the  blade-surface  in  the  later  expansions,  and  the 
uncertainty  of  the  Umit  at  high  pressures,  it  is  very  Ukely  that 
condensation  would  set  in  before  the  last  expansion  was  reached. 
This  would  be  indicated,  if  the  intermediate  pressures  were  avail- 
able, by  a  marked  change  in  the  pressure-drop  as  compared  with 
that  calculated  for  dry  steam.  It  is  probable  that  the  steam  would 
remain  dry  in  the  present  case  for  the  greater  part  of  the  expansion, 
but  even  if  the  values  for  the  later  expansions  may  not  correspond 
with  the  actual  facts,  the  calculation  will  be  instructive  as  an 
illustration  of  the  method  of  working  out  successive  expansions. 

The  calculation  for  each  expansion  in  the  present  example  starts 
with  a  preliminary  estimate  of  z^  and  DP  from  equation  (8),  with 
M  =  40  and  I  =  0-070",  giving  the  numerical  relation 

(a?  +  0140)  DP  =  20-75z„ (11) 

Thus  taking  2„'=  2-40  as  a  trial  value  for  the  first  expansion,  we 
have  DP  =  49-06  from  (11)  with  x  =  7/8",  and  DH  =  7-20  from  (2) 
with/"=  1  —  0-210/a?,  whence  z^''^^  2-891  from  (1),  which  suggests 
z^  =  2-88  for  the  solution.  When  M  is  given,  the  correct  solution 
for  z^,  as  previously  remarked.  Chapter  XIV,  §  150,  differs  from 
the  result  of  the  first  calculation  of  z^"  from  (1)  by  nearly  the 
same  amount  as  z^"  itself  differs  from  the  first  trial  value  z^' 
assumed  in  (11),  provided  that  the  pressm%-drop  is  small;  but  it 
is  useful  to  have  a  more  accurate  rule  for  estimating  the  correct 
solution  from  the  residt  of  the  first  trial  when  the  difference  is  large. 
Ruie,  To  find  the  correct  solution  from  the  first  trial,  multiply 
the  difference  «^"-  zj  by  0-217Z)P/P",  divide  by 

log  {P'/P'')  -  0-217DP/P", 

and  add  the  result  to  z^'\  with  due  regard  to  sign. 

This  rule  is  easy  to  apply  because  the  required  factors  DP,  P", 
and  log  (P7P")»  ^^^  obtained  in  the  first  trial  to  a  sufficient  degree 
of  approximation;  but  it  is  necessary  that  the  trial  calculation 
should  be  made  to  the  limit  of  accuracy  required  in  the  final  result, 
and  that  the  trial  estimate  of  z^'  should  be  within  2  or  8  per  cent., 
to  get  the  final  result  to  1  in  2000  without  repeating  the  calcula- 
tion. The  nmnerical  factor  0*217  is  half  the  modulus  of  common 
logarithms,  0*484,  log  {P'/P")  being  taken  from  a  table  of  common 
logarithms  to  the  base  10.  The  rule  is  based  on  the  assumption 
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that  JaVdPy  being  equal  to  cJ^^V^log^P'/P",  varies  nearly  as 
log  {P'IP")y  since  PV  changes  slowly.  The  rule  has  the  advantage 
of  showing  immediately  if  the  value  of  M  assumed  in  (8)  exceeds 
the  limit  of  possible  solution,  since  the  maximimi  value  of  M 
corresponds  to  the  condition  log  {P'jP")  =  0-217Z>P/P",  very 
nearly. 

As  an  example  of  the  application  of  the  rule,  if  we  assume 
z^'=  2*40  for  the  second  expansion,  with  x  =  1-25",  and  P'=  118-4, 
we  find  from  (11)  DP  =  85-79,  P"=  82-61,  log  {P'jP'')  =  0-15682, 
and  0-217DP/P"=  0-094.  Equation  (1),  with  Z  =  2-522,  and 
aP'V'=  45-58,  gives  2^"=  2-872,  showing  a  difference 

«m"-  ^  =  -  0-028, 

which  (by  the  above  rule)  when  multiplied  by  0-094/0-062,  gives 
-  0-042  to  be  added  to  2-872,  leaving  2-830.  The  final  value, 
Zn  =  2-880,  when  tested,  is  foimd  to  be  correct  to  the  last  figure, 
and  gives  DP  =  84-74,  P"=  88-66,  from  (11),  DH  =  7-68  from  (2), 
whence  DaPV  =  1-82,  and  aP''V"=  48-76,  as  required  for  the 
initial  state  in  the  next  expansion. 

The  results  for  the  several  expansions  with  iKf  =  40  are  as 
follows. 


Table  III. 
H.P.tiu-bine.  ilf  =  40,P'=167,ff'=668.  State,  dry  supersaturated. 


No. 

jaVdP 
15-98 

Zm 

DH 

/ 

DP 

P" 

xDP 

aP^'V" 

1 

2-378 

712 

0-446 

48-60 

118-40 

42-5 

45-58 

2 

16-61 

2-330 

7-68 

0-496 

34-74 

83-66 

43-4 

43-76 

3 

15-44 

2-309 

8-14 

0-528 

26-34 

58-32 

44-4 

41-86 

4 

14-47 

2-212 

8-20 

0-666 

17-40 

40-92 

43-5 

39-95 

5 

13-67 

2112 

8-15 

0-600 

12-03 

28-89  1 42-1 

3806 

6 

11-48 

1-902 

7-62 

0-650 

7-68!    21-21   38-4 

36-32 

86-46 

2-205 

46-81 

0-542 

2Z)P=  145-8    42-38 

10-97 

The  last  line  gives  the  sums  and  means.  The  last  colunm  gives 
the  values  of  aP"V"  required  in  the  calculation,  and  DaPV  for 
the  whole  turbine.  The  small  corrections  for  the  difference  between 
V^'  and  VJ\  and  for  discontinuity,  are  here  neglected,  because 
they  are  nearly  equal  and  opposite  as  explained  in  the  last  chapter, 
§148. 

If  the  final  pressure  P"  is  given,  there  is  a  considerable  advantage 
in  working  the  above  method  backwards,  starting  with  the  last 
expansion,  especially  if  the  flow  through  the  last  expansion  ap- 
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proaches  the  limit  of  discharge.  The  final  pressure  cannot  in  any 
case  be  determined  satisfactorily  from  the  mass-flow,  because  M 
is  nearly  independent  of  the  final  pressure,  in  the  majority  of 
practical  cases,  for  a  complete  turbine.  Moreover  the  rule  above 
given  for  finding  the  correct  value  of  z„  for  each  expansion  from 
the  residt  of  the  first  trial  estimate,  works  more  accurately  back- 
wards than  forwards.  To  work  the  rule  backwards,  when  P"  is 
given  and  P'  is  sought,  it  is  merely  necessary  to  substitute 
0-217DP/P'  in  place  of  0-217Z>P/P".  This  has  the  advantage  that 
the  correction  to  zj'  is  always  smaller  than  the  difference  «,»"—  z^' 
instead  of  larger,  so  that  the  work  is  more  accurate.  Moreover  a 
considerable  error  in  the  estimated  value  of  the  final  pressure  for 
the  whole  tmrbine  will  make  very  little  difference  to  the  value  found 
for  the  initial  pressure,  if  the  value  of  M  is  nearly  right;  and  the 
trial  value  of  ilf ,  if  uncertain,  is  readily  corrected  for  small  errors 
by  the  consideration  that  it  will  vary  nearly  as  the  square  root  of 
P'lV. 

When  the  initial  and  final  pressmres  are  observed  for  each 
expansion  in  addition  to  the  mass-flow  for  the  whole  turbine,  equa- 
tion (8)  serves  for  determining  the  probable  value  of  {x  +  22)/tan  a 
tor  each  expansion  separately,  if  I  and  a  are  not  assumed  to  be 
imiform  throughout  the  tmrbine.  The  mean  value  of  I  can  be  in- 
ferred independently  from  equation  (2)  if  the  heat-drop  for  the 
whole  turbine  is  known.  There  will  always  be  a  margin  of  imcer- 
tainty  in  deducing  small  variations  of  /  or  a  from  small  differences 
of  pressing  observed  in  experimental  tests,  but  if  the  calculations 
are  made  on  a  consistent  plan,  the  values  found  can  be  employed 
for  deducing  the  effect  of  other  variations  of  condition  on  the 
assumption  that  I  and  a  remain  constant  for  each  expansion,  and 
the  results  of  such  calculations  will  in  all  probability  be  of  the 
same  order  of  accuracy  as  the  original  observations  from  which 
the  values  of  I  and  a  were  deduced.  The  chief  source  of  imcertainty 
arises  from  change  of  state  of  the  steam,  but  as  a  rule  the  point 
at  which  this  occurs  will  be  clearly  indicated  by  the  observations. 
The  table  shows  that  the  range  of  variation  of  z^  for  the  separate 
expansions,  which  was  foimd  to  be  2-65  to  1-85  in  the  absence  of 
leakage,  is  greatly  reduced  by  assuming  I  =  0-070",  and  could  be 
further  modified  by  admitting  a  larger  value  of  L  But  the  excessive 
drop  of  Zn  in  the  last  expansion  is  chiefly  due  to  the  raising  of  the 
final  pressure  by  the  auxiliary  exhaust  and  H.P.  dummy  leakage. 
The  design  of  the  turbine  would  require  a  larger  expansion  ratio 
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and  a  much  lower  final  pressure  to  make  z^  the  same  for  the  later 
as  for  the  earlier  expansions.  The  final  pressiu^  in  the  table,  with 
ilf  =  40  and  I  =  0-070",  comes  out  21*21,  but  a  small  variation  in 
either  Mori  will  make  a  considerable  difference  in  the  final  pressure. 
The  table  gives  a  good  idea  of  the  probable  limits  of  variation  of 
2;^  and  xDP  imder  the  conditions  assumed,  and  the  effect  of  small 
variations  of  M  or  Z  is  readily  estimated  without  repeating  the 
calculation  for  the  separate  expansions. 

For  example,  the  rough  estimate  of  M  by  the  method  of  the 
preceding  section  was  made  for  saturated  steam,  and  would  be  a 
Uttle  different  for  supersaturated,  as  assumed  in  Table  III.  But 
by  making  due  allowance  for  the  variation  of  z^  and  xDP  as  shown 
in  the  table,  it  is  possible  to  estimate  the  error  in  M  due  to  assuming 
z^  and  xDP  constant.  The  mean  value  of  xDP  according  to  the 
table  is  42-88.  The  mean  value  assvuned  in  the  integral  method 
would  be  x^J^DP/Q  =  42*91,  which  would  give  M  =  40*50  in  place 
of  40.  The  mean  value  of  z^  for  the  same  pressure-range  would  be 
2*198,  in  place  of  2*205  as  shown  in  the  table,  which  would  increase 
the  error,  giving  M  =  40-62,  as  is  easily  verified  by  performing  the 
calculation. 

The  employment  of  equation  (8)  in  the  manner  specified  for 
estimating  the  effect  of  leakage  on  the  mass-flow,  though  accurate 
for  one  expansion,  is  necessarily  inaccurate  for  the  whole  turbine, 
unless  z„  is  the  same  throughout,  as  previously  explained.  It  is 
useful  for  rough  estimates  within  certain  limits,  but  would  be  quite 
inapplicable  to  a  problem  involving  small  differences  depending 
essentially  on  the  variation  of  z,^,  for  example  in  calculating  the 
small  variations  of  M  due  to  changes  in  the  final  pressure.  For  this 
purpose  equation  (8)  must  be  replaced  by  XIV  (14),  as  previously 
shown. 

159.  Variation  of  Final  Pressure.  In  considering  the 
effect  of  variation  of  final  pressure  on  the  discharge  through  a 
complete  turbine,  with  a  pressure-ratio  exceeding  4  to  1,  it  is 
possible  to  obtain  good  results,  in  spite  of  the  variation  of  z^, 
without  calculating  the  expansions  separately,  by  employing 
equation  XIV  (14),  as  in  the  case  of  a  single  expansion  when  the 
discharge-angle  a  is  constant.  This  equation  may  be  put  in  the  form 

Af«SZ"-  M22  (144iV  tan^  a/X^)  =  gf^  i:.D(P IV)I(2  -  m),  (12) 

which  is  obtained  by  adding  the  equations  for  the  separate  ex- 
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pansions.    Since  m  is  small  compared  with  2,  and  does  not  vary 
greatly,  we  may  take  the  mean  value 

m  =  log  (P'F7P"F")/log  {P'/P'') 

(XrV,  §  146)  for  the  whole  pressure-range.  The  sum  of  the  values 
of  the  drop  of  P/V  for  aU  the  expansions  is  simply  P'/F'-  P'VF", 
the  difference  of  the  initial  and  final  values  of  P/V  for  the  whole 
range.  The  value  of  the  discharge-constant,  Z"=  144  tan*  a/X^^ 
for  each  expansion  is  independent  of  the  speed,  and  is  readily 
corrected  for  the  effect  of  leakage  on  M  by  dividing  each  value  of 
Z"  before  addition  by  the  appropriate  factor  (1  +  2//a?)*.  The  cor- 
rection for  discontinuity  of  expansion  is  much  less  important  than 
in  the  case  of  a  single  expansion  with  an  excessive  pressure-range. 
It  will  be  nearly  the  same  for  each  expansion  under  normal  con- 
ditions, and  is  easily  applied  as  a  final  correction  to  the  value  of 
M  by  dividing  it  by  the  factor  1  +  log^  r/42iV,  where  SiV  is  the 
whole  number  of  stages,  and  r  is  the  whole  expansion-ratio  V"IV\ 
As  a  numerical  example  of  the  application  of  this  equation,  we 
may  use  it  to  calculate  the  value  of  M  for  the  above  H.P.  turbine 
under  the  conditions  assimied  in  Table  III  of  the  last  section,  with 
the  same  final  pressure  21*21.  From  equations  (1)  and  (2)  in  the 
usual  way  we  find  the  following  values: 

laVdP  =  85-70,  z©  =  2-198,  DH  =  47-08,  whence  F"=  16-62 
supersaturated. 

P7F'=  60-65,  P^'/V"^  1-28,  D  (P/V)  =  59-87,  m  =  01288, 
2  -  m  =  1-8712. 

The  required  value  of  SZ",  corrected  for  leakage  with  I  =  0-070", 
comes  out  0-5561,  giving  M"=  40-27.  The  correction  for  dis- 
continuity of  expansion,  with  F'7F'=  6-04,  and  SiV  =  72,  is 
obtained  by  dividing  ilf "  by  the  factor  1-0068,  which  gives  finally 
M  =  40-01,  in  agreement  with  the  value  itf  =»  40  assumed  in 
calculating  the  pressure-drop  for  the  expansions  separately  by 
means  of  equation  (11). 

It  will  be  seen  that  equations  (11)  and  (12)  are  exactly  consktent 
when  each  is  employed  for  its  proper  purpose.  Equation  (11)  is 
the  most  convenient  to  employ  for  finding  the  pressure-drop,  etc. 
in  successive  expansions  when  M  is  given,  but  is  unsuitable  for 
finding  M  for  a  complete  turbine  with  a  large  pressure-range  unless 
z^  happens  to  be  constant.  Equation  (12)  is  the  most  appropriate 
for  the  latter  purpose,  since  it  does  not  assume  the  constancy 
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of  z^ ,  and  is  better  adapted  to  the  ease  of  a  complete  turbine 
than  to  that  of  a  single  expansion  with  a  large  pressure-range. 

It  follows  from  equation  (12)  that  the  curve  representing  the 
variation  of  M  with  increase  of  DP  for  a  complete  turbine  is  very 
similar  to  that  marked  1  in  Fig.  88,  since  the  correction  for  dis- 
continuity is  small  owing  to  the  large  nimiber  of  stages.  The  varia- 
tion of  M  with  change  of  final  pressure  will  be  very  small,  since 
P"IV"  is  small  compcired  with  P'jV'.  Thus  if  the  final  pressure  in 
the  last  example  is  28-1  in  place  of  21-21,  we  find  F"=  15-88, 
P"/F"=  1-50,  D  (P/V)  =  5915,  2  -  m  =  1-869,  whence  M  =  89-96 
corrected,  in  place  of  40.  The  discharge  becomes  practicaUy  inde- 
pendent of  the  final  pressure  when  the  expansion  ratio  is  large. 

The  maximum  value  of  the  discharge  will  evidently  vary  nearly 
as  the  square  root  of  P'IV\  as  in  the  case  of  a  nozzle,  and  inversely 
as  the  square  root  of  the  discharge-constant  ZZ",  corrected  for 
leakage.  The  curve  marked  1  in  Chap.  XIV,  Fig.  88,  corresponds 
approximately  with  the  discharge  of  supersaturated  steam  through 
a  H.P.  turbine  with  initial  state  P'=  164-7  lbs.  abs.  dry  saturated, 
and  with  a  discharge-constant  SZ"=  (12  tan  a/100)*  =  0-1087, 
if  ^'=  1,  or  0-0960  for^'=  0-888,  as  assimied  in  the  last  example. 
Taking  the  maximum  ordinate  of  the  curve  as  96-5,  and  omitting 
^yN  which  is  included  in  Z",  the  maximiun  discharge  for  SZ"=  0-556 
would  be  40-1  Ibs./sec.  at  P'«  164-7,  or  40-6  at  P'=  167  lbs.  But 
the  actual  value  will  also  depend  to  some  extent  on  the  state  of 
the  steam,  and  on  the  speed,  in  so  far  as  the  conditions  affect  the 
values  of  V"  and  m.  Thus  F"  will  be  smaller  and  m  larger  for 
supersaturated  than  for  saturated  steam.  The  reduction  of  m,  as 
shown  by  equation  (12),  will  tend  to  reduce  the  values  of  M  for 
saturated  steam  as  compared  with  the  values  given  by  the  curve, 
which  is  drawn  for  dry  supersaturated. 

By  way  of  comparison  we  may  calculate  the  flow  throtigh  the 
same  H.P.  turbine  in  the  case  of  saturated  steam,  taking  the 
same  conditions  as  in  Table  III  with  the  final  pressure  21-21.  Equa- 
tions (1)  and  (2)  give  the  data:  mean  z^  =  2-244,  SDjff  =  48-8, 
2  -  m  =  1-9142,  F"=  18-16,  D  (P/V)  =  59-48.  Substituting  these 
values  in  equation  (12)  we  find  M  =  89-60  corrected. 

Having  found  the  flow,  it  would  be  possible  to  calculate  the 
expansions  in  succession,  as  in  Table  III,  by  way  of  verification, 
using  equations  (1),  (2),  and  (8).  But  the  calculation  is  more 
troublesome  in  the  case  of  saturated  steam  than  in  the  case  of 
dry  steam,  owing  to  the  necessity  of  continual  reference  to  the 
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tables  and  of  interpolation  for  finding  the  volume  of  the  wet  steam 
from  the  heat-drop.  For  this  reason,  among  others,  the  following 
method  is  preferable  in  point  of  expedition,  and  is  sufficiently 
accurate  for  all  practical  purposes,  besides  being  most  instructive 
as  an  independent  method  of  calculation  for  the  separate  expansions. 
It  is  evident  from  equation  (12)  that  the  drop  of  P/V  in  each 
expansion  is  proportional  to  the  value  of  the  discharge-constant 
Z"  for  the  expansion  considered.  The  drop  of  P/V  is  proportional 
to  the  drop  of  P«-»»,  which  is  easily  calculated  for  each  expansion 
by  dividing  the  difference  between  the  initial  and  final  values  of 
P*"*"  in  the  same  proportion  as  the  separate  values  of  Z"  bear  to 
their  simi.  With  the  values  above  given  of  P',  P",  and  2  —  m,  we 
have  P'«-*»  =  17978,  P"a-«»  =  846-2,  difference  17682.  Each  value 
of  Z"  has  to  be  multipUed  by  the  ratio  17682/0-5561  to  find  the 
corresponding  value  of  the  drop  of  P«-»»,  as  in  the  following  table. 

Table  IV. 
H.P.  turbine.  Saturated  steam.  jff'=  668,  P'=  167,  P"=  21-21. 


KxpanBion  No. 

1 

2 

264 
22 

* 

J 

4 

6 

( 

S 

Z"  {I  =  0-070") 

0-27040 
8574 

0-14 
45 

007605 
2411 

003813 
1209 

001950 
618-3 

0-00938 
297-5 

LogP*-^ 

LogP 

P 

17978 
4-2547 
2-2227 

167-0 

9404 
3-9733 
2-0757 
119-04 

4882 
3-6886 
1-9269 

84-51 

2471 
3-3929 
1-7724 

59-21 

1262 
3-1011 
1-6200 

41-69 

643-7 
2-8087 
1-4673 

29-33 

346-2 

2-5393 

1-3265 

21-21 

DP 
DH 

47-96 
2-369 
7-09 

34-53 
2-336 
7-70 

25-30 
2-328 
8-23 

17-52 
2-251 
8-38 

12-36 
2190 
8-54 

812 

2-032 

8-22 

The  values  of  P*-^  are  obtained  from  the  differences  given  in  the 
third  line  of  the  table  by  adding  the  final  value  846*2  to  the  drop 
297*5  in  the  sixth  expansion,  giving  648-7  at  the  end  of  the  fifth, 
and  so  on.  The  values  of  P  at  the  intermediate  points  between  the 
expansions  are  found  by  taking  the  logs  of  P*-^,  dividing  by  2  —  m 
(with  a  Fuller  slide-rule),  and  taking  the  antilogs.  The  pressure- 
drop  DP  for  each  expansion  is  obtained  by  taking  differences,  and 
the  required  values  of  z^  and  DH  are  then  easily  found  from  equa- 
tions (8)  and  (2)  respectively,  with  the  leakage  factors  x  +  2Z,  and 
1  —  Sl/x.  The  niunerical  value  of  the  constant  in  (8)  or  (11)  is 
20-54,  for  saturated  steam,  in  place  of  20*75  for  supersaturated, 
being  simply  proportional  to  M.   As  a  rough  verification  of  the 
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accuracy  of  the  method,  the  sum  of  the  values  of  DH  comes  out 
48-2,  in  place  of  48-8  as  calculated  from  the  initial  and  final  pressures. 
It  will  be  seen  that,  when  the  blade-heights  are  in  an  ascending 
geometrical  progression  with  a  common  ratio  ^2,  the  corresponding 
values  of  Z"  form  a  descending  geometrical  progression  with  a 
common  ratio  1/2,  to  a  similar  degree  of  approximation.  The  value 
of  Z"  for  the  first  expansion  is  nearly  as  large  as  the  sum  of  the 
remainder,  and  is  the  most  important  in  determining  the  discharge. 
The  value  of  M  for  satiurated  steam  is  only  1  per  cent,  less  than  for 
supersaturated,  because  the  volumes  are  nearly  the  same  in  the 
first  expansion,  as  previously  remarked.  The  reduction  is  mainly 
due  to  the  reduction  of  m  from  0-0988  supersaturated,  to  0-0888 
saturated.  The  fall  of  z^  in  the  last  two  expansions  is  less  pro- 
nounced in  the  case  of  saturated  steam  (S)  than  in  Table  III  for 
supersaturated  (SS)y  because  the  final  volume  in  Table  IV  is 
increased  from  16-62  SS  to  18-16  iS,  and  the  expansion  ratio  from 
6  SS  to  6-6  S.  The  design  of  this  particular  tiu-bine  would  require 
a  pressure-ratio  of  10/1,  or  an  expansion  ratio  of  8-22,  in  the  case 
of  saturated  steam,  to  make  the  value  of  2^  approximately  the  same 
for  all  the  expansions  with  the  leakage  correction  above  assumed. 
It  is  very  likely  that  the  H.P.  turbine  was  designed  to  suit  a  pressure- 
range  from  165  to  16-5  lbs.  abs.,  with  16  lbs.  to  1-6  for  the  L.P., 
but  the  conditions  of  the  full-speed  trials  would  correspond  to  an 
overload,  with  more  work  on  the  L.P. 

i6o.  Maximum  Discharge  and  Power.  When  the  final 
pressure  is  reduced,  keeping  the  initial  pressure  constant,  the  value 
of  M  will  approach  a  maximiun,  which  is  finally  reached  when  the 
velocity  of  exit  from  the  last  ring  of  blades  is  that  of  sound.  If  the 
final  pressure  is  reduced  beyond  this  point  there  is  no  further 
increase  in  the  discharge  or  the  power.  The  value  of  M  reaches  the 
limit  very  gradually  and  continuously  as  previously  indicated,  but 
the  power  increases  with  pressure-drop  at  a  nearly  uniform  rate 
right  up  to  the  limit,  at  which  point  the  increase  terminates  abruptly. 
The  point  at  which  the  limit  is  reached  is  beyond  the  practical 
range,  but'the  limit  is  of  practical  interest  in  relation  to  the 
character  of  the  power  curve  as  affected  by  variation  of  final  pressure. 

If  we  eliminate  z^"  between  equations  (2)  and  (8),  we  obtain 
the  power  M"DH  (omitting  the  constant  for  reduction  to  horse- 
power), for  each  expansion, 

M"DH  =  [2kDP  -  M"l{x  +  21)]  {x  -  /)  Z,   (18) 
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in  which  A;  represents  the  constant  720gfi'/NR  tan  a.  This  equation 
shows  that  the  power  for  each  expansion  is  nearly  a  linear  function 
of  the  pressure-drop  DP  when  M  is  approaching  the  maximum. 
The  power  for  the  complete  turbine  will  also  maintain  approximately 
a  linear  character  in  relation  to  the  pressure-drop,  up  to  the  limit 
at  which  it  ceases  to  increase  with  further  drop  of  pressure,  pro- 
vided that  the  speed  remains  constant. 

As  the  Umit  is  approached,  the  steam-velocity  increases  rapidly 
in  the  last  expansion  with  a  high  value  of  2^,  so  that  the  heat-drop 
for  the  whole  turbine  cannot  be  found  accurately  by  assuming  z^ 
constant.  It  is  possible  however  to  find  acciurate  values,  even  at  the 
extreme  limit,  by  calculating  the  pressure-drop  and  2^  for  each 
expansion  as  in  §  159,  by  the  last  method  described.  The  limiting 
value  otMis  first  estimated  from  equation  (12)  with  any  convenient 
low  value  of  the  final  pressure.  The  appUcation  of  condition 
XIV  (11),  for  the  velocity  of  sound  at  the  last  blade-ring,  will  then 
give  a  fairly  accurate  value  of  the  final  pressure  at  the  limit.  With 
this  value  of  the  final  pressure,  the  values  of  P*-^  at  intermediate 
points  are  readily  found,  and  the  values  of  DP,  z^"  and  DH  for  the 
separate  expansions  are  deduced  as  in  Table  IV.  The  sum  of  the 
values  of  DH  gives  the  required  total  heat-drop  at  the  limit  with 
considerable  accuracy. 

To  find  the  critical  value  of  the  final  pressure  for  the  H.P. 
turbine  in  the  last  example  at  822  revs./min.  in  the  case  of  saturated 
steam,  we  have  the  Umiting  value  of  ilf ,  89*95,  as  previously  cal- 
culated. The  value  of  X'  in  equation  XIV  (11)  is 

{X  ~  TStt/)  cos  a  +  TSttZ  =  408-5  sq.  in., 

corrected  for  tip-leakage.  The  equation  (11)  gives  P'^jV"^  0*0888, 
whence  P"=  8*87,  if  2  -  m  =  1*919.  The  value  P"=  8*4  will  be 
a  sufficient  approximation  for  the  present  purpose. 

The  foDowing  table  gives  the  values  of  M ,  and  of  the  total  heat- 
drop  ZDH  for  different  values  of  the  final  pressure  P".  The  values 
in  the  second  column  headed  M"  are  those  given  by  equation  (12), 
corrected  for  leakage,  but  with  the  correction  for  discontinuity 
omitted,  as  required  in  calculating  z^"  from  DP.  The  correction  of 
M  for  discontinuity  is  small,  ranging  from  0*26  at  8*4  lbs.  to  0-28 
at  50  lbs.,  depending  chiefly  on  the  first  expansion  which  is  little 
affected  by  the  final  pressure.  The  table  also  gives  the  values  of  z^" 
for  each  expansion  separately  to  illustrate  the  effect  of  the  variation 
of  P'\  which  is  greatest  in  the  last  expansion.  The  value  of  HDH, 
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calculated  from  the  mean  value  of  z^  for  the  whole  turbine  by 
equation  XIV  (1  a),  agrees  very  closely  with  that  found  from  the 
sum  of  the  separate  expansions  at  P"=  16  when  z^  is  nearly  the 
same  throughout,  but  would  be  about  6  per  cent,  too  large  at 
P"=  8«4  and  at  50,  owing  to  the  variation  of  2^  which  is  assumed 
constant  in  (1  a). 

Table  V. 
H.P.  turbine.  Variation  of  final  pressure.  Satiurated  steam. 


p// 

3f" 

-LDH 

^ 

H 

H 

24 

Zfi             2, 

3-4 

40-20 

64-79 

2-386 

2-378 

2-428     2-483 

2-740     4163 

10 

40-14 

67-83 

2-380 

2-366 

2-408     2-428 

2-687     3083 

16 

40-00 

52-41 

2-369 

2-343 

2-364     2-336 

2-374  '  2-421 

23 

39-80 

4712 

2-361 

2-308 

2-296     2-206 

2106  .  1-906 

30 

39-52 

42-61 

2-330 

2-264 

2-206     2-063 

1-863      1-666 

40 

38-97 

3717 

2-282 

2-187 

2071      1-841 

1-672 

1-219 

60 

38-27 

32-46 

2-229 

2-092 

1-919 

1-643 

1-331 

0-989 

The  values  of  DP  for  the  separate  expansions  are  readily  found 
from  those  of  z  by  equation  (8)  {x  +  2/)  DP  =  0-5188M"2^".  In 
finding  the  separate  values  of  DH  from  those  of  2,  the  expression 
for  /"  in  equation  (2)  has  been  taken  as  (a;  —  l)l(x  +  2i),  with 
I  =  0-070",  giving  for  Zf  the  series  of  values  1-979,  2-141,  2-274, 
2-406,  2-588,  2-687,  at  322  revs. 

The  ciu-ves  in  the  annexed  Fig.  84  illustrate  the  variation  of 
(1)  the  horse-power,  H.P.  =  ilf2Z)ff/0-8928,  (2)  the  mass-flow  M, 
(8)  the  relative  efficiency  F,  and  (4)  the  consiunption,  C  =  1414/ZDfl 
in  lbs.  per  horse-power  hour,  each  being  plotted  against  the  final 
pressure P", in Ibs./sq.  in.  abs.,  at  aconstant  speed  of  822  revs./min., 
with  initial  state  P'=  167  lbs.  abs.,  and  H'=  668.  The  relative 
efficiency  F^  is  given  in  per  cent,  by  the  scale  on  the  left,  which 
also  serves  for  M  in  Ibs./sec.  The  H.P.  ranges  from  8142  to  6588, 
and  is  given  by  the  same  scale  multiplied  by  100.  The  consumption 
Ci  ranges  from  21-82  lbs.  per  H.P.H.  at  P"=  8-4  lbs.,  to  48-57  at 
P"=  50  lbs.,  and  is  shown  by  the  scale  on  the  right.  The  cun'^es 
Fj  and  Cj  refer  to  the  same  case  when  the  speed  is  doubled,  the 
other  conditions  remaining  unaltered.  These  curves  have  been 
shifted  relatively  to  Fj  and  C^  to  facilitate  comparison.  The  values 
of  F2  as  read  by  the  scale  on  the  left  must  be  increased  by  20  per 
cent.,  and  those  of  Cj  read  as  by  the  scale  on  the  right  must  be 
reduced  by  10  lbs. 

The  curve  representing  M  approaches  the  limit  at  P"=  8-4  lbs. 
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very  gradually,  as  previously  explained,  but  that  representing  the 
H.P.  continues  to  rise  at  an  increasing  rate  up  to  the  limit,  after 
which  the  H.P.  remcdns  constant.  The  curve  representing  F^  shows 
a  rapid  fall  at  low  pressures  and  a  marked  increase  for  high  values 
of  P",  tending  to  a  maximum  in  the  neighbourhood  of  P"=  70, 
beyond  the  range  of  the  figin^,  and  falling  again  at  higher  pressures 
to  zero  when  DP  is  very  small. 

The  "theoretical  value  "  of  the  consumption  C  is  often  estimated 
from  the  adiabatic  heat-drop  by  assuming  a  constant  value  of  F. 
The  effect  of  this  is  shown  by  the  broken  curve  marked  Th,  taking 
the  actual  value  of  F^  at  16  lbs.  as  the  constant  required.  Owing  to 
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Fig.  34.    H.P.  Turbine.   Variation  of  C,  F,  M,  and  HP  with  final  P. 

the  wide  range  of  variation  of  F  with  final  pressure,  this  method  is 
of  little  practical  use.  It  makes  the  correction  of  C  for  variation 
of  final  pressure  about  60  per  cent,  too  large  in  the  present  instance. 
When  the  speed  is  doubled,  the  maximum  of  P,  as  shown  by  the 
curve  Fj ,  occurs  at  a  much  lower  pressure,  near  20  lbs.,  but  the 
final  drop  of  F  is  still  strongly  marked.  The  curves  F^ ,  F, ,  represent 
extreme  cases.  They  are  of  interest  chiefly  as  an  illustration  of  the 
futility  of  assuming  F  constant  in  cases  of  this  kind. 

i6i.   Correction  of  Consumption  for  Change  of  Pres- 
sure. The  performance  of  a  steam-engine  or  turbine  is  commonly 
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stated  in  terms  of  the  consumption  of  steam  in  lbs.  per  horse-power- 
hour,  or  other  convenient  miits.  The  value  of  the  consimiption 
C  is  inversely  proportional  to  the  actual  heat-drop  DH^  or  to  the 
adiabatic  heat-drop  DH^  multiplied  by  the  relative  efficiency  F. 

C=^k/DH  '^k/DH^x  F (14) 

The  values  of  the  constant  A;  most  commonly  required  in  different 
systems  of  units  are  shown  in  the  following  table. 

C  in  lbs.  per  horse-power-hour     =  UU'3/DH  (cals.  C.)  =  2546/2>H  (B.Th.U.) 
C  in  lbs.  per  kOowatt-hour  =  1896-6/Z)JJ      „         =  3412/2>H 

O  in  kg.  per  oheval-vapeur-heure  =    632-4/2>JJ      „         =1 ISS/DH 
C  in  kg.  per  kilowatt-hour  =    SGOO/DH      „         =  16^/DH 

When  the  correction  to  the  consumption  for  change  of  vacuum 
is  stated  or  required  in  terms  of  cms.  or  inches  of  mercury,  the 
foDowing  reduction-factors  may  be  employed  to  reduce  the  readings 
of  the  vacuum-gauge  to  lbs.  per  sq.  in.,  or  kg.  per  sq.  cm.,  as 
required  in  the  (F.P.C.  or  F.)  and  (K.M.C.)  systems  of  units: 

1  inch  of  mercury  =  0*4910  Ib./sq.  in.  =  0*08452  kg./sq.  cm. 
1  centimetre     „     «  0*1938  Ib./sq.  in.  =  0*01859  kg./sq.  cm. 

When  it  is  required  to  calculate  the  changes  of  consimiption 
for  any  given  machine  over  wide  ranges  of  variation  of  pressure, 
or  superheat,  or  speed,  the  values  of  C  should  be  deduced  from  those 
of  DH  calculated  by  the  method  explained  in  the  preceding  section, 
which  will  give  fairly  accurate  results  for  any  practical  changes 
in  the  conditions  from  quarter  load  to  50  per  cent,  overload,  or 
half  speed  to  double  speed,  provided  that  there  is  no  change  in 
the  state  of  the  steam.  But  if  sufficient  data  are  available,  or  if 
the  state  changes  from  dry  to  wet  in  the  course  of  the  expansion, 
or  if  there  is  a  change  of  M,  it  may  often  be  desirable  to  calculate 
some  of  the  expansions  separately.  On  the  other  hand,  in  the  case 
of  small  changes  of  conditions  such  as  often  occur  in  full-load  tests, 
a  much  simpler  method  of  calculation  will  suffice  for  practical  re- 
quirements. 

The  correction  most  often  required  in  practice  is  the  percentage 
change  of  consumption  per  imit  change  (1  Ib./sq.  in.  or  1  in. 
vacuiun)  of  final  pressure,  when  the  conditions  deviate  slightly 
from  the  normal  value  of  the  final  pressure  for  which  the  machine 
was  designed.  Assuming  that  the  normal  pressure  range  is  defined 
as  that  which  makes  the  value  of  z^  nearly  the  same  for  all  the 
expansions,  a  general  expression  for  the  percentage  correction  of 
the  consmnption  for  change  of  final  pressure  at  constant  speed. 
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is  readily  deduced  from  equations  (1)  and  (2),  and  wiD  apply  with 
considerable  accuracy  to  any  kind  of  turbine,  with  any  initial 
state  or  speed-ratio,  provided  only  that  the  value  of  z^  is  nearly 
uniform. 

If  we  differentiate  equations  (1)  and  (2)  with  respect  to  P", 
and  divide  the  differential  of  (2)  by  that  of  (1)  to  eliminate  dz/dP^^ 
we  find  an  expression  for  dDHjdP'^  ox  (DH/C)  {dC/dP''),  which 
reduces  to  the  form 

(100/C)  {dC/dP")  =  -  (lOO/Djff)  {dDH/dP'') 

=  I00r\l{2zo-l)  VJDP (15) 

The  expression  on  the  left  represents  the  required  percentage 
correction  to  C,  which  is  the  same  as  the  percentage  correction  to 
DH,  but  opposite  in  sign,  because  C  varies  inversely  as  DH.  Of 
the  quantities  in  the  expression  on  the  right,  V"  is  the  final  volume, 
V^'DP  is  the  integral  of  VdP^  and  Zq  is  the  mean  value  of  z^  for 
the  whole  turbine  as  obtained  from  equations  (1)  and  (2)  by  the 
usual  method  under  normal  conditions  when  z^  is  nearly  uniform. 

Since  the  form  of  the  curves  in  the  last  figure  shows  that  the 
percentage  correction  to  C  per  unit  drop  of  final  pressure  is  nearly 
constant  up  to  the  limit,  the  value  given  by  the  above  expression 
will  apply  through  a  wide  range,  although  the  value  ofz^  is  applicable 
to  normal  conditions  only,  and  would  not  give  DH  or  C  very 
€M5Curately  at  other  points.  The  form  of  the  expression  shows  that 
the  percentage  correction  wiU  increase  as  z^  diminishes  and  the 
speed  increases,  but  the  consumption  is  reduced  by  diminution  of 
z  over  the  usual  range  from  z  =  2*4  to  2  =  1-2,  so  that  the  con- 
sumption curves  remain  nearly  parallel  (as  shown  in  the  Fig.  84) 
when  the  speed  is  changed,  although  the  percentage  corrections  are 
different.  The  same  expression  is  apphcable  to  the  vacuum-correction 
of  any  turbine,  but  it  is  necessary  to  insert  a  niunerical  factor  to 
reduce  DP  to  inches  or  cms.  of  mercury,  if  the  correction  is  to  be 
expressed  in  terms  of  mercury. 

The  percentage  correction  of  the  consumption  for  change  of 
initial  pressure  may  be  obtained  in  the  same  way  as  that  for  final 
pressure,  and  is  given  by  the  same  expression,  with  the  initial 
pressure  P'  in  place  of  the  final  pressure  P",  and  the  initial  voliune 
V  in  place  of  the  final  volume  F".  The  sign  of  the  correction  for 
initial  pressure  is  negative  because  an  increase  of  initial  pressure 
tends  to  reduce  the  consumption.  The  correction  per  1  lb.  change 
of  initial  pressure  is  smaller  than  that  for  final  pressure  in  the  ratio 
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of  V  to  F",  and  is  seldom  required  in  practice,  because  the  initial 
pressure  is  usually  adjusted  to  some  specified  value.  The  correction 
for  1  per  cent,  change  of  initial  pressure  is  obtained  by  multiplying 
the  correction  per  lb.  by  P'/lOO,  and  is  greater  than  the  correction 
for  1  per  cent,  change  of  final  pressure  in  the  ratio  of  P'F'  to 
P'^V".  If  both  initial  and  final  pressings  are  increased  by  1  per 
cent.,  keeping  the  ratio  P'jP"  constant,  the  percentage  reduction 
of  consumption  will  be  {P"V"-  P'F')  2^1(2%^  -  1)  VJDP,  which 
reduces  to  the  form  —  mzJ(27iQ  —  1),  since  VJDP  =  D{PV)/m. 

The  effect  of  increase  of  initial  pressure  on  the  pressure  distri- 
bution is  similar  to  that  of  reduction  of  final  pressure  in  that  both 
tend  to  increase  DP  and  z^  in  the  last  expansion.  The  effect  on 
the  last  expansion  is  the  most  important,  as  previously  illustrated, 
and  is  taken  into  account  in  the  formula  for  the  consiunption- 
correction  by  the  implied  condition  that  the  value  of  z^  for  the 
last  expansion  must  be  the  same  as  the  mean  value  z^  for  the  whole 
turbine  assumed  in  using  the  formula.  The  fulfilment  of  this 
condition  is  readily  tested  in  any  actual  trial  by  observing  the 
pressure-drop  DP  on  the  last  expansion,  which,  according  to 
equation  (8),  if  z^  is  constant,  must  be  the  same  fraction  of 
the  whole  pressure-drop  ZDP  as  the  last  expansion-constant, 
Z'==  NutBuajXy  is  of  the  sum  SZ'.  The  value  of  the  fraction 
Zf^l{2zQ  —  1)  varies  from  8/4  when  ai^  =  1*5,  to  2/8  when  z^^%  and 
diminishes  with  increase  of  2^  to  a  Umit  1/2  when  z^  is  very  large. 
The  correction  also  varies  inversely  as  the  available  energy  aV^DP^ 
which  is  roughly  twice  as  great  for  a  high-pressure  condensing 
turbine  as  for  a  low-pressure  turbine,  or  for  a  high-pressure  non- 
condensing  turbine.  It  also  depends  on  the  final  volume  F"  for 
which  the  machine  is  designed,  so  that  it  is  very  useful  to  have  a 
simple  formula  including  all  the  conditions. 

As  a  numerical  example  of  the  application  of  the  correction, 
we  may  take  the  case  of  the  H.P.  non-condensing  turbine  for  which 
the  consimiption  curves  C^  and  Cj  ^  ^^e  Ictst  figure  have  already 
been  calculated  by  a  different  method.  For  graphic  illustration 
of  a  particular  case,  it  appears  best  to  plot  the  curves  as  already 
shown  against  the  final  pressure,  but  in  comparing  results  it  is 
more  convenient  to  state  the  effect  of  a  given  percentage  change  in 
the  pressure,  since  the  numerical  values  of  the  percentage  correction 
are  in  that  case  more  nearly  of  the  same  order  of  magnitude  at 
different  pressures.  This  method  of  expression  is  accordingly 
adopted  in  the  following  table,  in  which  Co  represents  the  con- 
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sumption  calculated  for  the  normal  range  with  final  pressure  P^", 
starting  in  each  case  from  P'=  167  lbs.  abs. 

Table  VI.  Consumption  Correction  percentage  of  Cq 
for  5  per  cent,  change  of  pressure. 


Initial  state 

Results  for  Normal  Range 

Correction  for  6 

%0fP 

H'        F' 

i^o"   Fo"     V^'DP    z,          Co 

Initial     Final 

DifF. 

Dry         668   2-785 
Oisat.     668  2-786 
8H          770  4-123 
Cssat.     668  2-785 

16  21-51      919    2-307  27-82 
16  23-62      979    2-382  26-98 
16  33-56    1432    2-880  21-35 
16  23-88      980    1-191    18-38 

1-62%  1-20% 
1-60%  1-22% 
1-46%  1-13% 
2-10%  1-67% 

0-42% 
0-28% 
0-32% 

0-53% 

The  state  assimied  for  the  first  Une  is  dry  supersaturated 
throughout  the  expansion.  For  the  second  line  the  usual  state  of 
saturation  is  assimied,  as  in  the  calculation  of  the  curve  marked  C^ 
in  the  last  figure.  For  the  third  line  {SH)  superheated,  the  initial 
temperature  is  lOS**  C,  or  350°  F.,  and  the  steam  remains  super- 
heated throughout,  but  the  superheat  makes  little  change  in  the 
pressure-distribution,  which  is  intermediate  between  1  and  2.  The 
last  line  corresponds  to  the  curve  Cj  with  saturated  steam  at 
double  speed.  This  requires  a  lower  value  of  the  final  pressure, 
Po"=  15,  to  give  a  nearly  uniform  value  of  2^,  equal  to  half  the 
value  of  Zq  for  C^ .  The  increase  in  the  correction  for  this  case  as 
compared  with  C^  is  due  to  the  change  of  Zq.  The  values  of  the 
correction  given  by  the  formula  (15)  for  a  range  of  50  per  cent,  on 
either  side  of  Pq",  e.g.  from  24  to  8  lbs.  in  the  case  of  Q,  agree  so 
closely  with  the  curves  that  they  could  not  be  distinguished  on  the 
scale  of  the  figiu'e.  The  extent  of  range  covered  is  a  great  practical 
advantage  in  applying  the  method. 

The  reason  why  the  simple  formula  for  the  slope  of  the  con- 
sumption curve  dC/dP"  at  the  normal  value  of  the  final  pressure 
Pq"  gives  so  good  an  approximation  to  the  correction  through  a 
wide  range,  is  that  the  consiunption  curve  is  nearly  straight  in  this 
region.  It  appears  best  for  this  reason  to  correct  the  value  of  the 
consiunption  itself  directly  for  change  of  final  pressure,  and  to 
deduce  the  corresponding  value  of  the  relative  efficiency  F  from 
the  corrected  value  of  C,  in  place  of  attempting  to  calculate  C  from 
the  "theoretical"  value  of  P.  The  normal  pressure-ratio  for  a  given 
machine  varies  little  with  other  conditions  of  running,  and  is 
readily  deduced  from  the  dimensions.  Knowing  the  appropriate 
pressure-ratio  and  the  initial  pressure,  an  approximate  value  of 
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Pq"  is  obtained,  which  will  usually  suffice  for  calculating  the  con- 
sumption correction,  the  error  of  which  will  be  only  about  a  quarter 
of  the  percentage  error  in  the  value  of  P©"  assumed. 

The  correction  for  initial  pressure  is  seldom  required  in  practice, 
and  will  not  apply  for  such  large  percentage  changes  as  the  correc- 
tion for  final  pressure,  because  the  consumption  curve,  when 
plotted  against  changes  of  initial  pressure  is  necessarily  far  from 
being  of  uniform  slope.  Moreover  the  correction  for  initial  pressure 
will  depend  on  changes  of  initial  state.  The  values  of  this  correction 
given  in  the  preceding  table  are  those  obtained  on  the  assumption 
that  the  final  state  remains  constant  when  the  initial  pressure  is 
changed,  which  is  seldom  the  case  in  practice.  Thus  if  the  initial 
pressure  is  changed  imder  the  condition  that  the  initial  state  remains 
dry  saturated,  or  that  the  initial  value  of  H  remains  constant,  as 
in  regulation  by  throttling,  the  corrections  will  be  somewhat 
smaller  than  those  given  in  the  table,  and  there  will  be  some  change 
in  the  final  state  even  if  the  final  pressure  is  kept  constant.  It  is 
often  assumed  that  there  will  be  no  change  in  the  consumption  if 
the  initial  and  final  pressiu'cs  are  changed  in  the  same  ratio.  This 
will  not  be  strictly  accurate,  even  if  the  initial  value  of  H  remains 
constant,  if  the  state  of  saturation  is  assumed  for  the  expansion. 
But  the  difference  between  the  initial  and  final  corrections  will  be 
relatively  small  if  H'  is  constant,  and  the  increase  of  super- 
saturation  loss  with  initial  pressure  may  suffice  to  compensate  for 
the  residual  error  in  practice. 

162.  Vacuum  Correction  for  Consumption.  In  practice 
the  correction  of  the  consmnption  for  changes  in  the  vacuum  is 
the  commonest  case,  for  which  a  considerable  volume  of  experi- 
mental evidence  is  available  by  way  of  verification  of  the  formula. 
The  curves  in  the  annexed  Fig.  85  were  drawn  in  the  same  way  as 
those  in  the  preceding  figure,  for  the  case  of  a  complete  turbine 
H.P.  and  L.P.  of  the  Mauretania^  expanding  from  165  lbs.  abs. 
(dry  sat.)  to  I  lb.  sat.,  but  the  pressure  scale  has  been  altered  to 
read  vacuum  in  inches  of  mercury,  bar.  80".  The  scales  of  C  and  F 
have  also  been  changed  to  read  percentage  of  the  normal  C  and  F  at 
Pq"s=  1  lb.  The  scale  of  HP  is  arbitrary,  taking  115  to  represent 
the  normal  HP.  The  curve  Th  is  the  "theoretical"  consumption 
obtained  by  taking  F  constant. 

The  formula  for  the  percentage  change  of  the  consumption, 
with  2^0=  20,  aPo"Fo"=  80-8,  and  iaVdP  -  196,  gives  a  rate  of 
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change  of  C  equal  to  5-1  per  cent,  per  in.  of  vacuum,  which  agrees 
with  the  slope  of  the  tangent  to  the  curve  at  1  lb.,  and  would  give 
good  results  for  a  change  of  50  per  cent,  either  way  in  the  final 
pressure,  from  27  to  29"  vacuum.  But  for  large  changes  of  pressure, 
e.g.  for  22"  vacuum,  it  would  be  necessary  to  use  the  curves  obtained 
by  the  previous  method,  §  160,  as  shown  in  the  figure. 

If  we  take  the  case  of  a  turbine  expanding  from  180  lbs.  gauge, 
with  a  superheat  of  150**  F.,  to  28"  vac.  (bar.  80"),  which  is  often 
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taken  as  the  standard  for  a  H.P.  condensing-turbine,  and  assume 
z^  — 1*56  for  a  reaction  turbine,  equivalent  to  8-12  for  an  impulse 
turbine,  we  obtain  very  similar  curves  with  the  same  rate  of  change 
of  C  at  28"  vac.  In  applying  the  formula  to  the  impulse  turbine 
it  is  merely  necessary  to  put  2z—  2  in  the  denominator  in  place  of 
22  —  1.  The  values  of  the  fraction  2/(22  —  2)  for  the  impulse  turbine 
are  the  same  as  those  of  2/(22  ~  1)  for  the  reaction  turbine,  if  the 
values  of  2  for  the  impulse  turbine  are  twice  as  great  as  the  carre^ 
^ponding  values  for  the  reaction  turbine.    It  is  natural  that  the 

28—2 
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same  type  of  formula  should  apply  to  both  types  of  turbine, 
because,  apart  from  the  form  of  the  moving  blades,  of  which 
account  is  taken  by  the  substitution  of  2z  —  2  for  2z  —  1,  the  con- 
ditions of  flow  are  very  similar  in  the  final  stages,  as  previously 
explained  in  Chapter  XI,  §  127.  In  fact,  the  theory  here  proposed 
gives  remarkably  good  agreement  with  the  results  of  experiment. 

The  experimental  cmrves  given  by  K.  Bamnann  {Joum*  Inst. 
Elect.  Eng.,  No.  218,  vol.  48,  p.  828,  1912)  hav(  been  generally 
accepted  as  fairly  representing  results  obtained  in  average  practice, 
and  as  applying  to  reaction  turbines  as  well  as  to  impulse  turbines. 
The  curve  given  by  Bamnann  as  representing  the  vacuum  correc- 
tion of  an  impulse  turbine  designed  for  28"  vacuimi  with  initial 
pressure  180  lbs.  gauge  and  superheat  150^  F.,  extends  only  from 
26"  to  29",  but  could  not  be  distinguished  between  these  limits 
from  the  curve  C  shown  in  Fig.  S5.  His  curve  for  the  corresponding 
variation  of  F,  deduced  from  that  of  C,  is  indicated  by  the  broken 
line  in  the  figure,  which  is  straight  between  26"  and  28"  but  shows 
a  rapidly  increasing  fall  to  29".  It  is  evident,  however,  that  the 
value  of  F  should  approach  a  maximum  somewhere  in  the  neigh- 
bourhood of  24",  and  that  the  variation  cannot  therefore  be  repre- 
sented satisfactorily  by  a  straight  line  between  26"  and  28".  The 
values  of  the  vacuum-correction  for  consumption  given  by  the 
British  Thomson  Houston  Company  are  of  the  same  general 
character,  but  somewhat  larger  than  those  given  by  Baumann,  in 
the  case  of  high-pressure  condensing  turbines. 

In  the  case  of  low-pressure  turbines,  the  same  formula  applies, 
but  the  percentage  correction  is  much  larger  for  the  same  final 
state  and  speed-ratio  owing  to  the  smaller  value  of  the  available 
energy.  Taking  the  standard  case  as  that  of  a  turbine  expanding 
from  an  initial  pressure  of  16  lbs.  abs.  (dry  sat.)  to  a  vacuum  of 
27*5"  (bar.  80"),  the  consumption  correction  ciu^e  comes  out  very 
nearly  a  straight  line  between  26"  and  29"  with  a  slope  of  10-8  per 
cent,  of  the  consumption  at  27-5"  for  each  1"  change  of  vacuum. 
The  curve  given  by  Baumann  for  the  same  case  is  also  practicaUy 
straight,  but  shows  a  slope  of  nearly  18  per  cent.,  whereas  the 
B.T.H.  curve  for  this  case  gives  very  close  agreement  with  the 
formula  here  proposed.  The  discrepancy  could  no  doubt  be  explained 
if  more  precise  details  were  available.  The  vacuum  correction  for 
a  low-pressure  turbine  is  so  large  that  a  good  deal  depends  on  the 
exact  meaning  of  the  phrase  "'designed  for  the  vacuum,"  and  on 
the  exact  manner  in  which  the  correction  is  stated.  Thus  18  per 
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cent,  of  the  consumption  at  27*5"  vac.  is  equivalent  to  11-5  per 
cent,  of  the  consumption  at  26-5"  vac.  or  to  14*5  per  cent,  of  the 
consumption  at  28*5"  vac. 

It  will  be  seen  that  the  expressions  above  given  for  the  effect 
of  change  of  initial  or  final  pressure,  and  for  the  vacuimi-correction, 
depend  essentially  on  the  relation  between  the  available  energy  and 
the  heat-drop  implied  by  the  fundamental  equations  (1)  and  (2) 
at  the  beginning  of  the  chapter,  and  on  the  corresponding  variation 
of  the  kinetic  efficiency  with  the  velocity-ratio.  This  has  alretidy 
been  roughly  verified  by  the  consideration  that  the  flow  is  nearly 
independent  of  the  speed,  and  by  the  form  of  the  efficiency  curves 
given  in  Chapter  XI,  Fig.  29.  The  agreement  of  the  calculation  with 
the  experimental  curves  for  the  vacuum-correction,  affords  further 
confirmation  of  a  less  direct  character,  but  equally  satisfactory 
so  far  as  it  goes. 

Additional  evidence  may  be  obtained  by  calculating  the  heat- 
drop  and  power  in  a  similar  way  for  other  V£uiations  of  condition. 
Thus  if  we  calculate  the  variation  of  power  at  constant  speed  for 
a  reaction  turbine,  when  regulated  by  throttling  down  to  the 
minimum  output,  which  is  easily  done  by  the  method  of  §  159, 
we  can  plot  the  power  against  the  total  consumption  as  in  Fig.  28. 
The  result  is  a  most  remarkable  approximation  to  a  straight  line, 
as  foimd  by  experiment,  and  gives  a  very  close  estimate  of  the 
steam  reqiiired  even  at  no  load.  The  heat-drop  becomes  negative 
in  the  later  expansions  at  no  load,  and  involves  such  extreme 
variations  of  z  that  the  calculation  affords  a  fairly  severe  test  of 
the  theory.  If  the  speed  is  maintained  constant  while  the  steam  is 
reduced  behw  that  required  for  no  load,  the  curve  returns  to  the 
origin  after  a  short  excursion  into  the  negative  region.  But  for 
very  low  loads  the  effects  are  so  peculiar  that  it  is  necessfiuy  to 
calculate  the  last  few  expansions  separately* 

The  effect  of  change  of  speed  on  the  power  is  easier  to  calculate, 
because  it  does  not  greatly  affect  the  pressure  distribution.  The 
results  appear  to  agree  with  experiment,  but  cannot  be  tested 
through  so  wide  a  range,  and  require  correction  at  high  speeds  for 
the  effect  of  fan-action,  as  estimated  by  the  formula  of  §  129, 
which  is  necessarily  uncertain.  They  appear  to  indicate  that  the 
speed  attainable  by  a  reaction  turbine,  if  the  machine  runs  away, 
cannot  exceed  a  limit  corresponding  to  the  value  z  =  1/2  for  the 
velocity-ratio,  and  should  in  fact  be  appreciably  less. 


CHAPTER  XVI 

THE  PRESSURE  DISTRIBUTION  IN  A 
REACTION  TURBINE 

163.   Observations  of  the  Pressure  Distribution.   The 

quantities  most  commonly  observed  or  estimated  in  an  experi- 
mental test  are,  the  initial  and  final  pressures,  the  steam  consump- 
tion, the  revolutions,  and  the  shaft-horse-power.  If  the  steam  supply 
is  superheated,  the  initial  superheat  is  also  required  for  estimating 
the  relative  efficiency.  But  for  a  theoretical  investigation  of  the 
conditions  of  flow,  especially  when  the  load  is  varied  or  the  con- 
ditions of  running  deviate  from  the  normal,  it  is  most  important 
to  take  observations  at  intermediate  points  in  addition  to  the 
initial  and  final  states.  The  pressure  is  the  easiest  quantity  to 
observe,  and  is  capable  of  affording  the  most  useful  information 
with  regard  to  the  state  of  the  steam  and  the  efficiency  of  the  several 
stages  of  the  expansion.  Observations  of  the  temperature  are 
more  difficult,  but  would  be  useful  for  determining  the  state  of  the 
steam  in  the  early  stages  of  superheat.  It  would  also  be  theoretically 
possible  to  measure  the  actual  value  of  H  at  any  stage,  but  this 
is  so  difficult  that  it  has  never  been  attempted. 

The  object  of  the  present  chapter  is  to  show  how  the  observa- 
tion of  the  pressure  distribution  at  suitable  points  may  be  utilised 
to  throw  light  on  the  state  of  the  steam  and  the  conditions  of  flow, 
when  the  dimensions  and  speed  are  known.  Since  the  object  is 
mainly  to  illustrate  general  principles  and  methods  of  calculation 
depending  on  the  properties  of  steam,  and  since  reliable  experi- 
mental data  are  so  scarce  as  to  be  almost  non-existent,  in  order  to 
avoid  endless  repetition  of  numerical  details  of  dimensions  and  to 
facilitate  comparison  of  different  methods,  the  results  will  all  be 
worked  out  for  a  particular  turbine.  But  the  same  methods  may 
be  applied  without  difficulty  to  any  other  case  by  simply  changing 
the  numerical  values  of  the  constants  for  the  turbine. 

As  an  example  of  the  apphcation  of  the  methods  in  question, 
we  will  take  first  one  of  the  high-pressure  turbines  of  the  Maure- 
tarda  for  which  fairly  complete  details  are  available.    A  special 
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reason  for  selecting  this  example  is  that  the  turbines  were  of  large 
size  and  slow  speed,  so  that  the  effects  of  tip-leakage  and  super- 
saturation  might  be  expected  to  be  relatively  small.  If  the  effects 
of  supersaturation  can  be  demonstrated  in  such  a  case,  we  should 
reasonably  infer  that  they  will  be  at  least  equally  important  in 
the  case  of  high-speed  machines. 

The  following  are  the  material  dimensions  of  the  H.P.  turbine. 
Diameter  of  rotor,  96  inches,  with  eight  expansions.  The  numbers 
of  stages  N  in  the  separate  expansions  are  variously  given  by 
different  authorities.  The  numbers  given  in  the  foUowing  table 
have  been  verified  by  counting  the  rows  on  a  photograph  of  the 
H.P.  rotor.  The  blade-heights  are  quoted  as  ranging  from  2f  to 
12}  in.,  with  a  common  ratio  1*24.  The  values  for  the  intermediate 
expansions  are  calculated  to  the  nearest  eighth  of  an  inch,  and  are 
taken  as  representing  the  radial  dimension  x  of  the  annular  area  X 
between  rotor  and  casing  for  each  expansion*  The  actual  blade- 
heights  would  be  less  than  x  by  the  clearance  {.  The  annular  area 

X  =^  rrx  (96  -f  x)  sq.  in. 
Table  I.  Dimensions  of  H.P.  turbine  of  SS.  Mauretania. 


Expansion  No. 

1 

16 
853 

2 

3 

4 

5 

6 

7 

8 

No.  of  stages,  N 
Blade-height,  x  in. 
Annular  area,  X  in.' 

16 

3| 
1054 

16 
1338 

16 
1670 

14 
2093 

15 

8 

2614 

15 

10 

3330 

15 
12| 
4213 

The  following  values  of  the  expansion  constants,  Z,  Z',  and  Z", 
are  calculated  from  the  above  table  at  194  revs,  for  comparison 
with  the  observations  on  the  pressure-distribution  at  the  same 
speed. 

Table  II. 
Expansion  constants  at  194  revs.,  corrected  for  leakage,  I  =  O'l". 


No. 

1           2 

3 

4 

2-606 
2-463 
2-173 
5790 

5 

6 

7 

8 

Sums 

Z     calB. 

zr  „ 

Z' 

Z"x  10» 

2-480 

2-228 

4015 

2077 

2-511 

2-300 

3-313 

1396 

2-565 
2-383 
2-662 
885-6 

2-337 
2-232 
1-547 
3270 

2-578 
2-483 
1-354 
227-2 

2-678 
2-599 
1-079 
141-3 

2-800 

2-733 

0-883 

89-0 

20-544 
19-421 
17026 
5721-6 

Formulae:  Z  =  Nu^/Jg,  Z'=  Nu  tan  a/X,  Z"=  aZ'^/gZ,  in  F.P.C.  units. 

The  mean  blade  velocity  u  may  be  taken  as  RX/720Xy  where 
R  is  the  speed  in  revs./min.  The  assumption  a  =  70°  (fi  =  20°)  for 
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the  discharge  angle  appears  to  agree  fairly  with  the  observed  value 
of  the  mass-flow,  if  the  eflBciency  constant /['  in  XIV  (1)  is  taken 
as  0-888.  The  blade-angle  is  assumed  to  be  uniform,  with  normal 
blades  throughout  the  turbine. 

The  energy  constant  Z  is  proportional  to  the  available  energy 
in  each  expansion  when  z^  is  the  same  for  the  different  expansions. 
The  product /"Z  is  similarly  proportional  to  the  heat-drop.  The 
factor/"  is  taken  as  (a?  —  0'l)/(a;  +  0'2),  with  the  clearance 
I  =  O'l  in.,  as  explained  in  §  157,  to  allow  for  the  effect  of  tip- 
leakage. 

The  expansion  constant  Z'  is  proportional  to  the  pressure-drop 
DP  in  each  expansion,  when  M  and  z^  are  the  same  for  the  different 
expansions. 

The  discharge  constant  Z"  is  independent  of  z^  and  u,  and  is 
proportional  to  the  drop  of  P/V  in  each  expansion  when  M  is 
uniform  throughout. 

The  following  pressure  readings  were  taken  at  the  points 
intermediate  between  the  expansions  during  the  full-power  trials 
of  the  Mauretania  at  a  mean  speed  of  194  revs./min.,  on  both 
H.P.  and  L.P.  turbines. 


Table  III. 


H.P.  Turbine 

L.P. 

Turbine 

Receiver  pressure 

160   lbs./in.» 

(gauge) 

5 

Ibs./in.*  (gauge) 

End  of  first  expansion 

113 

y 

0 

1 

f                              99 

„      second      „ 

87i      „ 

4 

in. 

vacuum 

„      third 

63 

lOf 

„      fourth       „ 

43 

16i 

„      fifth 

31i      „ 

2H 

„     sixth         „ 

21i      „ 

99 

24 

„      seventh    „ 

13 

26 

Vacuum  in  condenser,  28  in.  Barometer,  30  in. 

The  low-pressure  readings  are  naturally  somewhat  uncertain, 
but  special  arrangements  had  been  made  for  taking  readings  at 
the  various  points  in  rapid  succession,  and  the  readings  are  said 
to  have  been  extremely  steady.  Those  for  each  turbine  were  taken 
on  the  same  indicator,  so  that  the  drop  of  P  for  each  expansion 
would  probably  be  free  from  zero  errors,  but  the  receiver  pressures 
appear  to  have  been  taken  on  different  gauges. 

164.  Theoretical  Formulae  for  the  Intermediate 
Pressures.    It  has  frequently  been  remarked  that  the  absolute 
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pressures  observed  in  the  H.P.  turbine  of  the  Mauretania  on  this 
occasion  follow  approximately  a  geometrical  progression  with  the 
same  common  ratio  as  that  of  the  blade-heights  in  successive 
expansions.  This  is  often  quoted  as  the  "law  of  pressure-distribu- 
tion" in  a  reaction  turbine  of  this  type,  but  is  not  very  accurate 
in  the  present  instance.  The  common  pressure-ratio  from  the  initial 
and  final  pressures  comes  out  1*804,  whereas  the  common  ratio  of 
blade-heights  is  1-24,  and  the  intermediate  values  of  P  show  a 
systematic  deviation,  as  illustrated  in  the  following  table. 

Table  IV. 
Absolute  pressures  calculated  as  a  geometricfd  progression. 


End  of  Expansion  No. 

1 

2 

3 

77-7 

74-2 

+  3-6 

4 

5 

6 

7 

Observed  presHiire,  abs. 
Calculated  as  G.P. 
Diflf.  (obs.-  calc.) 

127-7 
126-3 
+  1-4 

102-2 

96-8 

+  6-4 

67-7 

56-9 

+  0-8 

46-2 

43-6 

+  2-6 

36-2 
33-6 

+  2-7 

27-7 

26-7 

+  20 

The  sum  of  the  differences  comes  to  18-4,  and  would  be  further 
increased  if  allowance  were  made  for  receiver-drop  from  the  H.P. 
receiver  to  the  first  row  of  blades.  The  "Law"  as  commonly  stated 
has  no  physical  interpretation,  and  makes  no  allowance  for  differ- 
ences between  the  expansions. 

Much  better  agreement  is  obtained  if  we  take  a  straight  Une 
characteristic  on  the  H  log  P  diagram,  which  makes  the  heat-drop 
in  each  expansion  proportional  to  the  logarithm  of  the  pressure- 
ratio.  Taking  the  heat-drop  as  proportional  to/"Z  in  Table  II, 
the  logarithm  of  the  pressure-ratio  for  each  expansion  is  obtained 
by  multiplying  the  corresponding  value  oi  f"Z  by  the  constant 
factor  0'922/19'42,  in  which  the  numerator  is  the  logarithm  of  the 
ratio  of  the  initial  and  final  pressures,  and  the  denominator  is  the 
sum  of  the  values  of /"Z.  We  thus  obtain  the  values : 

Table  V. 
Values  of  P  by  straight  Une  characteristic  on  H  log  P  diagram. 

Calculated  from /''Z      129-1      100-4       77-4       69-1        46-3       36-3       26-6 
Diflf.  (obs.-  calc.)  -  1-4     +  1-8      +  0-3     -  1-4     -  01      +  0-9     +  11 

The  sum  of  the  differences  is  now  only  +  1-2,  showing  that  the 
assumed  characteristic  is  a  good  first  approximation.  The  straight 
line  has  previously  been  shown  to  correspond  closely  with  an 
expansion  curve  of  the  type  PV  =  AP^,  which  will  therefore  be 
approximate  for  the  available  energy. 
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The  simplest  theoretical  method  of  calculating  the  pressure- 
distribution  in  any  case  is  from  the  expansion  constant  Z'.  The 
pressure-drop  DP  for  each  expansion,  if  z^  and  M  are  uniform,  is 
obtained  by  multiplying  the  corresponding  value  of  Z'  by  the 
constant  factor  145/17*08,  in  which  the  numerator  is  the  difference 
of  the  initial  and  final  pressures  and  the  denominator  the  sum  of 
the  values  of  Z'.  Adding  the  results  in  succession  we  easily  find 
the  following  values  of  P  at  the  intermediate  points. 


Table  VI.   Pressure-distribution  assuming  M  and  z^  imiform. 

Calculated  from  Z'      130-6       102-3       79-6       6M       47-9       36-4       27-2 
Biff,  (obe.-  calc.)         -2-8       -0-1      -  1-9      -  3-4      -  1-7      -  0-2     +  0-5 

The  differences  considerably  exceed  the  probable  errors  of 
observation,  cuid  show  a  systematic  deviation,  indicating  that 
either  M,  or  z^,  or  both,  were  not  the  same  for  the  different  expan- 
sions, as  assumed  in  the  calculation. 

In  order  to  test  whether  z^  could  possibly  be  the  same  for  the 
different  expansions,  if  M  were  constant,  we  must  apply  the  method 
of  §  159  in  the  last  chapter,  based  on  the  discharge  constant  Z", 
which  is  independent  of  z^.  Taking  first  the  case  of  saturated 
steam,  for  which  the  turbine  was  probably  designed,  we  find  from 
equations  (1),  (2),  cuid  (8)  of  the  l^ist  chapter  the  following  mean 
values  for  the  whole  turbine  over  the  pressure-range  164-7  (dry  sat.) 
to  19-7  lbs. 

iaVdP  =  90-8,  2o  =  1-975,  m  =  00928, 

DH  =  57-8,  r"=  191,  D  {P/V)  =  581,  M  ==  1280. 

Taking  the  drop  of  P/V  proportional  to  Z"  for  each  expansion, 
we  find: 

Table  VTI.  DPy  DH,  and  z^  calculated  firom  Z"  for  saturated  steam. 


No 

1 

2 

3 

4 

6 

6 

7 

8 

Sums 

DP 

3414 

28-32 

22-44 

18-62 

1312 

11-63 

9-23 

7-70 

1460 

Zm 

1-966 

1-976 

1-948 

1-970 

1-960 

1-968 

1-977 

2-015 

1-973 

DH 

6-53 

6-78 

6-90 

7-24 

6-62 

7-29 

7-68 

8-28 

67-22 

P 

13i 

[)-6     102-2      79-8      61-3       48-2       36-6     27-4 

It  will  be  seen  that  the  values  of  z^  are  remarkably  uniform, 
and  that  the  values  of  P  given  in  the  last  line,  agree  very  closely, 
as  they  should,  with  those  calculated  from  Z'  in  Table  VT,  but 
disagree  with  the  observed  values.  The  obvious  inference  is  that 
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the  steam  in  the  trials  was  not  saturated,  with  a  uniform  value 
of  My  since  that  hypothesis  makes  z^  so  nearly  constant  that  the 
calculated  values  of  P  should  have  agreed  closely  with  the 
observed. 

If  we  repeat  the  calculation,  as  in  Table  VII,  but  for  the  c€tse 
of  dry  supersatiu*ated  steam,  we  find  that  there  is  a  systematic 
diminution  of  z^  as  expansion  proceeds,  and  the  approximation 
to  the  pressure-distribution  is  about  three  times  closer  than  in  the 
case  of  saturated  steam.  But  the  irregular  deviations  persist,  and 
it  is  unlikely  that  the  steam  would  remain  dry  throughout  the 
expansion,  because  the  final  state  is  below  the  SS  limit,  and  we 
should  expect  some  condensation  to  occiu*,  even  before  the  limit 
was  reached,  owing  to  the  slow  speed  and  the  great  extent  of  the 
blade  surface. 

The  simplest  way  of  obtaining  an  indication  of  the  probable 
nature  of  the  irregular  deviations,  is  to  take  the  ratio  of  the  pres- 
sure-drop for  each  expansion  calculated  from  Z'  as  in  VI,  to  the 
observed  pressure-drop,  as  in  the  following  table,  in  which  the 
variations  of  the  ratio  from  unity  include  the  effects  of  errors  in  P 
in  addition  to  changes  in  M  cuid  z^. 

Table  VIII.  Ratio  of  pressure-drop  (obs./calc.)  in  each  expansion. 


No. 

1 

2 

3 

4 

6 

6 

7 

8 

DPohB, 
„   oalo. 
Ratio 

370 
34-2 

1-082 

26-5 
28-2 
0-904 

24-5 
22-7 

1081 

200 
18-6 
1080 

11-6 
13-2 
0-873 

100 
11-6 
0-867 

8-5 
9-2 
0-925 

80 
7-6 
1064 

The  irregularity  of  the  ratios  looks  rather  hopeless  at  first  sight, 
but  appears  to  be  capable  of  a  simple  explanation.  The  high  values 
in  the  first  and  last  expansions  are  due  simply  to  the  neglect  of 
receiver-drop.  The  sudden  increase  between  (2)  and  (8)  is  due  to 
an  increase  of  3f ,  consequent  on  by-passing  steam  to  the  end  of 
the  second  expansion.  The  low  values  in  (5)  and  (6)  are  caused  by 
recovery  from  supersaturation,  which  sets  in  near  the  beginning 
of  the  fifth  expcmsion.  The  rise  in  (7)  and  (8)  shows  that  the  steam 
is  approaching  more  nearly  the  normal  state  of  saturation.  Owing 
to  the  change  in  My  and  the  uncertainty  of  the  correction  for 
receiver-drop,  it  is  necessary  to  calculate  the  first  four  expansions 
separately  in  order  to  determine  the  value  of  the  initial  pressure, 
and  the  appropriate  values  of  M  for  the  first  two  expansions  and 
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for  the  remainder  of  the  turbine.  The  values  thus  obtained  may  be 
affected  to  some  extent  by  errors  in  the  pressure-differences,  but 
appear  to  be  substantially  accurate. 

165.   Calculations  for  the  Expansions  in  Succession. 

In  starting  the  calculation,  it  is  necessary  to  make  a  preliminary 
estimate  of  the  initial  pressure^  on  account  of  the  uncertainty  of 
receiver-drop,  otherwise  we  shall  assume  the  observed  pressures 
to  be  exact.  The  initial  state  of  the  steam  may  have  been  slightly 
superheated  owing  to  throttling  from  boiler  pressiwe,  but  we  may 
take  it  as  dry  saturated  without  material  error  in  the  absence 
of  more  definite  information.  Estimating  the  receiver-drop  as 
8  per  cent.,  we  find 

Initial  state, 

P'=  160  lbs.,   r'=  2-862,  H  -  B  ^  208-22,  aP'V'==  47-10. 

Assuming  the  state  to  remain  dry  supersaturated  through  the 
first  expcuision,  with  the  final  pressure  P"=  127-7,  as  observed, 
we  may  calculate  the  final  state  as  in  XIV,  §  150,  but  with  the 
corrected  values  of  the  constants  given  in  Table  II. 

(1)  DaPV  =  1-50,  ^aVdP  =  10-45,  z^  =  1-929, 

DH  =  6-88,  M  =  gf^DPjZ'z^  =  118-5. 

Similarly  for  the  second  expansion,  with  aP'V'=  45-60,  we  find 

(2)  DaPV  =  1-50,  iaVdP  =  9-99,  z^  =  1-875, 

DH  =  6-82,  M  =  116-7. 

If  we  had  assumed  M  =  116-7  for  the  first  expansion  in  place  of 
assuming  P'=  160-0,  we  should  have  found  P'=  159-0  for  the 
initial  pressure,  which  is  within  the  limits  of  possible  error.  We 
conclude  that  the  observed  pressures  are  not  inconsistent  with 
the  assumption  that  the  mass-flow  was  the  same  in  the  first  two 
expansions,  and  the  state  dry  supersatiu*ated. 

Proceeding  similarly  for  the  third  and  fourth  expansions,  we 
find 

(8)  DaPV  =  1-71,  iaVdP  =  11-85,  z^  =  2-028, 

DH  =  7-26,  M  =  129-8, 

(4)  DaPV^  1-75,  JaVdP  =  12-85,  z„  =  2-046, 

DH  =  7-62,  M  =  127-9. 

It  seems  probable  that  there  was  an  increase  of  at  least  10-0  lbs. 
in  M  at  the  end  of  the  second  expansion.  There  was  a  leak-off  from 
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the  H.P.  dummy  at  this  point,  and  it  would  be  natural^  in  making 
a  record,  to  by-pass  as  much  steam  as  possible  to  the  end  of  the 
second  expansion.  To  be  strictly  accurate,  the  initial  value  of  H 
for  the  third  expansion  would  require  revision  to  allow  for  the 
addition  of  10  lbs.  of  superheated  steam,  but  this  would  add  only 
1  cal.  to  the  initial  value  of  ff ,  and  would  not  materially  affect  the 
results.  Seeing  that  the  value  of  M  comes  out  the  same  for  the 
third  and  fourth  expansions  within  the  probable  limits  of  error  of 
the  pressure  observations,  it  seems  fair  to  conclude  that  there  was 
a  change  in  M ,  and  that  the  condition  of  the  steam  remained  dry 
and  supersaturated  at  least  to  the  end  of  the  fourth  expansion. 

At  the  beginning  of  the  fifth  expansion,  with  H  =  689*7,  at 
P  =  57*7,  the  steam,  if  dry,  is  already  at  a  mean  temperature 
nearly  80^  C.  below  that  of  satiuration.  But  the  state  will  be  far 
firom  uniform,  so  that  parts  may  be  much  colder.  There  will 
probably  be  some  condensation  on  the  blades,  even  before  this 
point  is  reached,  because  the  current  of  supercooled  steam  will 
cool  the  blades  below  the  saturation  temperature. 

Supposing  that  the  steam  remained  dry  throughout  the  fifth 
expansion,  the  pressure-drop  required  to  get  the  same  mass, 
M  s  128  lbs.,  through  the  expansion  would  be  14*6  lbs.,  which  is 
27  per  cent,  greater  than  the  observed  drop  of  11*5  lbs.  If  on  the 
other  hand  we  supposed  the  steam  instantaneously  transformed 
into  the  satiurated  state  at  the  beginning  of  the  fifth  expansion, 
and  to  remain  in  the  equihbrium  state  of  satiuration  without  any 
retard  in  the  condensation  throughout  the  expansion,  the  pressure- 
drop  required  would  be  still  greater,  owing  to  the  increased  volimie, 
and  would  amoimt  to  15*7  lbs.,  which  is  86  per  cent,  larger  than 
that  observed.  It  might  appear  at  first  sight  as  though  the  pressure- 
drop,  if  the  steam  were  only  partially  transformed,  should  be  some- 
where intermediate  between  14*6  for  dry  steam,  and  15*7  for 
saturated  steam,  unless  there  were  some  mistake  in  the  observations. 
But  this  is  far  from  being  the  case,  owing  to  the  effect  of  the  time- 
lag  due  to  the  finite  rate  of  condensation  (Callendar  and  Nicolson, 
Proc.  C.  -B.,  1898).  Owing  to  the  time-lag,  the  greater  part  of  the 
condensation  will  occur  immediately  after  each  step  in  the  expan- 
sion, as  the  steam  issues  from  the  blades.  The  pressure-drop  required 
to  get  the  steam  through  each  set  of  blades  will  be  much  the  same 
as  for  supersaturated  steam,  and  the  increase  of  volume  in  passing 
through  each  blade-ring  will  also  be  the  same.  The  condensation 
which  occurs  after  passing  the  blades  must  produce  a  rise  of 
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temperature,  involving  €ui  increase  of  volume  €uid  velocity  if  the 
pressure  remained  constant.  But  since  the  velocity  could  not 
increase  without  increase  of  heat-drop  and  pressure-drop,  we 
conclude  that  the  volume  will  remain  constant  and  the  pressure 
will  rise,  making  the  back-pressure  higher  than  the  throat-pressure, 
which  agrees  with  the  result  of  the  pressure-observations. 

In  order  to  account  for  the  observed  defect  of  pressure-drop  in 
the  fifth  expansion,  we  have  to  suppose  that  only  about  2  per  cent, 
or  8  per  cent,  of  the  steam  is  transformed  after  each  of  the  28  steps 
in  the  expcuision.  Since  the  pressure  is  continually  falling  with 
production  of  fresh  supersaturation  at  each  step,  it  is  evident  that 
the  effect  will  persist  through  two  or  three  expansions,  with  a 
gradual  reduction  of  intensity  as  the  steam  approaches  more  nearly 
the  saturated  state,  since  the  rate  of  recovery  will  probably  be  pro- 
portional to  the  defect  of  temperature  below  the  saturation  point. 
A  limit  will  be  reached  when  the  rate  of  recovery  balances  the  rate  of 
supersaturation.  The  final  defect  of  temperature  below  the  satura- 
tion point  will  probably  be  proportional  to  the  rate  of  expansion. 

It  appears  in  the  present  instance,  the  rate  of  expansion  being 
comparatively  slow,  that  the  final  defect  of  volume  would  be  only 
1  or  2  per  cent,  below  that  of  satiuration,  but  the  data  do  not 
permit  a  very  exact  estimate.  Taking  the  final  pressure  as  20*7  lbs., 
allowing  for  receiver-drop,  we  could  estimate  the  final  volume  as 
18*84,  and  find  a  formula  of  the  t3rpe  PV  ==  kP^  for  calculating 
the  available  energy.  This  would  give  fairly  accurate  values  for 
z  and  DH  in  each  expansion,  but,  since  the  final  state  and  pressure 
are  uncertain,  it  is  more  instructive  to  calculate  the  last  four 
expansions  in  succession,  on  the  assumption  that  M  remains 
constcuit,  and  that  the  state  of  the  steam  is  wet  supersaturated. 
The  advantage  of  this  procedure  is  that  it  becomes  possible  to 
determine  the  state  of  the  steam  at  the  end  of  each  expansion, 
and  affords  a  test  of  the  consistency  of  the  hypothesis  above 
advcuiced  of  recovery  from  supersaturation. 

In  order  to  find  the  leaM  increase  of  volume  which  will  suffice 
to  get  the  flow  M  =  128  Ibs./sec.  through  each  of  the  expansions 
in  succession,  we  employ  the  formula  for  the  adiabatic  heat-drop 
in  the  case  of  wet  supersatiu*ated  steam,  as  given  in  Chapter  IX, 
equation  (85),  namely, 

laVdP  =  (18/8)  DdPV  =  (18/8)  oP'F'  (1  -  (P"IP'fl^^).  ...(1) 

In  the  case  of  the  fifth  expansion  we  have  the  initial  state 
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P'=  57.7  lbs.,  dP'V'^  40-61,  and  take  as  a  trial  estimate  of  the 
drop  DP  the  value  DP  =  14*6  lbs.  as  above  found  for  dry  super- 
saturated steam.  If  M  =  128,  the  trial  value  DP  =  14'6  requires 
a  corresponding  trial  value  of  2,  namely  2'=  0-222DP/Z'=  2-095, 
by  equation  XIV  (8).  With  P"=  48-1,  equation  (1)  gives 

laVdP  =  11-458, 

whence  z"=  {fi'iaVdP/Z)^!^^  2-081.   The  difference, 

2"-  z'=  -  0014, 

gives  (by  the  rule  in  XV,  §  158)  the  corrected  value,  z^  ==  2-062, 
firom  which  we  obtain  the  corresponding  corrected  values  of  the 
pressure-drop,  DP^  =  14-87,  and  oi  laVdP  =  11-252.  The  value  of 
DdPV  is  obtained  from  (1),  giving  aP"r"=  88-01,  and  the  final 
volimie  F"=  8-528. 

According  to  the  theory  above  explained,  the  value  of  V"  thus 
foimd  will  be  that  of  the  actual  final  volume  in  the  fifth  expansion, 
or  the  initial  volume  for  the  sixth,  but  the  cfdculated  value  of  the 
final  pressure,  namely  P^  =  57-7  —  14-87  =  48-88,  is  lower  than  the 
observed  pressure  Pq  =  46-2,  on  accoimt  of  the  rise  of  pressure 
which  occurs  after  each  step  in  the  expansion  while  the  steam 
partially  condenses  with  rise  of  temperature  at  constant  volume. 
The  effect  of  this  is  to  reduce  the  pressure-drop  in  each  step  in  the 
ratio  DPq/DP^  =  11-5/14-87,  and  to  reduce  the  mean  effective 
value  of  z  in  the  square  root  of  the  same  ratio,  giving  z^  =  1-844, 
as  the  value  to  be  employed  in  calculating 

DH  -  (2z^-  1)/"Z  =  6-00. 

The  tangent  of  the  angle  of  discharge  is  reduced  in  the  same  ratio 
as  2,  owing  to  the  reduction  of  the  velocity;  but  the  initial  value  of 
aPV  for  the  next  expansion  is  increased  in  the  ratio  Pq/Pc  >  giving 
aP^'—  40-52  for  the  sixth  expansion,  nearly  the  same  as  the  value 
40-61  for  the  fifth. 

Proceeding  similarly  for  the  three  last  expansions  we  find, 
(6) 


(7) 


DP,  =.  12-51, 

z,  =  2051, 

F"= 

10-88, 

DPo  =  100, 

!Xm  =  1-884, 

D7f  = 

6-62. 

BT,=    9-74, 

2.  =  2004, 

F"= 

18-85, 

DPo=    8-5, 

2m  =  1-872, 

Z)H  = 

7-18. 

BT^'^    8-08, 

«.  =  2080, 

r"= 

1806, 

DPo=    70, 

«m  =  1-890, 

Z)H  = 

7-60. 

(8) 


The  progress  of  the  recovery  towards  saturation  can  be  traced 
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by  calculating  the  values  of  V^  for  wet  saturated  steam  at  the  same 
P  and  Hy  for  comparison  with  the  values  of  F"  given  above,  as 
shown  in  the  following  table. 


No. 

1 

2 

3 

4 

6 

6 

7 

8 

F"  (SS) 
F^aat. 

3-472 
3-616 
1-2 

4-196 
4-303 
2-6 

6-303 
6-623 
4-0 

6-843 
7-232 
6-4 

8-628 
8-840 
3-6 

10-88 

1103 

1-4 

13-86 

14-07 

1-7 

18-06 

18-33 

1-6 

The  last  line  shows  the  percentage  difference  of  volume  from 
that  of  saturation,  and  illustrates  the  progress  of  supersaturation 
and  recovery.  The  defect  increases  to  a  maximimi  at  the  end  of 
the  fourth  expansion,  where  recovery  sets  in  with  a  rapid  diminu- 
tion of  the  difference  during  the  fifth  and  sixth.  By  the  end  of  the 
sixth  expansion  the  steam  appears  to  have  reached  a  steady  state, 
remaining  at  a  nearly  constant  percentage  defect  below  saturation 
through  the  seventh  and  eighth,  according  to  the  method  of 
calculation  employed.  The  value  of  aPV  remains  practically 
constant  from  the  end  of  the  fourth  to  the  end  of  the  sixth  expan- 
sion, while  the  most  rapid  recovery  is  in  progress,  but  faUs  again 
in  the  seventh  and  eighth,  when  the  rate  of  supersaturation  balances 
the  rate  of  recovery.  Since  the  rate  of  expansion  in  this  turbine 
was  about  the  slowest  on  record,  it  is  easy  to  see  that  when  the 
expansion  is  twenty  or  thirty  times  more  rapid,  the  beginning  of 
condensation  will  be  delayed  to  a  lower  pressure,  and  the  defect 
of  temperature  and  volume  will  remain  much  greater  to  the  end 
of  the  expansion.  Unfortunately  there  do  not  appear  to  be  any 
equally  satisfactory  published  data  for  the  pressure-distribution 
in  a  high  speed  turbine. 

There  are  m€uiy  other  points  which  could  be  investigated  if 
the  requisite  observations  were  available,  but  special  arrangements 
would  be  necessary  for  securing  the  appropriate  data.  The  con- 
sistency of  the  calculated  results  in  the  present  instance  seems  to 
show  that  the  pressure-differences  were  fairly  reliable,  but  the 
indicators  employed,  though  doubtless  the  best  of  their  kind,  were 
not  specially  adapted  for  measuring  small  differences.  Accurate 
pressure-observations  at  different  loads  and  speeds,  would  probably 
suffice  to  clear  up  most  of  the  remaining  uncertainties. 

When  there  is  a  change  of  state  from  dry  to  wet,  the  available 
energy  cannot  be  obtained  satisfactorily  from  a  formula  of  the 
type  PV  ==  kP^^  with  a  single  mean  value  of  the  index,  but  good 
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results  may  be  obtained  by  using  different  values  of  m  for  dry  and 
wet.  In  the  present  example,  the  value  m  =  0-1865  for  the  first 
tour  expansions,  and  m  =  0*0465  for  the  last  four,  allowing  for 
the  change  in  M,  give  results  for  z  and  DH  which  are  in  very 
close  agreement  with  those  obtained  by  calculating  the  expansions 
separately. 

i66.  Effect  of  Condensation  on  the  Blades.  In  the 
foregoing  calculation  we  have  assumed  for  simplicity  that  M 
remains  constant  throughout  the  last  five  expansions,  and  that 
the  whole  of  the  observed  defect  of  pressure-drop  is  to  be  explained 
by  the  recovery  from  supersatiuration.  But  owing  to  the  great 
extent  of  the  blade-siuface  in  the  later  expansions  of  a  turbine  of 
this  type,  the  effect  of  condensation  on  the  blades  cannot  be 
neglected  as  a  contributory  cause  of  loss.  The  condensation  on 
the  blades  may  be  regarded  as  an  indirect  effect  of  supersaturation, 
since  there  would  be  no  appreciable  condensation  on  the  blades 
unless  they  were  cooled  below  the  saturation  temperature  by  the 
current  of  supercooled  steam.  According  to  the  law  of  surface 
condensation  (Zoo.  cit)  the  rate  of  condensation  in  lbs.  per  sec. 
per  sq.  ft.,  or  other  convenient  units,  will  vary  as  the  defect  of 
temperature  of  the  blades  below  satiu*ation.  There  would  be  no 
great  difficulty  in  measuring  the  actual  temperature  of  the  blades 
in  €uiy  case,  and  in  making  a  separate  estimate  of  the  condensation 
on  the  blades  from  the  known  value  of  the  condensation  constant. 
There  are  no  data  of  this  kind  at  present  available,  but  it  is  easy 
to  see  that  the  defect  of  temperature  of  the  blade-siuface  will  be 
very  small  and  approximately  proportional  to  that  of  the  steam 
below  saturation,  so  that  the  rate  of  condensation  on  the  blade-* 
siuf ace  will  vary  in  a  similar  manner  to  the  rate  of  recovery  of  the 
steam  from  supersaturation,  and  will  produce  similar  effects  on 
the  observed  pressure-drop  in  each  expansion.  The  values  of  the 
heat-drop  as  deduced  from  the  observed  pressure-drop,  will  be 
little,  if  at  all,  affected  by  any  view  with  regard  to  the  cause  of  the 
reduction  of  the  pressiure-drop,  but  in  so  far  as  it  is  attributed  to 
blade-condensation,  the  power  will  be  reduced  in  proportion  to 
the  reduction  of  M.  Any  water  condensing  on  the  blades  will  be 
quickly  eliminated  by  centrifugal  separation  with  a  loss  of  kinetic 
energy  u^l2g  per  unit  mass  separated.  There  will  be  additional  loss 
due  to  friction  at  the  blade-tips,  which  may  become  serious  if  the 
turbine  is  not  efficiently  drained.  But  the  chief  loss  of  power  will 

as.  27 


418  PROPERTIES  OF  STEAM  [ch. 

be  that  due  to  reduction  of  ilf  in  all  the  subsequent  expansions. 
Any  drops  of  appreciable  size  occurring  in  the  steam  itself  tend  to 
be  eliminated  in  a  similar  way,  but  the  fine  fog  due  to  supersatura- 
tion  may  be  treated  as  forming  part  of  the  mass  of  the  fluid, 
according  to  the  usual  assumption. 

So  far  as  the  reduction  of  pressiu-e-drop  and  heat-drop  are 
concerned,  it  Qiakes  little  or  no  difference,  according  to  the  fore- 
going theory,  whether  the  condensation  occurs  on  the  blades  or 
in  the  body  of  the  steam,  except  that,  if  €uiy  condensation  occurs 
on  the  blades,  it  involves  a  small  reduction  of  M  by  centrifugal 
separation.  Some  condensation  on  the  blades  must  imdoubtedly 
occur,  but  the  reduction  of  M  by  itself  is  far  too  small  to  account 
for  the  observed  diminution  of  pressure-drop.  At  the  end  of  the 
fourth  expansion,  where  the  defect  of  volume  is  a  maximum,  a 
total  condensation  amounting  to  only  8  per  cent,  of  M  would  suffice 
to  restore  the  steam  to  the  state  of  saturation,  but  the  reduction 
of  pressure-drop,  as  compared  with  the  pressure-drop  required 
for  saturated  steam,  is  36  per  cent. 

It  might  appear  justifiable  on  this  ground  to  ignore  the  reduction 
of  M  entirely  as  being  relatively  insignificant,  but  it  appears  that 
a  small  reduction  of  M  is  required  in  successive  expansions  to 
account  satisfactorily  for  the  observed  effects.  In  the  previous 
calculation,  with  M  constcuit,  it  was  assumed  that  the  expansion 
of  V  was  that  due  to  adiabatic  flow  with  the  index  8/18,  in  place 
of  the  usual  index  Sf/lS,  in  which  the  stage  efficiency  /  takes 
accoimt  of  the  increase  of  volume  due  to  friction  in  striking  the 
blades.  The  pressure-drop  thus  found  for  wet  supersaturated  steam 
was  14-87  in  expansion  (5)  with  M  =  128,  as  compared  with  14*58 
for  dry  supersaturated  with  the  index  Sf/lS.  The  final  volume  for 
wet  supersaturated  steam  was  taken  as  V"=  8*528,  on  the  tacit 
assumption  that  the  rise  of  temperature  due  to  friction  was  com- 
pensated, like  that  due  to  condensation,  by  the  increase  of  back- 
pressure after  each  step  in  the  expansion.  In  reality  the  two  effects 
of  friction  and  condensation  are  not  precisely  similar.  Condensation, 
being  merely  a  change  of  internal  state  without  addition  of  external 
energy,  cannot  involve  any  increase  of  intrinsic  energy  E;  but  the 
conversion  of  kinetic  energy  into  heat  by  friction  necessarily 
requires  an  increase  of  E,  which  should  be  taken  into  account  in 
the  usual  way.  This  would  make  little  difference  in  one  expansion, 
but,  the  effect  being  cumulative,  we  should  soon  arrive  at  excessive 
values  of  F,  if  allowance  were  not  made  for  the  reduction  of  M 
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by  blade-condensation,  which  appears  to  be  of  the  right  order  of 
magnitude  to  compensate  for  the  effect  of  biction  in  increasing  F. 

167.    Data  for  the  L.P.  Turbine  of  SS.  Mauretania. 

The  following  are  the  material  dimensions  of  the  L.P.  turbine. 
Diameter  of  rotor,  140  inches,  with  eight  expansions,  the  first  four 
of  7  stages  each,  the  last  four  of  8  stages  each.  The  first  five  ex- 
pansions with  normal  blades,  the  last  three  with  "semi- wing," 
"wing"  and  "double- wing"  blades,  respectively.  The  ratios 
actually  employed  in  gauging  the  apertures  of  the  wing-blades 
do  not  appear  to  have  been  published.  We  shall  therefore  assume 
a  :=  70"*,  tan  a  =  2*748  for  the  normal  blades,  as  in  the  H.P.  turbine, 
and  shall  t€ike  the  values  of  tan  a  for  the  last  three  expansions  as 
being  1-882, 1*222,  and  0*814  respectively,  diminishing  in  the  simple 
ratio  2/8  for  each  expansion. 

The  variation  of  blade-angle  involves  a  small  corresponding 
variation  in  the  efficiency  constant^',  as  explained  in  Chapter  XIV, 
§  149.  The  exact  nature  of  this  variation  remains  at  present  un- 
certain, but  it  appears  that  we  cannot  be  far  wrong  in  assuming 
the  simple  formula 

//=  1  _  0*117/sin2(a  +  20^),  (2) 

which  makes  fi  a  maximum  and  equal  to  0*888  when  a  =  70®,  as 
previously  assumed;  and  makes  fi  vanish,  as  it  should,  when 
a  «  0**.  The  resulting  diminution  of  ^'  is  only  5  per  cent,  for  the 
double-wing  blades.  The  formula  takes  no  accoimt  of  the  radial 
divergence  of  the  blades,  which  probably  involves  some  additional 
loss  in  the  case  of  long  blades  of  imiform  section. 

Table  IX. 
Dimensions  and  constants  for  L.P.  turbine  at  194  revs./min. 


No. 

1 

2 

3 

4 

5 

6 

7 

8 

Sums 

N 

7 

7 

7 

7 

8 

8 

8 

8 

60 

xin. 

Si 

lOi 

13f 

17 

22 

22 

22 

22 

— 

Zin.« 

3842 

4964 

6444 

8386 

11200 

11200 

11200 

11200 

tana 

2-748 

2-748 

2-748 

2-748 

2-748 

1-832 

1*222 

0-814 

— 

u 

0-883 

0-883 

0-883 

0-883 

0*883 

0*879 

0-868 

0-841 

— 

Zeals. 

2-446 

2-622 

2-620 

2-744 

3*338 

3-338 

3*338 

3-338 

23-684 

f'Z  cals. 

2-316 

2-416 

2*636 

2-672 

3-271 

3-291 

3-304 

3*311 

23117 

Z'x  10* 

6061 

4798 

3789 

2996 

2666 

1783 

1193 

796 

24071 

Z"  X  10' 

4798 

2916 

1761 

1044 

6761 

304-3 

136-2 

60*64 

11686 

DP,  lbs. 

4-716 

3-733 

2-960 

2-330 

2066 

1-387 

0*928 

0*619 

18*73 

DPo  lbs- 

4-971 

1*965 

3*314 

2-822 

2-466 

1*228 

0-982 

0*982 

18*76 

27—2 
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The  values  of  the  coefficient/"  are  calculated  by  the  formula, 
/"=  {x  —  l)l(x  -*-  2Z),  with  the  tip-clearance  I  ==  0'15",  proportional 
to  that  assumed  for  the  H.P.  turbine,  but,  owing  to  the  length  of 
the  blades,  the  correction  makes  little  difference  to  the  results. 
In  the  case  of  the  wing-blades,  the  factor  2  is  replaced  by  the 
proper  value  of  sec  a  —  1.  The  values  of  Z'  and  Z"  are 
calculated  with  the  appropriate  leakage  corrections  and  values 
of  tan  a. 

The  last  line  in  the  table  shows  the  pressiu«-drop  DPq  observed 
in  each  expansion,  taking  the  initial  pressure  as  5  lbs.  (gauge),  and 
the  final  pressure  as  28  inches  vacuum  (bar.  80  ins.),  or  19*78  lbs. 
€uid  0*982  lb.  absolute.  The  last  line  but  one,  headed  DP, ,  shows 
the  pressiwe-drop  for  each  expansion  cfdculated  from  Z'  on  the 
assumption  that  M  and  z  are  the  same  for  each  expansion,  and 
that  the  initial  and  final  pressures  are  19*78  lbs.  and  1  lb.  abs., 
respectively.  The  differences  suggest,  as  in  the  case  of  the  H.P. 
turbine,  (1)  that  corrections  are  required  for  receiver-drop,  (2)  that 
there  is  a  considerable  change  in  M  at  the  end  of  the  second 
expansion,  (8)  that  there  is  a  change  in  state  of  the  steam  at  the 
end  of  the  fifth. 

Assuming  that  the  turbine  was  designed  for  saturated  steam 
with  a  pressure-range  from  5  lbs.  (gauge)  to  28  in.  vac.,  it  is  first 
necessary  to  see  whether  the  dimensions  assumed  will  give  a 
uniform  value  of  z  imder  these  conditions  if  M  is  the  same  for  each 
expansion.  From  equations  XV  (1)  and  (2),  neglecting  the  varia- 
tion of  fly  we  find  for  the  whole  turbine  the  approximate  mean 
values,  DH  =  69,  F"=  816,  m  =  00855,  D  (PjV)  =  0*967.  From 
which,  by  equation  XV  (12),  we  deduce  M  =  110*4.  This  value 
of  M  is  so  much  smaller  than  the  value  M  =  128  similarly  obtained 
for  the  H.P.  turbine,  that  it  would  evidently  be  impossible  to  get 
the  still  larger  flow  Af  =  128  through  the  L.P.  turbine  unless  a 
considerable  proportion  of  the  steam  were  by-passed  to  the  end 
of  the  second  expansion.  It  would  appear  that  the  L.P.  tiu*bine 
of  the  Mauretania  was  not  designed  (as  in  the  case  of  the  Dread- 
nought) to  utilise  the  auxiUary  exhaust,  which  is  stated  to  have 
been  employed  for  heating  the  feed- water.  The  imiformity  of  the 
values  of  z  calculated  from  Z"  by  the  method  of  XV,  §  159,  as 
shown  in  the  following  Table  X,  indicates  that  the  dimensions 
assumed  are  in  all  probability  substantially  correct,  confirming  the 
ratio  2/8  selected  for  successive  values  of  tan  a  in  the  last  four 
expansions. 
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Table  X. 
L.P.  turbine.  DP,  z^,  and  DH,  calculated  from  Z".  M  -  110-4. 


No" 

1 

2 

3 

4 

5 

6 

7 

8 

Sums 

DP 
DH 

4-747 
1-999 
6-94 

3-721 
1-980 
7-15 

2-918 
1-966 
7-43 

2-311 
1-970 

7-86 

2-087 
2006 
9-85 

1-392 
1-993 
9-83 

0-932 
1-996 
9-77 

0-640 
2062 
9-74 

18-76 
68-67 

Assuming  the  steam  to  remain  saturated  throughout,  if  the 
object  is  to  keep  z^  uniform,  it  appears  that  the  choice  of  dimensions 
could  scarcely  have  been  improved.  The  change  of  z^  from  1'970 
in  (4)  to  2*006  in  (5)  indicates  that  a  slightly  larger  increase  of  x 
than  from  17"  to  22"  would  have  been  required  to  compensate  for 
the  change  from  7  to  8  stages,  and  to  make  the  mean  value  of  z 
the  same  in  the  fourth  and  fifth  expansions.  On  the  other  hand, 
a  smaller  change  of  x  would  have  suiBced  to  make  the  initial 
steam-velocity  the  same,  a  condition  which  appears  to  be  frequently 
adopted  in  design.  The  high  value  of  z  in  the  last  expansion  would 
be  corrected  by  a  sUght  change  in  the  final  pressure,  as  from 
28"  vac.  to  1  lb.  abs.;  €uid  would  be  over-corrected  by  making 
allowance  for  the  probable  variation  of  ^'  as  shown  in  Table  IX, 
We  infer  from  the  want  of  correspondence  between  the  observed 
and  calculated  results  for  DP,  that  the  steam  did  not  remain 
saturated,  and  that  M  was  not  the  same  for  all  the  expansions.  The 
values  of  DH  given  in  the  table  include  the  effect  of  the  assiuned 
variation  of  ^'. 


1 68.   Calculation  for  the  Expansions  in  Succession. 

As  in  the  case  of  the  H.P.  turbine,  we  may  proceed  to  calculate  the 
flow  for  each  expansion  in  succession  on  the  assumption  that  the 
observed  pressures  are  exact.  They  have  generally  been  regarded 
as  impossible  to  interpret,  and  are  doubtless  more  imcertain  than 
those  for  the  H.P.  turbine.  They  appear,  however,  to  be  sufficiently 
correct  to  afford  a  good  illustration  of  the  method  of  calculation, 
€uid  a  fairly  clear  indication  of  the  state  of  the  steam. 

Before  making  the  calculation,  we  require  an  approximate 
estimate  of  the  state  and  probable  behaviour  of  the  steam. 
According  to  the  previous  cfdculation,  the  steam  leaving  the  H.P. 
turbine  will  be  but  slightly  supersaturated.  The  superheated  steam 
arriving  from  the  H.P.  dununy  will  clear  up  the  fine  fog,  leaving 
a  mixture  of  saturated  steam  with  comparatively  few  drops  of 
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water  in  suspension.  Most  of  these  will  be  separated  out  by  the 
moving  blades,  and  the  mixture  can  be  treated  as  dry  super- 
saturated for  the  first  part  of  the  expansion,  since  no  fresh  nuclei 
will  be  generated  until  the  temperature  has  again  fallen  to  the 
supersaturation  limit. 

It  is  well  known  that  vacuum  gauges  are  apt  to  be  somewhat 
vague  in  their  indications  in  the  neighbourhood  of  atmospheric 
pressure,  but  if  we  take  the  pressure  to  be  exactly  atmospheric, 
80"  of  mercury,  or  14-78  lbs.  abs.  as  observed  at  the  end  of  the 
first  expansion,  with  a  drop  of  4",  or  1-964  lbs.,  in  the  second 
expansion,  it  is  possible  to  calculate  the  initial  pressure,  as  in  the 
case  of  the  H.P.  turbine,  on  the  assumption  that  M  is  the  same  for 
the  first  two  expansions  and  the  state  dry  supersaturated.  Taking 
m  =  0-146  as  a  probable  value  of  the  index,  we  find  the  drop  of 
p%-m  fQj.  the  second  expansion  to  be  84-14,  which  when  increased 
in  the  ratio  Z^^'IZ^'  gives  56-16  for  the  drop  of  F^-^  in  the  first 
expansion;  whence  the  initial  value  of  P  is  17-546  lbs.,  with 
DP  =  2-816.  Having  found  the  pressures,  the  exact  value  of  H 
makes  comparatively  little  difference  to  ilf  or  z.  Estimating  the 
initial  value  of  H  as  689,  with  a  drop  DH  =  9  for  the  first  two 
expansions,  we  find  M  =  82-7  from  XV  (12),  giving  (1)  z  =  1-60, 
DH  =  5-1,  (2)  z  =  1-40,  DH  =  4-84,  for  the  two  expansions 
separately. 

If  we  suppose  that  the  usual  excess  of  H.P.  dummy  leakage 
over  L.P.  dummy  leakage  is  sufficient  to  make  up  for  the  loss  of 
water  by  separation  and  drainage,  we  should  expect  to  find  the 
flow  through  the  remaining  expansions  of  the  L.P.  turbine  nearly 
the  same  as  the  value  M  =  128  found  for  the  latter  part  of  the 
H.P.  turbine.  The  value  ilf  =  88  for  the  first  two  expansions  of 
the  L.P.  turbine  implies  that  about  a  third  of  the  total  steam  was 
by-passed  to  the  end  of  the  second  expansion.  This  would  explain 
why  the  observed  pressure-drop  in  the  second  expansion  is  only 
half  the  normal,  and  the  absolute  pressure  at  the  end  of  the  second 
expansion  is  18  per  cent,  above  the  normal  for  the  pressure-range, 
and  also  why  the  receiver-drop  is  twice  as  great  as  that  found  at 
the  end  of  the  H.P.  turbine.  Assuming  on  these  grounds  that 
about  one-third  of  the  steam  was  by-passed  at  constant  J7,  retaining 
the  initial  value  H  »  689,  with  two-thirds  at  J7  =  680  after  passing 
through  the  two  expansions  we  find  H  =  688  as  a  probable  estimate 
of  the  initial  state  of  the  steam  at  the  beginning  of  the  third  ex- 
pansion. 
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Taking  the  observed  presstires  as  correct  for  the  next  three 
expansions  and  assuming  the  state  dry  supersaturated,  we  find: — 

Table  XI.  L.P.  Turbine.  Results  for  expansions  (8),  (4),  and  (5). 

Initial  state  (3),  P'  =  12-766,  H'=  633,     V    =  29-73,  aP'V'^  39-03. 

Final  state   (3),  P"=    9-461,  «„=  1-966,  Djff  =    7-44,      Jlf  =  126-6. 

(4),  P"=    6-629,  2^=2-036,2)jff  =    8-21,       if  =  131-6. 

„  (6),  P"=    4-174,  2,^=  2-046, 2>^  =  1011,       M  =  128-4. 

The  values  of  M  found  agree  as  closely  as  can  be  expected, 
considering  that  the  pressure  readings  were  taken  only  to  the 
nearest  1/4",  and  that  the  calculated  value  of  M  depends  on  the 
small  pressure-difference.  The  mean  of  the  three  values,  namely 
M  =  128*8,  will  give  a  better  approximation  to  the  actual  flow. 
The  mean  value  of  M  similarly  found  for  the  third  and  fourth 
expansions  of  the  H.P.  turbine  was  M  =  128-6.  The  agreement 
may  be  taken  as  a  fair  corroboration  of  the  method  of  calculation 
adopted. 

If  we  take  M  =  128,  and  calculate  the  pressure-drop  for  the 
next  expansion  on  the  assumption  that  the  steam  remains  dry  and 
supersaturated,  the  result  found  is  greatly  in  excess  of  the  observed 
value.  The  observed  defect  might  naturally  be  attributed  to  some 
want  of  efficiency  of  the  wing-blades,  or  to  some  uncertainty  in 
the  angles  assumed,  if  it  were  not  that  the  values  of  z  for  the  wing- 
blades  agree  so  closely  with  each  other  in  Table  X,  and  that  a 
similar  defect  of  pressure-drop  occurs  in  the  H.P.  turbine,  where 
there  is  no  reason  to  suspect  any  variation  in  the  blade-angles. 
The  effect  may  reasonably  be  attributed,  as  in  the  previous  instance, 
to  the  time-lag  in  condensation,  which  produces  a  rise  of  back- 
pressure at  each  step  of  the  expansion,  while  the  steam  is  recovering 
rapidly  from  the  state  of  supersaturation.  The  results  for  the  last 
three  expansions  might  be  calculated  by  the  same  method  as  for 
the  H.P.  turbine,  but  since  the  pressure-differences  become  very 
small  towards  the  end,  and  the  exact  method  employed  in  gauging 
the  blades  is  uncertain,  it  will  suffice  for  practical  purposes  if  we 
take  PV  as  constcuit  through  the  sixth  and  seventh  expansions 
(as  found  in  the  case  of  the  H.P.  turbine  during  recovery)  with 
aFV  =  83*0,  the  value  at  the  end  of  the  fifth  expansion.  We  thus 
obtain  the  following  results  for  the  last  three  expansions,  in  which 
the  final  pressure  is  estimated  at  1*22  lbs.  abs. 

The  mean  effective  value  of  2  in  each  expansion  is  determined 
chiefly  by  the  observed  pressure-drop,  and  the  value  of  DH  is 
little  affected  by  any  assumptions  which  may  be  made  with  regard 
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Table  XII.    L.P.  turbine.  Results  for  expansions  (6),  (7),  and  (8). 

Initial  state  (6),  P'  =  4- 174,  H'=  607-24,  V  =  770,  aP'V'^  3300. 
Final  state    (6),  P"=  2-946,  z^  =  1-741,  DH  =  8-17,  7"=  109-0,  Z'=  1549. 

(7),  i>"=  1-964,  Zrn  =  1-866,  DH  =  902,  V"=  163-6,  Z'=  1142. 

(8),  P''=  1-220,  z^  =  1-980,  2>jff  =  9-81,  F"  =  266-0,  Z'=   789. 

to  the  rate  of  recovery.  The  simple  assumption  PV  =  constant 
gives  a  probable  rate  of  recovery  in  the  sixth  and  seventh  expcuisions. 
In  the  last  expansion  it  is  assumed  that  the  steam  has  reached  a 
steady  state,  which  ser\'^es  to  fix  the  final  pressure  with  a  fair  degree 
of  certainty.  The  leaving-loss,  with  the  revised  value  of  the  final 
pressure  as  here  given,  comes  out  approximately  1'7  cals.  C,  in 
place  of  the  value  1-5  cals.  as  previously  estimated  in  Chapter  XI, 
§  121.  The  value  of  DH  in  the  last  expansion,  as  calculated  from 
z,  is  automatically  corrected  for  leaving-loss. 

The  reduction  of  z  by  recovery  from  supersaturation  involves 
a  proportional  reduction  in  Z'  and  tan  a,  which  are  not  required 
in  the  calculation  of  DH,  but  are  readily  found  from  z  by  the  relation 
Z'^gfi'DP/Mz^y  XIV  (8),  with  the  known  value  of  M,  namely 
128-8  in  the  present  case,  if  we  neglect  loss  by  separation  and 
drainage.  The  values  of  Z'  thus  found  afford  a  check  on  the  cal- 
culation, especially  in  respect  of  the  final  value  of  P,  since  Z'  for 
(8)  cannot  be  greater  than  the  value  796  x  10-*  given  in  Table  IX 
for  normal  flow.  Thus  the  final  pressure  in  the  present  instance 
cannot  be  less  than  1-210  which  would  make  Z'  equal  to  the  tabulated 
value,  but  may  be  1  or  2  per  cent,  higher  than  1-22,  if  we  admit  the 
reduction  of  ilf  by  a  similar  amount.  These  differences  are  beyond 
the  limits  of  accuracy  of  the  actual  pressure  measurements,  which 
are  accepted  as  correct  for  the  sakeof  indicating  the  kind  of  informa- 
tion which  could  be  obtained  from  more  accurate  observations. 

The  progress  of  supersaturation  €uid  recovery  can  be  traced, 
as  in  the  case  of  the  H.P.  turbine,  by  comparing  the  values  of 
the  final  volume  F"  in  each  expansion  with  those  calculated  for 
saturated  steam  at  the  same  P  and  H. 

Table  XIII.  L.P.  turbine.  Supersaturation  and  Recovery. 


No. 

1 

2 

3 

4 

6 

6 

7            8 

F"  (SS) 

25-89 

2911 

38-36 

61-91 

77-00 

109-0 

163-6 

266-0 

F-aat. 
Diff.  % 

26-46 

3010 

39-83 

6610 

84-10 

116-8 

167-7 

260-2 

2-1 

30 

3-7 

6-8 

8-6 

6-8 

2-6 

2-0 

1-?% 

10 

1-6 

1-6 

2-4 

3-4 

41 

6-0 

6-0 
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The  first  line  gives  the  number  of  the  expansion,  the  second 
the  actual  final  volume  of  the  supersaturated  steam  at  the  end  of 
each  expansion.  V^  shows  the  corresponding  volume  for  saturated 
steam  at  the  same  P  and  H.  The  next  line  shows  the  defect  of 
volume  due  to  supersaturation,  expressed  as  a  percentage  of  F^. 
The  last  line  shows  the  percentage  wetness  of  F^,  or  the  defect 
of  volume  of  the  equivalent  wet  saturated  steam  from  dry  saturated 
at  the  same  pressure  and  temperature. 

169.  Revision  of  the  SS  Limit.  Comparing  these  results 
with  the  similar  table  given  for  the  H.P.  turbine,  we  observe  that 
condensation  is  delayed  to  a  later  stage  in  the  L.P.  turbine,  and 
that  the  defect  of  volmne  when  condensation  begins  is  considerably 
greater  than  in  the  H.P.  turbine.  On  the  other  hand,  the  time 
interval  from  the  first  row  of  blades  to  the  end  of  the  foiulh 
expansion  in  the  H.P.  turbine  is  nearly  double  that  taken  by  the 
steam  in  passing  from  the  beginning  of  the  first  to  the  end  of  the 
fifth  expansion  in  the  L.P.  turbine.  The  fact  that  the  expansion 
is  twice  as  rapid  is  hardly  sufficient  by  itself  to  account  for  the 
increase  of  supersaturation.  According  to  the  estimate  above 
made  of  the  state  of  the  steam  in  the  L.P.  turbine,  the  point  at 
which  condensation  starts  is  within  one  or  two  calories  of  the  SS 
limit,  as  defined  on  the  basis  of  Wilson's  experiments  with  moist 
air  at  20°  C,  which  we  should  expect  to  be  fairly  reliable  at  low 
pressures,  though  possibly  erroneous  at  high  pressures.  The  point 
at  which  condensation  starts  in  the  H.P.  turbine  is  considerably 
above  the  SS  limit  given  by  Wilson's  experiments,  but  the  pressure 
is  14  times  higher  thcui  in  the  L.P.  turbine.  The  chief  point  in 
common  is  that  the  equivalent  wetness  1  —  g  is  nearly  the  same 
in  the  two  cases,  namely  8-1  per  cent,  for  the  H.P.  turbine  and 
8«4  per  cent,  for  the  L.P.  This  relation,  if  true,  would  give  a  simple 
definition  of  the  limit,  which  would  be  applicable  even  at  the 
critical  point,  in  the  neighbourhood  of  which  the  phenomenon  of 
cloudy  condensation  is  still  well-marked. 

There  is  so  little  direct  experimental  evidence  with  regard  to 
the  point  at  which  condensation  begins  in  a  turbine  or  nozzle 
at  high  pressures,  that  we  cannot  afford  to  neglect  so  clear  an 
indication  as  that  afforded  by  the  analysis  of  the  pressure-distribu- 
tion in  the  Mauretania.  In  point  of  fact,  a  large  slow-speed  turbine 
is  remarkably  well  suited  to  indicate  the  beginning  of  condensation, 
because  the  initial  rate  of  recovery  is  high  compared  with  the 
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rate  of  expansion,  so  that  the  point  in  question  is  sharply  marked. 
With  a  higher  rate  of  expansion,  the  change  would  be  more  gradual, 
and  it  would  be  more  difficult  to  locate  the  commencement.  The 
gradual  transition  would  simulate  delay,  and  lead  to  an  overestimate 
of  the  true  limit.  Allowing  for  the  difference  of  steam-speed  in  the 
H.P.  and  L.P.  turbines,  we  shall  probably  not  be  far  wrong  if  we 
take  the  SS  limit,  as  indicated  by  these  observations,  to  occur  at 
an  equivalent  wetness  of  8  per  cent.,  which  agrees  very  closely  with 
the  Wilson  limit  at  lower  pressures.  The  limit  thus  defined  has  the 
adv€uitage  that  it  is  much  simpler  in  apphcation  than  the  Wilson 
limit,  because  it  does  not  require  a  special  table.  The  value  of 
H^^  =  Hg  —  0-08  {Hg  —  si),  is  readily  deduced  from  the  values  of  H 
and  t  at  the  observed  pressure  by  reference  to  the  ordinary  tables 
for  saturated  steam.  The  value  of  F,,  for  dry  steam  at  the  SS 
limit  is  most  easily  deduced  from  that  of  F,  for  dry  saturated 
steam  at  the  same  pressure  by  subtracting  0*08  (H^  —  st)lpj  which 
is  easily  worked  on  a  small  sUde-rule.  The  actual  value  of  V  for 
the  wet  mixture  in  rapid  expansion  at  the  SS  limit  may  be  ob- 
tained by  the  usual  formula  for  wet  saturated  steam,  but  with  H^ 
and  Vgg  in  place  of  H,  and  F, . 

The  Wilson  limit,  if  applied  at  high  pressures,  is  liable  to  the 
theoretical  objections,  (1)  that  it  makes  the  defect  of  temperature 
below  the  saturation  value  more  than  twice  as  great  at  100  lbs. 
as  at  1  lb.,  whereas  it  should  be  less  than  at  1  lb.,  and  (2)  that  it 
gives  results  which  are  obviously  impossible  in  the  neighbourhood 
of  the  critical  point.  The  limit  as  above  defined  by  8  per  cent,  of 
equivalent  wetness,  escapes  both  these  objections.  The  adoption 
of  the  latter  limit,  in  place  of  Wilson's,  makes  no  difference  to  the 
discharge  through  a  nozzle,  and  scarcely  affects  any  of  the  cal- 
culations extending  to  low  pressures,  but  necessarily  makes  a 
material  difference  in  estimating  the  point  at  which  condensation 
starts,  and  the  nature  of  the  flow  at  high  pressures. 

In  proposing  the  revision  of  a  Umit  which  has  been  accepted 
for  so  many  years,  it  is  desirable  to  give  some  confirmation  of  the 
correctness  of  the  calculations  on  which  the  revision  is  based,  which 
might  otherwise  appear  purely  speculative.  The  most  direct 
verification  obtainable  from  the  data  given  in  the  trials  of  the 
Mauretania  is  by  calculating  the  total  horse-power.  This  is  easily 
done  by  adding  the  values  of  M  x  DH/0'S92S  for  the  separate 
expansions  as  above  calculated,  which  gives  17,570  horse-power 
for  the  H.P.  turbine,  and  19,290  horse-power  for  the  L.P.,  a  total 


XVI]  PRESSURE  DISTRIBUTION  427 

of  36,860  horse-power.  The  actual  total  does  not  appear  to  have 
been  published  for  the  high-speed  trials  at  194  revs./min.,  but  can 
be  deduced  from  the  observed  value  34,000  for  each  complete 
turbine  at  a  mean  speed  of  190  revs,  in  the  24  hours  trial.  Assuming 
that  the  total  power  for  a  marine  turbine  of  this  type  varies  as  the 
cube  of  the  mean  speed,  which  may  be  closely  verified  over  a  wide 
range  from  the  trials  of  H.M.S.  Dreadnought^  the  power  at  194  revs, 
would  be  86,200.  Allowing  for  small  losses  which  are  not  included 
in  the  calculation  for  the  separate  expansions,  the  results  agree 
as  closely  as  could  be  expected. 

It  would  appear  from  these  illustrations  of  the  effects  of  super- 
saturation  that  the  actual  expansion  of  the  steam  never  follows 
the  usual  saturation  state  as  a  limit  even  in  the  case  of  a  slow-speed 
turbine.  It  must  not  however  be  inferred  that  all  calculations  bsised 
on  the  assiunption  of  the  saturated  state  are  necessarily  erroneous 
and  useless.  Thus  if  the  SS  Umit  as  defined  by  reference  to  the 
value  of  Hy  corresponds  to  8  per  cent,  of  equivalent  wetness,  the 
ordinary  saturation  tables  will  afford  in  most  cases  a  fair  first 
approximation  to  the  performance,  and  the  effect  of  small  variations 
of  speed  or  pressure  can  be  worked  out  on  this  basis  without  material 
error  as  previously  illustrated.  On  the  other  hand,  there  are  many 
cases  in  which  the  effects  of  supersaturation  make  an  essential 
difference,  as  in  working  out  the  pressure  distribution,  or  the  effect 
of  superheat  for  a  particular  machine.  We  have  endeavoured  to 
show,  that  the  experimental  results  in  such  cases  cannot  be  explained 
satisfactorily  without  making  allowance  for  the  effects  of  super- 
saturation  as  deduced  from  the  known  physical  properties  of  steam. 
Without  fresh  experimental  evidence,  specially  designed  to  elucidate 
the  points  which  remain  uncertain,  little  WQuld  be  gained  at  the 
present  stage  by  multiplying  examples  based  on  imperfect  observa- 
tions. Enough  has  been  said  to  make  out  a  prima  facie  case  for 
new  methods  of  calculation  and  experiment,  and  to  indicate  the 
desirability  of  cooperation  between  the  engineer  and  the  physicist 
in  the  adaptation  of  the  heat-engine  to  suit  the  properties  of  the 
working  fiuid. 


APPENDIX  I 

THERMODYNAMICAL  RELATIONS 

170.  Expression  in  terms  of  Partial  Differential  Co- 
efficients. Many  of  the  most  familiar  and  important  quantities 
with  which  we  have  to  deal,  such  as  the  specific  heats,  and  the 
pressure  and  expansion  coefficients,  are  most  conveniently  and 
accurately  expressed  in  the  notation  of  partial  differential  co- 
efficients, which  has  the  great  advantage  of  indicating  at  a  glance 
the  exact  nature  of  the  quantity  denoted,  and  the  experimental 
conditions  under  which  it  is  measured.  The  majority  of  students 
seem  to  regard  a  partial  differential  coefficient  as  a  mystic  symbol, 
unintelUgible  without  a  long  and  arduous  training  in  the  intricacies 
of  the  calculus.  This  feeling  is  apt  to  be  fostered  by  a  purely  sym- 
bolical treatment  of  the  subject,  but  tends  to  disappear  if  it  is 
approached  from  an  experimental  standpoint.  For  the  present 
purpose  the  experimental  application  is  the  most  important,  and 
purely  mathematical  aspects  of  the  method  may  be  ignored.  It  is 
possible  to  attain  a  very  fair  idea  of  the  meaning  and  use  of  the 
notation  for  experimental  purposes  without  an  elaborate  mathe- 
matical training.  Many  of  the  relations  most  often  required  in 
practice  receive  little  attention  in  theoretical  works,  while  on  the 
other  hand  many  formal  points  are  elaborated  which  are  of  little 
importance  in  the  practical  application.  It  has  therefore  been 
decided  to  include  in  the  present  work  a  brief  explanation  of  the 
notation,  with  illustrations  of  its  practical  application,  in  the  hope 
that  it  may  help  the  student  to  a  better  understanding  of  the 
experimental  requirements,  which  are  naturally  to  a  great  extent 
overlooked  in  purely  mathematical  treatises.  Some  students  on 
the  other  hand  are  quite  happy  so  long  as  they  are  dealing  with 
pure  symbols,  but  have  a  natural  distaste  for  applying  them 
to  numerical  calculations.  For  such  a  little  exercise  in  physical 
arithmetic  is  highly  beneficial.  To  avoid  bewildering  the  student 
with  all  the  possible  permutations  and  combinations  of  the  various 
symbols,  the  illustrations  will  be  drawn  almost  exclusively  from 
those  relations  which  have  a  direct  bearing  on  the  subject  of  the 
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present  work.  Many  other  relations  of  a  similar  character  will  be 
found  in  mathematical  works,  but  though  important  as  illustrating 
the  S3rmmetry  of  the  formal  relations  between  the  various  quantities, 
they  are  not  independent  results,  and  merely  amount  for  the  most 
part  to  saying  the  same  thing  in  a  great  many  different  ways,  which 
is  unnecessary  for  practical  purposes. 

171.  The  Expansion  Coefficient.  One  of  the  most 
familiar  t)rpes  of  a  differential  coefficient  is  the  coefficient  of 
expansion.  This  coefficient  is  measured  in  practice  by  observing 
the  change  of  volume  o'—  i?"  produced  by  a  change  of  temperature 
<'—  /"  and  taking  the  ratio  {v'—  v")l(t'—  <").  Since  v  represents  the 
volume  of  unit  mass,  the  coefficient  thus  found  expresses  the  mean 
rate  of  expansion  of  unit  mass  per  1°  rise  of  temperature  over  the 
range  of  the  experiment.  The  mean  coefficient  over  any  range  will 
in  general  be  nearly  the  same  as  the  actual  rate  of  expansion  per  1® 
at  the  middle  point  of  the  range,  provided  that  the  range  is 
small. 

The  actual  value  of  the  coefficient  at  a  pointy  as  opposed  to  the 
mean  value  over  a  range,  is  denoted  by  dojdty  and  is  defined  as  the 
limiting  value  of  the  ratio  of  the  difference  in  volume  do  to  the 
difference  in  temperature  eft,  when  the  differences  are  infinitesimal. 
The  value  of  dojdt  cannot  actually  be  determined  in  this  ^yay,  but 
it  may  be  inferred  with  considerable  precision  from  observations 
over  an  extended  range,  either  by  graphic  methods,  or  preferably 
by  finding  a  formula  to  represent  the  observed  values  of  the  volume 
in  terms  of  the  temperature,  and  deducing  the  corresponding  ex- 
pression for  dojdt  at  any  point  by  differentiation.  It  wiU  be  assumed 
that  the  student  is  familiar  with  the  rules  for  differentiating  simple 
functions. 

In  the  case  of  a  liquid  it  is  seldom  necessary  to  specify  the 
pressing  under  which  the  volume  is  observed,  because  the  change 
of  volimie  with  change  of  pressure  is  usually  small.  But  in  the  case 
of  a  gas  or  vapour,  the  effect  of  pressure  on  the  volume  is  generally 
of  the  same  order  as  the  effect  of  temperature,  and  the  coefficient 
of  expansion  is  usually  measured  under  the  condition  of  constant 
pressure.  This  is  commonly  denoted  by  adding  the  suffix  p,  thus 
(doldt)j,y  which  implies  that  the  pressure  is  to  be  kept  constant 
during  the  measurement,  or  treated  as  constant  in  the  differentia- 
tion. Thus  for  an  ideal  gas  obe5ang  the  law  V  =  RT/aPy  the  value 
of  the  coefficient  (dVldT)p  is  simply  RjaPj  and  is  constant  if  P  is 
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constant,  but  has  different  values  at  different  pressures,  when 
measured  per  unit  mass. 

The  coefficient  of  expansion  of  a  gas  at  constant  pressure  is 
most  often  tabulated  in  terms  of  the  volume  at  0°  C.  under  the 
same  pressure,  and  not  in  terms  of  imit  mass.  These  tabulated 
values  correspond  with  the  formula  (dF/dT)p/Fo,  and  are  obtained 
by  dividing  the  observed  values  of  the  coefficient  per  unit  mass 
by  Vqj  the  volume  of  unit  mass  at  0°  C.  under  the  same  pressure. 
In  the  case  of  an  ideal  gas  the  coefficient  thus  measured  is  constant 
and  equal  to  I/Tq,  where  Tq  is  the  absolute  temperature  corre- 
sponding to  0°  C.  But  the  coefficient  most  often  required  in  the 
equations  of  thermodjoiamics  is  simply  (dVldT)p  measured  per 
unit  mass. 

In  the  case  of  actual  gases  and  vapours  the  coefficient  of  ex- 
pansion varies  with  temperature  as  well  as  with  pressure,  and  often 
deviates  considerably  from  the  ideal  value.  The  case  of  steam  may 
be  taken  as  typical.  According  to  the  author's  equation  the  voliune 
is  given  by  the  expression,  F=  RT/aP  —  c  -f  fc,  where  b  is  constant, 
and  c  varies  as  T"**.  The  corresponding  expression  for  {dV/dT)p 
is  R/aP  4-  nc/r,  the  value  of  which  at  any  temperature  and  pressure 
is  easily  found  firom  the  table  giving  values  of  c.  The  niunerical 
value  of  the  coefficient  may  also  be  obtained  from  Table  V  as 
follows : 

Example  1.  Find  from  Table  V  the  values  of  the  coefficient 
{dVldT)p  at  100  lbs.  pressure  and  at  temperatures  195°,  200°,  and 

205°  C. 

The  value  of  {dVldT)p  at  100  lbs.  and  195°  C.  is  found  by  taking 
the  difference,  0-1211,  between  the  tabulated  values  of  V  at  190° 
and  200°  C,  and  dividing  by  10,  which  gives  0-01211.  Similarly 
at  205°  C.  we  find  0-01200.  At  200°  divide  the  difference  between 
r  at  190°  and  V  at  210°  by  20,  which  gives  0012055.  The  co- 
efficient is  nearly  constant,  €uid  the  values  thus  found  are  correct 
to  1  in  2000  at  the  mean  points,  although  the  differences  are  far 
from  being  infinitesimal.  If  steam  behaved  as  an  ideal  gas  the 
value  at  100  lbs.  would  be  R/aP  or  0-010706.  The  actual  value  at 
200°  C.  by  the  formula  R/aP  -f  nc/T  is  0-012051,  taking  n  =  10/8, 
and  c  =  0-1909  at  200°. 

Formula  for  Small  Differences.  When  the  coefficient  {dF/dT)p 
is  known  at  any  particular  temperature  and  pressure,  the  change 
of  volume  F'-  F"  for  any  small  change  of  temperature  T'—  T" 
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at  constant  pressure  may  be  found  with  considerable  accuracy 
j&rom  the  formula  (dVldT)p  {T-  T"),  which  may  be  written 
(dVldT)p  dTy  and  is  mathematically  exact  in  the  hmit  when  the 
change  dT  is  infinitesimal.  The  result  would  be  exact  for  €uiy 
change  of  temperature,  however  great,  if  the  coefficient  were 
constant.  In  general  the  coefficient  is  so  nearly  constant  that  the 
relation  may  be  applied  in  practice  without  material  error  for  a 
range  of  5°  or  10°.  Thus  to  find  V  at  205°  and  100  lbs.  we  have  only 
to  add  5  X  001200  to  F  =  4-8901  at  200°;  giving  the  result 
V  =  4*9501,  correct  to  the  last  figure  with  very  little  trouble. 

Interpolation.  The  above  example  illustrates  the  method  of 
interpolation  by  simple  proportion,  which  corresponds  exactly 
with  the  formula  for  small  differences,  since  it  rests  on  the  same 
fundamental  assumption,  namely  that  the  change  of  V  is  pro- 
portional to  the  change  in  t  when  the  difference  is  small.  The  smaller 
the  difference,  the  greater  the  accuracy  of  this  assumption,  but  for 
experimental  purposes  there  is  no  advantage  in  reducing  the 
differences  between  the  tabulated  values  below  the  point  which 
permits  an  accuracy  of  interpolation  equivalent  to  the  last  figure 
tabulated.  With  the  aid  of  a  small  slide-rule,  it  is  much  less  trouble 
to  obtain  intermediate  values  at  any  required  point  from  a  table 
by  interpolation  than  to  calculate  them  with  equal  accuracy  from 
a  formula.  There  is  also  less  liability  to  serious  error  since  the 
differences  involved  are  relatively  small. 

The  differential  coefficient  {doldt)j,  may  be  regarded  as  the 
coefficient  of  proportionality  by  which  the  difference  in  t  must  be 
multiplied  in  order  to  find  the  corresponding  difference  in  w,  when 
the  pressure  is  constant.  It  is  called  a  partial  differential  coefficient 
because  it  gives  only  that  part  of  the  change  of  volume  which  is 
due  to  change  of  temperature. 

The  formula  for  the  change  due  to  temperature  remains  equally 
valid  if  the  pressure  changes  in  addition  to  the  temperature,  but 
in  order  to  find  the  total  change  of  volume  due  to  the  combined 
effects  of  temperature  and  pressure,  it  is  necessary  to  add  the 
separate  effects  which  each  would  produce  if  the  other  remained 
constant.  Provided  that  the  changes  considered  are  small,  the  two 
effects  may  be  treated,  both  mathematically  and  experimentally, 
as  though  they  were  independent  of  each  other. 

172.  The  Compressibility.  The  effect  of  pressure  in 
changing  the  volume  may  similarly  be  expressed  in  terms  of  a 
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coefficient,  called  the  compressibility,  which  is  measured  by  ob- 
serving the  change  of  volume  do  produced  by  a  change  of  pressure 
dp,  and  taking  the  limiting  value  of  the  ratio  do/dp.  If  the  com- 
pressibility is  required  free  from  any  effect  due  to  change  of  tem- 
perature, it  is  necessary  to  perform  the  experiment  under  the 
condition  of  constant  temperature.  The  compressibility  so  measured 
is  called  the  ^* isothermal*^  compressibility,  and   is   denoted  by 

—  {dvldp)i  per  imit  mass,  where  the  suffix  t  indicates  that  the 
temperature  is  supposed  to  remain  constant  diuing  the  measure- 
ment. The  algebraic  sign  of  the  compressibility  is  taken  as  negative, 
because  an  increase  of  pressure  invariably  produces  a  diminution 
of  volume.  It  is  easy  in  practice  to  determine  the  isothermal 
compressibihty  by  allowing  time  for  the  temperature  to  regain 
its  original  value  when  the  rise  produced  by  compression  has 
disappeared.  But  it  is  also  possible,  by  taking  instantaneous 
readings  and  in  other  ways,  to  determine  the  value  of  the  "  adiabatic  " 
compressibility,  denoted  by  —  {dvldp)Q  under  the  condition  that 
Q  is  constant,  or  that  no  heat  is  allowed  to  escape.  The  value  so 
found  is  materially  different  from  the  isothermal  compressibility, 
because  the  rise  of  temperatiu^  tends  to  reduce  the  diminution  of 
volume. 

When  the  isothermal  coefficient  {dvldp)t  is  known,  the  change 
of  voliune  do  due  to  any  small  change  of  pressure  dp  at  constant 
temperature  is  given  by  the  expression  (do/dp)f  dp,  which  is  exact 
in  the  limit  when  the  change  is  infinitesimal.  The  value  of  this 
coefficient  for  steam,  obtained  by  differentiating  the  expression 
for  V  with  respect  to  P  at  constant  T,  is  —  RT/aP^j  the  same  in 
form  as  for  a  perfect  gas  obeying  Boyle's  law. 

Example  2.  Find  from  the  tables  the  value  of  {dVldP)j,  for 
steam  at  200^  C.  and  95  lbs.   Compare  the  result  with  the  formula 

-  RT/aP^,  and  deduce  the  value  of  F,  where  T  =  478-1^, 
Bla  =  10706  (F,P.C.). 

The  difference  between  the  tabular  values  of  V  at  90  and  100  lbs. 
is  found  to  be  —  '5628,  which  gives  —  •05628  for  the  mean  co- 
efficient per  lb.  over  this  range.  The  formula  gives 

-  10706  X  4781/95«, 

or  —  -05612  for  the  coefficient  at  95  lbs.,  which  differs  by  nearly 
8  in  1000  from  0-05628,  because  the  mean  coefficient  is  not  exactly 
equal  to  the  coefficient  at  the  mean  pointy  when  the  pressure  dif- 
ference is  10  per  cent.,  as  in  this  example.  The  volume  at  95, 
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found  by  adding  —  -05628  x  5,  or  —  •2814,  to  the  volume  at  90,  is 
5-1715,  which  is  similarly  inexact. 

The  compressibility,  like  the  coefficient  of  expansion,  is  most 
often  tabulated  in  terms  of  unit  volume  in  pJace  of  unit  mass.  The 
value  per  imit  volume  is  obtained  by  dividing  —  (dF/dP)y  by  F, 
the  volume  of  unit  mass.  The  reciprocal  of  the  compressibiUty 
per  unit  volume  is  called  the  ''^  elasticity y^  and  is  given  by  the 
expression  —  V  {dPIdV)^,^  being  taken  with  the  negative  sign,  like 
the  compressibiUty,  because  the  numerical  value  of  dP/dV  is  always 
negative.  The  adiabatic  elasticity  is  defined  by  the  same  expression 
as  the  isothermal  elasticity,  except  that  the  ratio  {dPldV)Q  is  to 
be  t€kken  under  the  condition  that  no  heat  is  allowed  to  escape. 
It  is  always  greater  than  the  isothermal  elasticity,  except  at  a 
point  of  maximum  density,  when  the  two  elasticities  become  equal, 
as  in  the  case  of  water  at  4^  C.  In  the  case  of  a  substance  obe3dng 
Boyle's  law,  PV  =  K^  we  have  the  simple  relation 

~  V  {dPldV)j.  =  +  P, 

at  constant  temperature.  In  the  C€ise  of  steam,  the  isothermal 
elasticity  takes  the  form  P  {aPV/BT),  which  is  a  little  less  than  P 
on  account  of  the  deviation  from  Boyle's  law. 

The  value  of  a  partial  differential  coefficient,  such  as  (dF/dP), 
depends  essentially  on  the  condition  under  which  the  ratio  is  taken, 
as  in  the  case  of  (dVldP)fp  and  {dVldP)Qy  which  are  different  for  a 
given  substance  at  the  same  temperature  and  pressure,  but  are 
related  in  a  s}nnmetrical  manner,  as  explained  in  §  175. 

When  two  different  coefficients  of  the  same  quantity,  such  as 
(dVldP)Q  and  {dVldT)Q ,  are  teJcen  under  tiie  same  condition,  the 
usual  relation 

(dPIdT)^  =  (dVldT)gl{dVldP)Q  =  {dPldV)g  {dVldT)g 

applies  to  the  ratio,  since  the  change  of  V  is  t€kken  under  the  same 
condition  of  adiabatic  compression  in  both  cases,  and  can  be 
eliminated.  But  this  relation  no  longer  apphes  when  the  change 
of  F  is  taken  under  different  conditions,  as  in  {dVjdP)^  and 
(dVldT)pj  the  ratio  of  which  is  noty  either  (dPldT)p  (which  is  zero), 
or  (dPldT)j,  (which  is  infinite),  but  has  the  value  -  {dP/dT)y, 
as  shown  in  §  174. 

173.  Formula  for  the  Mean  Coefficient  of  Compressi- 
bility. The  accurate  interpolation  of  Vhas  always  been  a  difficulty 
owing  to  the  rapid  variation  of  the  coefficient  of  compressibiUty 

as.  28 


484  PROPERTIES  OF  STEAM  [app. 

with  pressure,  namely  as  1/P^,  for  a  substance  obeying  Boyle's 
law.  For  this  reason  values  of  the  volume  are  often  tabulated  for 
each  single  pound  of  pressure.  But  this  is  not  really  necessary  in 
the  case  of  superheated  steam,  because  the  formula  for  the  mean 
coefficient  of  compressibility  between  finite  Umits  is  very  simple, 
and  exact  values  at  intermediate  points  are  readily  obtained  when 
required  even  for  large  pressure  differences. 

If  V\  V"  are  any  two  values  of  the  volume  at  different  pressures 
P'  and  P",  but  at  the  same  temperature  T,  it  follows  from  the 
characteristic  equation  that  the  difference  of  the  volumes  F'—  V" 
is  equal  to  RTlaP'-  RT/aP".  Dividing  the  difference  of  the 
volumes  by  the  difference  of  the  pressures,  we  accordingly  obtain 
the  following  simple  and  exact  expression  for  the  mean  coefficient 
between  P'  and  P", 

(F'-  F")/(P'-  P")  =  -  RTjaP'P" (1) 

The  mean  coefficient  between  P'  and  any  other  pressure  P,  is 
similarly  given  by  -  RTjaP'P,  and  is  P"IP  of  that  between  P' 
and  P",  which  is  directly  obtained  from  the  tables  if  V  and  F" 
are  tabulated  values.  The  coefficient  between  P'  and  P,  required 
for  finding  any  intermediate  value  V  of  the  volume  at  P,  is  obtained 
by  simply  reducing  the  tabular  coefficient  in  the  ratio  P"/P.  We 
thus  obtain  the  following  exact  rule  for  interpolation. 

Exact  Rvlefor  Interpolation  of  Volumes  at  Constant  Temperature. 
If  V\  V"  are  tabular  values  of  the  volume  at  T  corresponding  to 
pressures  P'  and  P"  (of  which  P"  is  the  greater),  to  find  the  volimie 
V  at  any  intermediate  pressure  P,  find  the  difference  F'—  F  by 
simple  proportion,  increase  it  in  the  ratio  P'7P>  ^^^  subtract  it 
from  F'. 

This  operation  is  very  easily  performed  with  a  slide-rule,  and 
the  result  is  theoretically  exact  however  great  the  difference. 
Applying  the  rule  to  the  previous  example,  2,  the  difference  V—  V 
found  by  simple  proportion  was  0-2814.  This  difference  is  to  be 
increased  in  the  ratio  P'7P  or  100/95,  which  is  most  easily  done  by 
adding  '2814  x  5/95  or  '0148,  giving  -2962,  which  is  subtracted 
from  the  volume  at  90  lbs.,  giving  F  =  5'1567  as  the  correct  result 
for  the  volume  at  95  lbs.,  in  place  of  the  approximate  result  5*1715 
found  by  simple  proportion. 

174.  The  Pressure  Coefficient.  The  pressure  coefficient 
(dPldT)y  at  constant  volume  may  be  determined,  in  the  C€ise  of  a 
gas  or  vapour,  by  observing  the  increase  of  pressure  dP  for  a  rise 
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of  temperature  dT  when  the  fluid  is  enclosed  in  a  non-expansive 
envelope,  such  as  a  siUca  bulb.  It  is  easy  in  the  case  of  a  gas  to  allow 
for  the  expansion  of  the  bulb  if  necessary  by  making  a  small  correc- 
tion to  the  observed  change  of  pressure.  But  in  the  case  of  a  solid 
or  Uquid,  the  correction  would  be  so  large  and  uncertain,  that  the 
direct  measurement  of  {dPldT)y  may  be  regarded  as  impracticable. 
The  required  value  can  however  be  deduced  from  those  of  the 
expansion  coeflicient  and  the  compressibiUty  (which  can  always  be 
determined  directly)  by  means  of  a  simple  relation  between  the 
partial  differential  coefficients,  which  follows  immediately  from 
the  general  expression  for  the  total  change  of  volume  in  terms  of 
PandT 

dV  =  (dV/dT)p  dT  4-  (dVldP)j.  dJP (2) 

This  relation  expresses  the  obvious  fact  that  any  desired  change 
of  volume  may  be  made  in  two  steps,  first  by  raising  the  temperatiu^ 
through  the  given  range  dT  at  constant  pressure,  and  secondly  by 
raising  the  pressure  while  the  temperature  is  kept  constant.  The 
final  result  is  independent  of  the  order  of  the  operations,  and  is  the 
same  as  if  both  pressure  and  temperature  were  changed  simul- 
taneously. 

If  the  expansion  due  to  increase  of  temperature  in  the  first 
operation  is  equal  to  the  compression  due  to  increase  of  pressure  in 
the  second,  we  have  (dV/dT)p  dT  =  -  {dVldP)^,  dP,  and  the  total 
change  of  volume  dV  =  0.  In  other  words,  when  dV  =  0,  the 
relation  (2)  gives  the  ratio  of  dP  to  dT  under  the  condition  that 
V  remains  constant,  or  the  value  of  the  coeflicient  (dPldT)yy  thus 

{dPldT)y  =  -  (dVldT)pl(dVldP)j.=  -  {dPldV)j, x  (dF/dT)p....(8) 

A  similar  relation  holds  in  all  cases  between  the  partial  differen- 
tial coefficients  of  three  quantities,  such  as  P,  F,  and  T,  if  any 
one  of  the  quantities  may  be  regarded  as  a  function  of  the  other 
two.  The  relation  is  purely  mathematical  or  formal,  depending 
simply  on  the  definition  of  the  coefficients,  and  not  on  the  pro- 
perties of  the  substance,  or  on  the  laws  of  thermodynamics.  But 
such  relations  are  often  very  useful  in  deducing  the  value  of  a 
coefficient  Uke  {dP/dT)y  when  it  cannot  be  determined  by  direct 
experiment. 

175.  Relations  between  the  Partial  Differential  Co- 
efficients. If  we  take  only  the  six  quantities  P,  F,  T,  JB,  ff,  Q, 
there  are  20  relations  of  this  type  between  the  partial  differential 
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coefficients,  being  the  number  of  possible  combinations  of  6  letters 
taken  8  at  a  time.  The  student  need  not  be  dismayed  by  this, 
because  very  few  of  these  relations  are  commonly  required,  and 
any  one  may  be  deduced  from  any  other  by  the  simple  process  of 
interchanging  the  letters.  Thus  if  we  take  the  expression  for  the 
isothermal  elasticity 

-  r{dPldV)j.=  V{dP/dT)yl{dVldT)p,  (4) 

and  substitute  the  letter  Q  for  T  throughout  the  relation,  we 
obtain  _  y  ^dPldV)Q  =  V  {dPldQ)yl(dVldq)p,  (5) 

which  is  the  corresponding  expression  for  the  adiabatic  elasticity. 
Taking  the  ratio  of  the  two  elasticities,  we  obtain  the  well  known 
result 

{dPldr)gl{dPldV)j,  =  {dQldV)p  (dVldT)pl{dQldP)y  (dPldT)y 

=  {dQldT)pl(dQldT)y (6) 

discovered  by  Laplace,  that  for  any  substance  the  ratio  of  the 
adiabatic  to  the  isothermal  elasticity  is  the  same  as  the  ratio  of 
the  specific  heat  {dQ/dT)p  at  constant  pressure,  to  the  specific 
heat  {dQldT)y  at  constant  volume.  Between  the  partial  coe£Scients 
of  six  quantities  there  are  45  relations  of  this  type,  which  follow 
from  the  definition  of  the  coefficients  concerned,  and  are  inde- 
pendent of  the  laws  of  thermodjmamics. 

It  follows  from  the  last  relation,  in  the  case  of  a  gas  obeying 

Boyle's  law,  for  which  (dP/dF)^ P/F,  that,  if  the  ratio  of  the 

specific  heats  is  constant  and  equal  to  y,  the  equation  of  the 
adiabatic  is 

(dPldV)g  =  -  yP/V.  which  gives  PV^  =  K. (7) 

In  the  case  of  steam,  according  to  the  author's  equation,  the 
ratio  of  the  specific  heats  Sp/Sy  is  not  constant,  but  is  given  by  the 

expression  ^^^^^  =  (n  +  1)  RT/anP  (F  -  b) (8) 

If  however  we  substitute  (dPIdV)^  =  -  aP^/BT  in  (6),  the  adia- 
batic equation  becomes 

(dPldV)Q  =  -  yPI{V  -  6),  which  gives  P  {V --  by  -  K,  (9) 

where  y  =  1  +  1/n. 

If  we  substitute  H  and  Q  respectively  for  F  in  relation  (8),  we 
obtain  two  others  which  are  often  useful,  namely, 

(dHldP)j.  =  -  (dHldT)p{dTldP)s  =  -  SC (10) 

(dQ/dP)^,  »  -  (dQ/dr)p  (dTldP)g  -  -  STlin  +  1)  P....(ll) 
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These  are  more  fully  explained  in  the  foUowing  section  on  the 
specific  heats. 

Example  4.  Find  from  Table  V  the  value  of  the  pressure 
coefficient  {dPldT)y  for  steam  at  200°  C.  and  100  lbs.,  and  compare 
the  residt  with  the  value  for  an  ideal  gas  at  the  same  T  and  P. 

The  tables  give  {dVldT)p  =  0012055  at  200**  and  100  lbs.  The 
value  of  {dVldP)rp  is  -  RT/aP^,  or  0-05065  at  the  same  point. 
Whence  (dPldT)y  =  0-2880  lb.  per  sq.  in.  per  V  C.  For  an  ideal 
gas  the  value  is  P/T,  or  0-2118  (F.P.C.). 

The  cooling-effect  {dTldP)jj  may  be  similarly  found  from 
Table  IV,  as  explamed  in  §  176.  The  adiabatic  coefficient  {dPldT)Q 
may  be  foimd  in  the  same  way  from  Table  VI.  Its  value  for  steam 
is  (n  H-  1)  P/T,  where  n  H-  1  is  the  value  of  the  adiabatic  index, 
which  is  one  of  the  fundamental  properties  determined  by  direct 
experiment. 

Example  5.  Find  the  two  elasticities  and  their  ratio  for  steam 
at  200**  C.  at  pressures  of  100,  200,  and  500  lbs. 

Pressure  lbs./sq.  in.  100  200  500 

Adiabatic  Elasticity  130*42  261-77  662*4 

iBothermal  Elasticity  9653  186*20  413*6 

BaHo,  yET/aP (V -b)  1*361          1*406           1*602 

The  adiabatic  elasticity  is  given  by  the  expression  yPVI{V  —  6), 
which  is  very  nearly  equal  to  yP,  where  y  =  1  -f  1/n  =  1-300.  But 
the  isothermal  elasticity  given  by  the  expression  aP^V/RT,  is  less 
than  P.  The  values  are  easily  foimd  at  any  point  from  Table  V. 
Those  at  500  lbs.  refer  to  the  state  of  supersaturation  which  com- 
monly occiu^  in  the  discharge  through  a  nozzle  (Chap.  X).  The 
adiabatic  elasticity  is  the  coefficient  which  determines  the  dis- 
charge. 

176.  The  Specific  Heat.  The  specific  heats  are  so  im- 
portant from  an  experimental  standpoint  that  they  are  commonly 
denoted  by  special  symbols,  such  as  S  and  s  for  the  vapour  and 
liquid  at  constant  pressure.  But  they  may  have  very  different 
values  imder  different  conditions,  and  it  is  often  convenient  to 
employ  the  notation  of  partial  differential  coefficients  to  distin- 
guish other  possible  varieties  of  specific  heat. 

The  specific  heat  is  measured  theoretically  by  observing  the 
quantity  of  heat  dQ  required  per  imit  mass  to  raise  the  temperature 
through  an  interval  dT^  and  taking  the  ratio  dQ/dT.  If  the  heat 
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is  suppUed  under  the  condition  of  constant  pressure,  the  experiment 
gives  the  specific  heat  at  constant  pressure,  which  is  denoted  by 
{dQldT)pj  and  is  equal  to  the  rate  of  increase  of  the  total  heat  H 
imder  the  same  condition,  namely  {dHldT)p,  as  already  explained 
in  Chapter  II.  Similarly  the  specific  heat  measured  imder  the 
condition  of  constant  volume  is  denoted  by  {dQldT)y^  and  is  equal 
to  the  rate  of  increase  of  the  intrinsic  energy  E  under  the  same 
condition,  namely  (dE/dT)y.  The  quantity  actually  measiu^  in 
a  calorimetric  experiment  is  generally  either  the  change  of  total 
heat  Hy  or  the  change  of  intrinsic  energy  E,  between  the  given 
initial  and  final  states.  This  is  commonly  divided  by  the  range  of 
temperature  and  cedled  the  mean  specific  heat  over  the  range 
considered  and  under  the  given  conditions.  This  method  of  state- 
ment is  sufficiently  precise  for  many  practical  piuposes,  especially 
when  the  experiments  are  not  very  accurate.  But  the  relations 
{dQldT)p  =  {dHldT)p,  and  {dqidT)y  =  (dEldT)y,  do  not  hold 
accurately  except  imder  the  conditions  of  constant  P  and  V  re- 
spectively, and  it  is  often  necessary  to  consider  more  closely  the 
exact  relation  between  the  specific  heat-s  and  the  rates  of  variation 
of  the  total  heat  and  intrinsic  energy. 

Variation  of  Toted  Heat.  In  the  case  of  steam,  by  far  the  most 
important  relations  are  those  affecting  the  variation  of  the  total 
heat  H  with  pressure  and  temperature,  which  will  be  considered 
first  as  an  example  of  the  use  of  partial  differential  coefficients.  The 
variation  of  H  with  T  at  constant  P  is  fully  determined  by  the 
specific  heat  JS  =  {dHldT)p.  Conversely  the  value  of  the  specific 
heat  at  any  point  defined  by  T  and  P,  is  easily  obtained  from 
Table  IV  of  the  values  of  H  for  superheated  steam,  by  taking 
differences  between  any  two  values  at  the  same  pressure  and  dividing 
by  the  range  of  temperature. 

Example  6.  Find  S  at  20,  100,  and  500  lbs.  and  at  200""  and 
aOO**  C.  Find  abo  the  mean  values  over  the  range  200**  to  800** 
at  the  same  pressures. 

The  required  values  of  S  at  200®  may  be  obtained  to  three  places 

of  decimals  by  taking  the  difference  between  the  tabulated  values 

of  the  total  heat  at  190**  and  210**  C.  at  the  required]  pressures, 

and  dividing  by  20.   Similarly  at  800**,  and  250*",  we  obtain  the 

following. 

Values  at  200^  C.  S^  =  -489  S^^  =  -537  3,^  =  -777 

250°  a  „       -485  „       -617  „       -671 

300^0.  „       -483  „       -504  „       -608 

Mean  200^-300*^  a  ..       -4853  „       •5174  „       -6780 
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It  will  be  observed  that  the  mean  over  the  range  from  200°  to 
800**  is  nearly  equal  to  the  value  at  the  mean  point  250**  C.  even  at 
high  pressures.  Values  of  H  at  temperatures  intermediate  between 
the  tabulated  values  can  be  obtained  by  simple  proportion  from 
the  relation  dH  =  SdT  at  constant  pressure,  correct  to  two  places 
of  decimals  when  the  temperature  interval  is  10°  C.  So  high  an 
order  of  accuracy  of  tabidation  may  appear  at  first  sight  super- 
fluous; but  many  residts  depend  on  small  differences  of  total  heat, 
and  require  this  order  of  accuracy  in  the  relative  values.  It  is 
also  very  convenient  to  be  able  to  deduce  the  specific  heat  at  any 
point  to  three  significant  figures. 

Variation  with  Pressure.  The  variation  of  the  total  heat  with 
pressure  at  constant  temperature,  expressed  by  the  relation 
dH  =  {dH/dP)j,  dPj  is  even  simpler  in  practice  than  the  variation 
with  temperature  at  constant  pressure,  because  it  appears  that  the 
coefficient  (dff/dP)^  is  constant  within  the  limits  of  experimental 
error  over  the  required  range  at  constant  temperatiu^.  The  values 
of  this  coefficient  multiplied  by  10  are  given  in  the  third  column 
of  Table  IV  under  the  heading  lOiSC,  and  show  the  diminution  of 
H  for  10  lbs.  increase  of  pressure  at  each  temperature.  Since  the 
coefficient  is  independent  of  the  pressure,  it  is  very  easy  to  find 
exact  values  of  the  total  heat  at  any  pressure  intermediate  between 
the  tabulated  values  by  simple  proportion.  But  the  value  of  the 
coefficient  {dHldP)j,  cannot,  like  that  of  the  specific  heat,  be  deter- 
mined by  direct  experiment.  It  may  however  be  deduced  with 
equal  certainty  from  observations  of  the  cooling-effect  C,  and 
affords  another  instructive  illustration  of  the  relations  between  the 
partial  differential  coefficients. 

Example  7.  Find  P  and  C  from  Table  IV,  when  H  =  680  at 
200°  C.  ff  =  681-41  at  100  lbs.,  and  lOSC  =  0-884  at  200°  C. 
Therefore  when  H  =  680,  P  =  100  +  1-41  x  10/0-834  =  116-9  lbs. 
Also  jSjoo  =  0-588,  Sj^q  =  0-549,  whence  S^j  =  0-547,  which  gives 
C  =  0-834/1015  =  0-1525°/  lb. 

177.  The  Cooling-Effect  C.  The  cooling-effect  C  is  defined 
as  the  ratio  of  the  fall  of  temperature  dT  to  the  fall  of  pressiu^  dP 
when  the  fluid  is  expanding  under  the  condition  of  steady  flow  at 
constant  total  heat,  which  is  approximately  realised  in  practice  by 
a  throttling  process.  When  expressed  as  a  partial  differential 
coefficient,  C  is  accordingly  represented  by  the  notation  {dTldP)j^, 
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In  order  to  find  its  relation  to  the  partial  derivatives  of  H  when  T 
and  P  are  taken  as  coordinates,  we  take  the  general  expression 

dH  =  (dHldT)pdT  +  {dH/dP)j,dP, (12) 

and  apply  the  condition  dH  =  0,  or  fT  =  constant,  which  gives 

C  =  (dT/dP)^  =  -  (dHldPy{dH/dT)p (18) 

The  coefficient  (dff/dT)p  is  the  specific  heat  at  constant  pressure, 
denoted  by  5,  but  the  coefficient  {dHldP)fp  woidd  be  very  difficult 
to  measure  in  practice.  The  coefficient  C,  on  the  other  hand,  is 
comparatively  easy  to  measure  experimentally  by  the  methods 
already  explained  in  Chapter  III.  But  since  the  imknown  coefficient 
{dHldP)j,  is  equal  to  —  SC,  by  the  above  relation,  we  are  enabled 
to  express  the  complete  variation  of  H  in  terms  of  the  known  co- 
efficients S  and  C  as  follows, 

dH  =  SdT  -  SCdP (14) 

General  expressions  for  dHjdT  or  dH/dP  imder  any  desired 
conditions  are  readily  obtained  by  dividing  this  expression  for  dH 
by  dT  or  dP  respectively.  The  general  expression  for  dHjdT*  is 

dHjdT  ^S^SC{dPldT) (15) 

which  has  different  values  under  different  conditions  depending 
on  the  relation  between  P  and  T  or  the  value  of  dPjdT.  Thus  if  we 
require  to  find  {dHjdT)y^  or  the  rate  of  increase  of  H  with  T  at 
constant  volume,  we  have  merely  to  substitute  {dPjdT)y  for 
(dPjdT)  in  the  above  expression.  Similarly  to  find  {dHjdT)^, 
or  the  rate  of  increase  of  H  for  saturated  steam,  we  must  substitute 
for  dPjdT  the  rate  of  increase  of  the  saturation  pressure,  dpjdt, 
together  with  the  proper  values  of  S  and  C  at  saturation  pressure 
and  temperature.  Since  dpjdt  is  known  with  considerable  accuracy, 
this  relation  is  very  useful  in  discussing  the  possible  variations  of 
the  specific  heat  and  the  total  heat  in  the  neighbourhood  of  satura- 
tion (see  III  (7),  IV  (6),  etc.). 

Example  8.  Find  the  values  of  (dHjdT),  from  Table  III  (H) 
for  saturated  steam  at  100°,  120°,  etc.  to  240°  C.  Verify  the  results 
by  calculating  S  at  saturation  from  the  formida 

S,  =  0-4772  -f  an  (n  +  1)  cpjT, 

and  SC  (dpjdt)  from  the  values  of  SC  given  in  Table  IV,  taking 
(dpjdt)  =  LpjAWT  from  Table  I. 

*  It  ia  important  to  remember  that  dHjdT  is  not  the  same  as  the  specific  heat 
dQ/dT,  except  under  the  special  condition  of  constant  pressure,  when  dP/dT=:0. 
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Thus  at  100°  C. 
S,  =  0-4772  +  00246  «  0-5018,    C,  «  01861/0-5018  =  0-8708, 
SC  {dp/dt)  =  01861  X  589-3  x  14-69/40-45  x  3731  -  00977, 
whence  (dH/dT),  =  0-4041. 

The  required  values  of  (dH/dT)^  may  also  be  obtamed  to  three 
places  of  decimak  from  Table  III  (ff ),  e.g.  at  100**  C,  by  takmg 
the  difference  between  the  values  of  ff,  at  90°  and  110°,  and  dividing 
by  20,  giving  807/20  =  0-404. 

These  quantities  are  seldom  required  in  practice,  but  are  of 
considerable  theoretical  interest.  The  same  remark  applies  to  the 
specific  heat  at  constant  volume,  which  is  given  as  a  further  illus- 
tration. 

The  Specific  Heat  at  Constant  Volume^  5^,  is  so  seldom  required 
in  the  theory  of  the  steam-engine  that  the  letter  S,  without  a 
suffix,  will  always  be  used  to  denote  the  specific  heat  at  constant 
pressure.  The  sufiix  P  may  be  added  for  constant  pressure,  if  desired, 
in  case  there  is  any  possibility  of  confusion,  or  in  expressions  where 
both  specific  heats  occur.  But  the  suffix  P  is  imnecessary,  even 
in  this  case,  provided  that  the  sufiix  V  is  employed  for  constant 
volume. 

The  value  of  the  specific  heat  at  constant  volume  Sy  is  readily 
deduced  from  that  at  constant  pressure  when  required  by  means 
of  the  following  relations. 

In  order  to  find  {dH/dT)y  at  constant  volume  at  any  given 
point  defined  by  P  and  T,  we  have  merely  to  put  {dP/dT)y  in  the 
last  relation  (15),  thus, 

{dHldT)y  ^S-SC  (dP/dT)y  -  (dE/dT)y  +  aV  (dP/dT)p,... (16) 

since  H  =  E  -{-  aPV.  Thus  {dEldT)y^  the  specific  heat  at  constant 
F,  is  given  by 

Sy  =  {dEldT)y  =  5  -  (50  +  aV)  {dPldT)y. 

Example  9.   Verify  the  following  expressions,  if 
ff  =  a  (n  +  1)  P  (F  -  6)  +  oftP  +  B, 
and  F  =  RTjaP  -  c  +  6, 

in  the  case  of  steam,  according  to  the  author's  equation. 

iSC  =  a  (n  +  1)  c  +  oft, 


\ 
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whence  iSC  +  aF  =  (1  +  ancP/BT)  BT/P  =  aT  {dVldT)p, 

5  =  iSo  +  an  (n  +  1)  cP/T  =  (n  +  1)  fi  (1  +  ancPjBT) 

=  a(nH-l)  {dVldT)pPIT, 

Sy  =  nfi  (1  +  ancP/BT)  (1  -  acP/BT), 
S/Sjr  =  (n  +  l)/n  (1  -  acP/BT), 

5  -  iSp  =  «  (1  +  ancPjBTY  =  5  (1  +  ancPIBT)l{n  +  1) 

=  (iSC  +  aF)  {dPldT)y_. 

When  it  is  required  to  find  an  exact  value  of  S  or  SC  or  Sy 
at  any  particular  point,  given  P  and  T,  the  calculation  is  most 
easily  effected  by  using  the  expressions  above  given  in  terms  of 
the  coaggregation  volume  c,  the  values  of  which  are  tabulated  in 
Table  III  (c).  But  when  the  value  of  S  is  given,  it  is  better  to  use 
the  formula  for  the  difference  in  terms  of  S^  namely, 

S^Sy^B  (S/S^)^ :..(17) 

where  B  =  011012,  and  Sq  =  0-4772.  The  ratio  S/Sq  is  equal  to 
1  H-  ancP/BT.  Other  useful  formulae  in  terms  of  S  are 

SC  ^  aV  ^  SST/ISP,   {dPldT)y  ^  SP/SoT,   {dV/dT)p=^  SS/lSaP. 

(18) 

Example  10.  Given  S  =  0-5373  at  200°  C.  and  100  lbs.  pressure, 
find  the  ratio  and  difference  of  the  specific  heats. 

S-Sy  =  01396,  Sy  «  0-3977,  S/Sy  =  1-3510, 

SC-^-aV  =  0-5866,    (dPldT)y  =  0-2880,    (dVldT)p  =  0-012053, 

all  in  (F.P.C.)  units. 

178.  General  Expression  for  the  First  Law  of  Thermo- 
dynamics. By  the  principle  of  the  conservation  of  energy  as 
applied  to  heat  exchanges,  if  a  small  quantity  of  heat  energy  dQ 
is  supplied  to  a  body,  part  remains  in  the  body  as  an  increase  of 
intrinsic  energy  dB,  while  part  is  expended  in  the  performance  of 
external  work  dW.  The  increase  of  intrinsic  energy  dE  is  less  than 
the  heat  suppUed  dQ  by  the  thermal  equivalent  AdW  of  the 
external  work  done.  This  may  be  expressed  by  the  familiar 
equation 

dQ  =  dE  +  AdW, (19) 

in  which  for  convenience  the  separate  terms  are  expressed  in 
equivalent  thermal  units  per  unit  mass  of  the  working  substance. 
In  dealing  with"  heat-engines,  the  only  kind  of  external  work 
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that  need  be  considered  is  that  done  by  expansion  of  the  working 
fluid  under  a  uniform  hydrostatic  pressure,  P.  The  expression  for 
dW  in  this  case  is  PdF,  where  dV  is  the  corresponding  increment 
of  volume.  In  applying  this  formula  to  estimate  the  work  done 
per  revolution  from  an  indicator  diagram,  P  represents  the  effective 
pressure,  or  the  excess  of  the  forward  pressure  over  the  back 
pressure  at  any  point  of  the  stroke,  while  dV  represents  an  appro- 
priate fraction  of  the  volume  swept  by  the  piston.  In  thermo- 
d3aiamical  formulae  on  the  other  hand,  P  represents  the  absolute 
pressure  reckoned  from  zero,  and  V  represents  the  volume  of  unit 
mass  of  the  substance  under  the  given  conditions  of  temperature 
and  pressure.  The  product  PdV,  representing  the  work  done,  is 
reduced  to  thermal  luiits  per  unit  mass  by  a  numerical  factor, 
denoted  by  a,  depending  on  the  units  of  pressure  and  volume.  The 
expression  of  the  first  law  becomes 

dQ^dE  +  aPdV (20) 

If  imit  mass  of  the  substance  is  contained  in  a  cyUnder  and  is 
allowed  to  expand  without  supply  of  heat  imder  the  condition 
dQ  ==  0,  the  expansion  is  said  to  be  ^^adiabatic,"  and  is  given  by 
the  equation  dE  -f  (iPdV  =  0.  The  relation  between  P  and  V 
in  adiabatic  expansion  may  be  deduced  from  this  condition  if 
E  is  known  in  terms  of  P  and  V.  Thus  in  the  case  of  dry  steam  we 
have  the  expression  E  =  anP  (F  —  6)  -f  B,  where  n,  b,  and  B  are 
constants.  The  expression  of  the  first  law  in  the  case  of  adiabatic 
expansion  may  be  written 

ndP  {V-b)-]-{n-\-  1)  PdV  =  0,  or  P»  (F  -  6)«+i  =  If ,...(21) 

where  n  =  10/8,  and  K  is  a  constant  determined  by  the  initial 
values  of  P  and  V. 

By  the  first  law,  when  dQ  =  0,  we  must  have  aPdV  =  —  dEj 
or  the  thermal  equivalent  of  the  work  done  in  adiabatic  expansion 
of  imit  mass  in  a  cylinder  from  V  to  F",  must  be  equal  to  the 
diminution  of  intrinsic  energy  E'—  E".  We  accordingly  obtain  the 
following  expression  for  the  work  from  that  already  given  for  the 
energy, 

AW  =  anP'  (F'-  h)  -  anP"  (F"-  b)  =  £'-  £",  ...(22) 

in  which  the  final  pressure  P"  must  be  calculated  in  terms  of  the 
initial  pressiu^  P'  and  the  ratio  of  expansion  V'jV*  from  the 
adiabatic  equation  which  gives  the  condition 

P'7P'=  (F'-  ft)i-«/(^"-  6)^*- 
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Example  11.  Find  the  work  done  by  unit  mass  of  dry  steam 
in  adiabatic  expansion  from  P'=  160  lbs.,  F'=  8*7501  cb.  ft.,  to 
F"=  10-016  cb.  ft.  per  lb. 

Here  F'-  b  =  3-7841,  and  F"-  b  =  10-000,  whence 

P"IP'^  0-27787,     P"=  44-46. 

The  thermal  equivalent  of  the  work  done  is  52-41  cals.  C. 

The  expression  given  above  is  the  work  done  during  expansion 
after  cut-off,  and  not  the  whole  work  done  in  the  cylinder  including 
admission  and  exhaust.  The  thermal  equivalent  of  the  work  done 
during  admission  is  aP'V\  that  during  exhaust  is  —  dP"V'\  if 
the  expansion  is  complete,  or  the  final  pressure  P"  is  equal  to  the 
back  pressure.  When  these  two  terms  are  included,  we  obtain  the 
complete  expression 

AW  +  dPT--  aP"V"  =  a  (n  +  1)  P'  (F'-  b) 

-  a  (n  +  1)  P"  (F"-  b)  +  ab'iP'--  P"),...(28) 

which  is  seen  to  be  equal  to  the  drop  of  total  heat,  H  —  E  -{■  aPV. 
Eccpression  for  the  First  Law  in  terms  of  H,  For  this  reason 
among  others,  the  total  heat  is  more  useful  in  steam-engine  work 
than  the  intrinsic  energy,  especially  in  problems  depending  on 
steady  flow,  as  previously  explained  in  Chapter  II.  The  general 
expression  for  the  first  law  in  terms  of  H  is  also  more  useful  than 
that  in  terms  of  E.  By  substituting  dH  -  aVdP  -  aPdV  for  dE 
we  obtain  the  expression 

dQ^dH-  aVdP, (24) 

which  supplies  a  number  of  useful  relations  between  the  specific 
heat  and  the  total  heat,  in  addition  to  expressions  for  the  work 
done  and  the  heat  absorbed  under  various  conditions  occurring 
in  practice.  The  equation  in  this  form  applies  primarily  to  the  case 
of  steady  flow,  since  —  aVdP  is  the  thermal  equivalent  of  the 
kinetic  energy  generated  in  the  fluid  in  steady  flow  for  a  drop  of 
pressure  —  dP.  It  shows  that  when  dQ  ==  0  (i.e.  when  no  heat  is 
supplied  externally  or  generated  by  internal  friction)  the  change 
of  total  heat  dH  must  be  equal  to  aVdP. 

179.  Effect  of  Friction.  The  expression  for  the  first  law 
in  terms  of  H  is  seldom  mentioned,  and  very  little  use  is  made  of 
it  in  purely  theoretical  works.  But  it  is  most  important  for  practical 
purposes,  and  it  is  most  useful,  in  applying  the  equation  in  this 
form,  to  take  accoimt  of  friction  by  including  heat  so  generated 
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in  dQ.  The  condition  dQ  =  0  in  steady  flow  is  then  equivalent  to 
that  of  constant  entropy,  and  the  integral  of  dQ/T  along  any  path 
is  the  same  as  the  increase  of  entropy,  provided  that  dQ  includes 
heat  generated  by  internal  friction,  so  that  it  is  always  equal 
to  dH  —  aVdP.  A  great  deal  of  argument  has  been  spent  on 
questions  of  this  kind  which  appear  to  turn  chiefly  on  the  inter- 
pretation given  to  dQ.  In  many  books  on  thermodynamics  dQ 
is  explicitly  •  restricted  to  denote  heat  suppUed  from  external 
sources,  in  which  case  the  expression  for  the  first  law  in  the  form 
dQ  =  d£?  H-  aPdV  =  dH  —  aVdP  does  not  apply  to  cases  in  which 
heat  is  generated  by  internal  friction.  If  part  of  the  work  PdV  is 
converted  into  heat  by  internal  friction,  the  heat  so  generated 
remains  in  the  body  and  goes  to  increase  the  internal  energy.  The 
work  actually  done  by  the  fluid  in  expanding  is  still  represented 
by  PdVf  but  is  no  longer  equal  to  the  work  utilised  externally. 
Since  in  experimental  work  it  is  always  necessary  to  take  the 
values  of  JS,  P,  and  F,  as  those  corresponding  to  the  actual  or 
observed  state  of  the  fluid,  the  simplest  method  of  extending  the 
application  of  the  equation  to  include  internal  friction  is  to  assume 
that  dQ  represents  all  heat  supplied  to  the  working  substance 
whether  by  internal  friction  or  from  external  sources.  The  pro- 
perties of  the  substance  are  determined  by  experiments  in  which 
friction  is  either  excluded,  as  in  measiuing  the  adiabatic  index, 
or  determinate,  as  in  a  throttling  experiment;  so  that  the  extension 
here  employed  does  not  in  any  way  invaUdate  the  appUcation  of 
the  equation  by  making  dQ  indeterminate,  as  might  be  supposed 
at  first  sight.  On  the  contrary,  the  equation  remains  true,  and 
becomes  available  for  estimating  work  wasted  in  internal  friction. 

The  expression  aVdP  represents  the  thermal  equivalent  of  the 
work  actually  done  by  the  pressiure  drop  in  generating  kinetic 
energy  in  the  working  fluid.  In  the  absence  of  friction,  the  whole 
of  this  work  is  theoretically  available  for  driving  a  vane  in  a  turbine, 
or  generating  velocity  in  a  nozzle.  But  in  practice  part  is  necessarily 
wasted  in  friction  and  reconverted  into  heat.  Neglecting  external 
loss  or  gain  of  heat,  which  is  often  permissible  in  the  case  of  large 
engines  or  turbines,  dQ  in  the  general  equation  represents  work 
wasted  in  internal  friction,  and  dH  represents  the  work  utilised, 
or  remaining  as  kinetic  energy  of  flow. 

In  the  extreme  case  of  a  simple  throttling  process  without 
change  of  velocity,  the  whole  of  the  available  work  is  wasted  in 
friction  (represented  by  the  generation  of  heat  dQ  «  —  aVdP)  and 
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dH  =  0,  or  ff  remains  constant.  At  the  other  extreme,  when  there 
is  no  friction,  dQ  =  0,  and  dH  =  aVdP^  it  being  assumed  in  both 
cases  that  there  is  no  external  heat-loss  or  gain. 

The  differential  equation  represents  very  closely  the  case  of  a 
reaction  turbine  in  which  the  expansion  is  practically  continuous. 
The  efficiency  of  conversion  at  any  stage  is  the  ratio  dHjaVdP 
of  the  work  utilised  to  the  whole  work  done,  which  is  readily 
estimated  when  the  expansion  curve,  or  the  relation  between  P 
and  Vy  is  given,  or  determined  by  observation.  In  an  impulse 
turbine  a  similar  expression  may  be  applied  to  each  separate  stage 
of  the  expansion,  by  observing  the  initial  and  final  states  in  each. 
If  P'  and  P"  are  the  initial  and  final  pressures  in  any  stcige,  the 
available  work  of  expansion  is  first  converted  into  kinetic  energy 
of  flow  in  a  nozzle.  The  kinetic  energy  generated  in  this  case  is 
nearly  equivalent  to  the  adiabatic  drop  of  H  since  the  expansion 
is  extremely  rapid.  Part  of  the  kinetic  energy  is  subsequently 
wasted  in  friction,  so  that  the  actual  drop  of  H  corresponding  to 
the  observed  final  state  at  P"  is  less  than  the  adiabatic  drop  due 
to  the  fall  of  pressure  P'—  P".  The  efficiency  of  the  stage  con- 
sidered is  the  ratio  of  the  actual  drop  of  fT  to  the  adiabatic  drop. 

Example  12.  Neglecting  b  in  the  equation  for  dry  steam,  fmd 
the  efficiency  at  any  stage  if  the  actual  expansion  curve  is  given  by 
the  equation  PV^  =  K. 

Since  H  =  (18a/8)  PV  +  B,  neglecting  6, 

dHjdP  -  (18a/8)  (F  +  PdVjdP). 

But  dV/dP  =  —  VjyPy  from  the  given  curve,  hence  the  efficiency 

dH/aVdP  -  (18/8)  (1  -  1/y). 

Since  the  effect  of  friction  is  always  to  generate  heat  at  the 
expense  of  work,  and  never  the  reverse,  the  actual  drop  of  total 
heat  —  dH  can  never  exceed  the  equivalent  of  the  available  work 
—  aVdP  in  any  stage  if  no  heat  is  lost  externally.  The  two  are 
equal  in  the  Umiting  case  of  frictionless  expansion,  when  y  =  l-S. 

i8o.  Application  to  Adiabatic  Expansion  and 
Throttling.  It  is  difficult  in  practice  to  supply  heat  efficiently 
to  the  working  fluid  during  rapid  expansion.  Moreover  a  quantity 
of  heat  supplied  during  expansion  produces  less  useful  effect  than 
an  equal  quantity  supplied  before  expansion.  For  both  reasons 
adiabatic  processes  are  most  important  in  the  operation  of  heat- 
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engines,  since  rapidity  of  working  is  an  essential  factor  in  the  out- 
put of  power.  On  the  other  hand,  in  experimental  work  on  the 
properties  of  the  fluid,  slow  processes  are  often  required  for  the 
avoidance  of  friction  and  the  attainment  of  equilibrium  of 
temperature.  They  may  also  be  postulated  in  theoretical  work  for 
similar  reasons.  If  the  condition  of  no  external  loss  or  gain  of 
heat  is  not  satisfied,  it  is  always  possible  to  make  allowance  for 
any  actual  loss  or  gain  by  including  it  in  the  fundamental  equation, 
and  making  a  suitable  correction  to  the  observed  heat-drop.  If  it 
is  desired  to  distinguish  between  external  heat  supply  Qx  and 
internal  friction  Q/,  the  general  equation  may  be  written  in  the  form 

dft«  +  dQ,  -  dH  -  aVdP (25) 

The  following  examples  are  intended  to  illustrate  the  methods 
of  integrating  the  equation  for  a  finite  range  of  expansion  in  a 
few  ideal  cases. 

Example  18.  Find  the  work  available  in  adiabatic  flow  from 
P'=  160  lbs.  at  800**  C.  to  P"=  40  lbs.  (The  equations  for  dry 
steam  apply  to  this  case.) 

The  integral  of  aVdP  is  foimd  from  the  adiabatic  equation 
P"  (F  —  6)"+^  =  if,  which  gives  the  expression 

a  (n  +  1)  P'  (F'-  fc)  -  a  (n  +  1)  P"  (F"-  h)  +  ab  (P'-  P"), 

for  the  integral,  and  (F"-  b)  =  (F'-  h)  {P'/Py^l^^,  for  the  final 
volume.  From  Table  V,  App.  Ill,  F'=  8-7501,  whence  F'~  ft=8-7841, 
and  F"—  6  =  10*848.  Substituting  these  values,  the  integral  is 
foimd  to  be  78-09  cals.  C. 

The  expression  for  the  integral  is  obviously  the  same  as  that 
for  the  drop  of  ff,  by  the  formula  ff  =  a  (n+  1)P(F-  b)-\-abP  +  B. 
The  result  may  be  verified  by  finding  the  final  value  of  ff ,  corre- 
sponding to  F"=  10-864  at  40  lbs.,  by  interpolation  in  Table  IV, 
which  gives  fl"=  657-47.  The  initial  value  of  H  at  800**  C.  and 
160 lbs.  is  H"=  780-55,  whence  ff'-  H"=  7808  cals.  C. 

As  an  alternative  method,  the  final  temperature  may  be  foimd 
from  the  adiabatic  equation  in  the  form  P/l'^-^^  =  K^  which  gives 
T"=  416-25,  or  <"=  148-15^  C.  The  corresponding  values  of  H" 
and  F"  are  then  easily  found  by  interpolation  in  Tables  IV  and  V. 
But  that  of  F"  is  not  required  for  the  solution  of  the  problem. 

The  easiest  method  of  solving  the  problem  is  to  find  the  final 
value  of  jff"  by  interpolation  in  Table  IV  from  the  condition  of 
constant  entropy.  The  final  value  of  H  at  40  lbs.  must  divide  the 
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interval  jETi^o  to  H^^  in  the  same  ratio  as  the  constant  value  of  4> 
divides  the  same  interval  in  Table  VI;  which  gives  the  result 
ff"=  657-47  as  before. 

The  advantage  of  using  the  condition  of  constant  entropy  is 
that  it  appUes  with  slight  modification  if  the  final  state  of  the  steam 
is  wet.  Thus  if  the  expansion  had  been  continued  to  10  lbs.,  we 
find  from  Table  II,  r'=  89-58''  C,  G"=  18-26,  and  the  required 
value  of  ff"  follows  from  the  formula,  ff"=  r"0'-  G",  where 
<!>'=  1-69528. 

It  is  instructive  as  a  mathematical  exercise  to  verify  the  exact 
correspondence  of  the  formulae,  and  the  consistency  of  the  nu- 
merical values  given  by  the  tables,  when  different  methods  of 
calculation  are  employed.  But  in  practice  when  a  numerical  result 
is  required,  the  easiest  method  would  naturally  be  selected. 

Example  14.  Find  the  heat  generated  by  friction  in  a  continuous 
throttling  process  at  constant  H  between  the  same  limits  of  P 
starting  at  8 W  C. 

When  H  is  constant,  we  may  employ  the  expression  for  V  in 
terms  of  H,  namely  aF  =  8  (H  -  B)/18P  +  lOaft/13,  which  gives 
for  the  integral  of  aVdP  the  exact  formula 

8  (ff  -  B)  log,  (P7P")/18  4-  lOoft  (P'-  P")/18. 

The  constant  value  of  iT  is  780-55,  and  we  find  the  result  85-42  cals.  C. 
for  the  heat  generated.  If  there  were  no  friction,  the  same  quantity 
of  heat  suppUed  externally  would  suffice  to  keep  H  constant  during 
the  expansion,  and  the  external  work  realised  would  be  the  equi- 
valent of  the  heat  supplied  during  expansion.  It  follows  from  the 
general  equation  that  the  work  done  is  always  exactly  equivalent 
to  the  heat  suppUed  in  frictionless  flow  at  constant  jET,  but  this 
condition  cannot  be  realised  in  practice. 

In  place  of  contintums  throttling  through  a  porous  plug  or 
long  thin  tube,  the  fluid  might  first  be  expanded  through  an 
aperture  or  nozzle  with  very  Uttle  friction,  and  the  resulting  kinetic 
energy  subsequently  converted  into  heat.  The  friction  in  this  case 
would  be  approximately  equivalent  to  78-09  cals.  C.  as  calculated 
in  the  previous  example  (18)  and  would  exactly  suffice  to  raise  H 
to  its  initial  value  at  the  final  pressure.  The  final  state  is  the  same, 
but  the  friction  depends  on  the  process  employed,  and  may  have 
any  value  between  the  limits  7309  and  85-42  cals.  C,  if  no  heat  is 
externally  supphed. 
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Example  15.  Find  the  heat  absorbed  and  the  external  work 
done  in  frictionless  flow  at  constant  temperature,  t  —  800''  C,  for 
the  same  h'mits  of  pressure. 

Since  V  =  RT/aP  —  c  +  6,  the  expression  for  the  integral  of 

aVdP  at  constant  T  is  «T  log,  (P'/P")  -  « (^  -  6)  (J^'- O, 
which  gives  86*44  cals.  C.  for  the  thermal  equivalent  of  the  work 
done,  taking  c  -  6  =  0-0847  at  300^  C. 

Since  the  work  done  in  frictionless  flow  at  constant  temperature 
is  equivalent  to  the  increase  of  the  potential  G,  the  same  residt 
may  be  more  easily  obtained  by  taking  the  difference  of  the  values 
of  G  from  Table  VII,  which  gives  the  result  86-45  cals.  C. 

To  find  the  heat  absorbed,  it  is  necessary  by  the  general  equa- 
tion (25)  to  add  the  increase  of  H  to  the  integral  of  —  aVdP.  The 
increase  of  H  taken  from  Table  IV  is  5-19  cals.  C,  which  gives 
91*68  cals.  C.  for  the  heat  absorbed. 

The  heat  absorbed  at  constant  temperature  is  also  equal  to  the 
increase  of  entropy  O  multiplied  by  the  absolute  temperature  T. 
This  is  easily  verified  by  taking  the  increase  of  entropy,  namely 
0*15988  from  Table  VI,  and  multipl)dng  it  by  578*1,  which  gives 
the  residt  91*62  cals.  C. 

Weddle^s  Rule.  When  the  process  of  expansion  can  be  defined 
by  an  exact  equation  for  F,  as  in  the  preceding  examples,  accurate 
results  for  the  work  done  can  always  be  obtained  by  integrating 
aVdP,  But  in  experimental  work  the  observations  may  give  an 
arbitrary  curve  which  cannot  easily  be  represented  by  any  simple 
formula,  or  merely  a  series  of  isolated  points  representing  inter- 
mediate states.  In  cases  of  this  kind  it  is  necessary  to  perform  the 
integration  by  a  numerical  process  in  the  same  way  as  in  finding 
the  mean  effective  pressure  from  an  indicator  diagram.  One  of 
the  simplest  and  most  accurate  numerical  methods  is  that 
known  as  Weddle's  rule,  having  been  discovered  by  Thomas 
Weddle  in  1854. 

To  find  the  integral  of  aVdP  (or  any  similar  integral)  by  this 
rule,  the  pressure  difference  is  divided  into  6  equal  parts.  The 
values  of  the  volume  Fq  to  V^  are  read  from  the  curve  at  the  points 
of  division,  and  the  integral  is  given  by  the  formula 

a(Po-  Pe)  (Fo  +  SF^  +  F,  +  6F3  +  F,  +  SF^  +  Fe)/20. 

Example  16.  In  order  to  test  the  accuracy  of  the  rule,  take  the 
values  of  the  volume  at  800**  C.  from  Table  V,  at  160, 140, 120, 100, 
80,  60,  and  40  lbs.,  and  apply  the  formula.  The  result  found  is 

as.  29 
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86*46  cals.  C,  which  agrees  with  that  found  by  direct  integration, 
showing  that  Weddle's  rule  is  very  accurate  in  a  case  of  this  kind. 

Eooample  17.  As  a  further  illustration  of  Weddle's  nde  (in- 
cluding a  useful  exercise  in  interpolation)  find  the  required  values 
of  V  at  the  same  pressures  under  the  conditions  H  constant,  and 
<£)  constant,  respectively,  starting  from  800°  C,  and  deduce  the 
value  of  the  integral  of  aVdP.  Thus  to  find  the  value  of  V  at 
P  =  40  lbs.  and  0'=  1-69528,  take  the  ratio  O'  -  O140  to  O150-  O^^o. 
namely  890/1289  from  Table  VI,  and  multiply  it  by  the  difference 
Fi5o  —  Vi4Q,  namely  0-290,  from  Table  V.  Add  the  result,  namely 
0-091  to  Fi4Q,  giving  V  =  10-864.  Proceeding  in  this  way  we  find 
the  foDowing  values  of  V  at  constant  O, 

P   =        160        140        120        100         80  60  40 

V^=     3-7501   41540  4-6763   6-3765   6-3808   7-9674    10-864 

which  on  applying  Weddle's  rule  give  the  integral  of  aVdP  as 
78-09  cak.  C.  as  in  Ex.  18.  Similarly  at  constant  H  we  find  the 
following  values  of  V  at  the  same  pressiu-es, 

F^=     3-7501   4-2840  4-9961   6-9927   7-4877   9-9797    14-964 

which  give  85-44  cals.  C.  for  the  integral  of  aVdP  at  constant  H. 
Both  of  these  verify  the  previous  results  of  direct  integration  so 
exactly  that  it  is  evident  that  Weddle's  rule  may  be  appUed  with 
confidence  in  cases  where  analytical  integration  is  impossible. 

In  the  majority  of  tables  of  the  properties  of  steam,  the  values 
of  H  and  O  are  deduced  from  experimental  values  of  the  specific 
heat  by  a  numerical  process  of  integration,  and  those  of  V  are 
based  on  independent  observations  of  the  volume.  The  results 
are  necessarily  to  some  extent  inconsistent  owing  to  experimental 
errors,  which  lead  to  material  discrepancies  in  the  practical  use 
of  the  tables,  especially  in  applying  the  laws  of  thermodynamics 
to  experimental  tests.  The  fundamental  relation  dH  =  aVdP^ 
expressing  the  application  of  the  first  law  to  adiabatic  fiow,  cannot 
be  satisfied  with  any  approach  to  accuracy.  For  example,  Peabody 's 
Tables*  (1912)  are  among  the  best  known,  and  have  been  recently 

*  The  tables  of  Marks  and  Davis  are  based  on  the  same  methods  as  those  of 
Peabody,  and  show  similar  discrepancies.  If  derivatives,  such  as  the  specific  heat  S, 
are  compared  in  place  of  comparing  integrals  or  primitives,  such  as  H,  the  discre- 
pancies from  the  laws  of  thermodynamics  may  exceed  20  per  cent,  especially  near 
the  limits  of  the  experimental  range.  Prof.  H.  N.  Davis  {Engineerijig,  vol.  102, 
p.  233,  Septk  8, 1916)  has  recently  argued  that  such  discrepancies  cannot  be  avoided 
because  they  arise  from  the  old  difficulty  of  reconciling  the  expressions  for  H  and  V. 
Taking  the  author's  expressions  for  H  and  V,  he  has  endeavoured  to  show  that  the 
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* 

revised  in  accordance  with  the  latest  German  experiments.  The 
value  of  the  adiabatic  heat-drop  from  160  to  40  lbs.  at  O  =  1-69, 
taken  from  Peabody's  Tables,  is  181-5  B.Th.U.  or  73-05  cals.  C, 
which  agrees  closely  with  that  above  given,  Ex.  18.  But  the  inte- 
gral of  aVdP  over  the  same  range  is  182-8  B.Th.U.  by  Weddle's 
rule,  showing  a  discrepancy  of  1  per  cent.  In  many  cases  the 
discrepancies  are  much  larger,  and  lead  to  serious  trouble  in 
practice  (see  Engineering,  June  9th,  1916). 

Example  18.  Find  the  efficiency  /  of  conversion  at  any  stage 
for  dry  steam  if  the  expansion  curve  is  given  by  the  formula 
P(r- 6)1-2  =  if.  Find  the  efficiency  for  each  20  lbs.  drop  of 
pressure  from  160  to  40  lbs.,  starting  at  800°  C,  and  deduce  the 
overall  relative  efficiency  F  in  terms  of  the  adiabatic  heat-drop. 

The  actual  efficiency  /  at  any  point,  given  by  the  formula 
dH/aVdP  (see  Ex.  12  above),  is  (18/8)  (2/12)  +  56/18F,  and  is 
constant  throughout  the  expansion  if  6  is  neglected.  The  values  of 
H  at  each  point  may  be  obtained  from  those  of  V  by  interpolation 
in  Tables  IV  and  V,  or  directly  from  the  expression  for  H.  The 
integral  of  aVdP  between  any  limits,  when  the  index  is  1-2,  is 
obtained  from  the  formula 

6aP'  (F'-  h)  -  6aP"  (F"-  6)  +  ofc  (P'-  P"). 

resulting  values  of  the  second  derivative  {d^V/dT*)p  cannot  be  reconciled  with  the 
expression  for  the  variation  of  8  deduced  from  H.  Thia  method,  depending  on  second 
derivatives,  would  be  admirably  adapted  to  exaggerate  the  apparent  importance 
of  small  discrepancies  in  a  vivid  fashion.  Unfortunately  (as  the  editor  of  Engineering 
points  out  in  a  footnote).  Prof.  Davis  has  omitted  to  notice  that  his  first  expression 
for  S  deduced  from  V  gives  the  result  for  the  variation  of  iS  in  mechanical  units, 
whereas  that  deduced  from  H  is  naturally  expressed  in  thermal  units.  The  omission 
of  the  numerical  reduction  factor  from  mechanical  to  thermal  units  inevitably 
leads  to  the  discovery  of  discrepancies  which  have  no  real  existence.  In  reality  the 
agreement  of  the  author's  expressions  for  H  and  V  with  both  laws  of  thermodynamics 
is  mathematically  exact,  so  that  no  discrepancies  of  the  kind  suggested  can  possibly 
arise  in  any  mathematical  manipulation  provided  that  the  work  is  correctly  per- 
formed. The  agreement  necessarily  extends  to  all  the  thermodynamical  relations 
between  the  derivatives,  and  numerical  results  for  the  same  quantity  deduced  from 
different  relations  must  always  inevitably  agree  within  the  limits  of  error  imposed 
by  the  number  of  significant  figures  employed  in  the  calculation.  Seeing  that  the 
old  difficulty  of  reconciling  the  expressions  for  H  and  V  with  the  laws  of  thermo- 
dynamics has  been  completely  solved  by  the  author's  method,  which  was  fully 
explained  in  1900,  it  would  appear  to  be  a  very  retrograde  step  at  the  present  time 
to  revert  to  the  inconsistent  empirical  expressions  employed  by  Prof.  Davis.  The 
employment  of  consistent  thermodynamical  expressions  has  the  further  advantage 
of  smoothing  out  most  of  the  purely  experimental  errors  in  the  observations  on 
which  the  numerical  results  aro  baaed. 

29—2 
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The  ratio  of  the  heat-drop  for  each  20  lbs.  to  the  corresponding 
value  of  the  integral  is  nearly  constant,  agreeing  with  the  ratio 
dH/aVdP  within  the  limits  of  numerical  error  of  calculation,  as 
shown  in  the  following  table.  But  the  overall  relative  efficiency  F, 
obtained  by  taking  the  ratio  of  the  actual  heat-drop  to  the  adia- 
batic  heat-drop  78*09,  is  appreciably  higher,  because  the  work 
obtainable  in  frictionless  expansion  is  less  than  that  actually  done 
by  the  fluid  along  the  assimied  path  including  work  done  against 
friction.  Part  of  the  heat  generated  by  friction  in  the  early  stages 
is  utilised  in  the  later  stages,  so  that  the  whole  of  the  work  expended 
in  friction  is  not  completely  wasted.  The  advantage  thus  gained 
by  subdivision  of  the  expansion  into  stages  is  more  marked  the 
lower  the  efficiency  of  a  single  stage,  and  the  greater  the  range  of 
expansion. 

The  residts  are  simimarised  in  the  following  table. 

P  160        140        120        100         80  60  40 

V  3-7501    4190     4-762     6-640     6-670     8-471     11-870 

dH/aVdP     0-7234  0-7233  0-7231   0-7230  0-7229  0-7227   0-7226 
H  730-66   724-63   717-98   710-34   701-36   690-20  676-40 

JET-drop  6-92        6-66      7-64        8-99       11- 16       14-80 

jaVdP  8-17        9-20     10-68       12-41       16-46      20-49 

Ratio  0-724      0-723    0-722      0-724      0-722      0-722 

Mean  efficiency/,  160  to  40  lbs.  =  66-15/76-30  =  0-7228.  . 
Overall  relative  efficiency  F  =  6616/73-09  =  0-7646. 

The  above  is  an  ideal  example  intended  to  illustrate  the 
theoretical  relations.  In  practice  the  efficiency  is  usually  lower, 
especially  in  the  early  stages,  and  is  not  so  nearly  constant  during 
the  expansion.  For  additional  examples,  especially  in  the  case 
of  wet  steam,  see  Chapter  XII. 

i8i.   General  Expression  for  the  Specific  Heat.    The 

fundamental  relation  S  =  {dHldT)p,  for  the  specific  heat  at  constant 
pressure  {dQldT)p ,  is  a  special  case  of  a  more  general  expression 
for  the  specific  heat  imder  any  condition  in  terms  of  the  variation 
of  the  total  heat  dH/dT  taken  under  the  s€une  condition.  Thfe 
required  expression  follows  directly  from  the  general  equation  for 
the  first  law  in  terms  of  H,  by  dividing  the  equation  by  dT,  thus 

dQ/dT  =  dH/dT -^aVdPldT,    (26) 

in  which  it  is  understood  that  both  dH/dT  and  dP/dT  must  be 
taken  under  the  same  condition  as  that  for  which  dQ/dT  is  required. 
For  the  specific  heat  at  constant  pressure  dP/dT  =  0,  and 

{dQ/dT)p  =  {dH/dT)p. 
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Similarly  for  the  specific  heat  at  constant  volume  we  obtain 

{dQ/dT)y  =  {dHldT)y-ar{dP/dT)y (27) 

Unless  the  value  of  (dH/dT)  under  the  required  condition  is  known, 
it  is  necessary  to  make  a  further  substitution  for  dH/dT  from  (15) 
in  terms  of  S  and  C.  The  value  of  {dH/dT)y,  for  instance,  is 
S-SC  {dP/dT)y,  which  gives  finally 

{dQldT)y  =  5  -  (iSC  +  aV)  {dPldT)y (28) 

Saturation  Specific  Heat  of  Steam,  The  most  interesting  applica- 
tion of  the  general  formula  (26)  is  to  the  case  of  saturation,  for 
which  dpjdt  is  known  from  observation  of  the  saturation  pressure^. 
The  value  of  dH/dT  is  generally  taken  from  some  empirical  formula 
for  the  total  heat  at  saturation,  such  as  that  of  Regnault,  which 
gives  {dH/dT)g  =  0-805;  but  better  results  may  be  obtained  by 
calculating  the  value  in  terms  of  S  and  C  from  S  —  SC  (dp/dt),  as 
already  explained,  §  177.  The  specific  heat  in  question  represents 
the  quantity  of  heat  required  per  degree  rise  of  temperature  to 
maintain  unit  mass  of  steam  in  the  dry  saturated  state  when  the 
pressure  is  increased  simultaneously  with  the  temperature  at  the 
rate  dp/dt.  The  specific  heat  measured  under  this  condition  is 
called  for  brevity,  the  saturation  specific  heat,  and  denoted  by 
(dQ/dT)g.  The  required  value  of  V  in  the  formula  is  the  volume  of 
dry  saturated  steam  Vg  at  the  temperature  considered.  The  formula 
becomes 

{dq/dT\  =  {dH/dT),  -  aV,  (dp/dt) (29) 

Taking  the  niunerical  values  from  the  tables  at  100°  C,  namely, 
(dH/dT),  =  0-404,  V,  =  26-79,  dp/dt  =  0-525,  a  =  144/1400  in 
F.P.C.  units,  we  find  the  curious  result 

(dQ/dT),  =  0-404  -  1-447 1-048, 

or  the  specific  heat  of  steam  at  100°  C,  when  maintained  in  the 
state  of  saturation,  is  negative  and  numerically  greater  than  that 
of  water.  This  is  interesting  historically  as  being  the  first  and  most 
important  new  result  obtained  by  Rankine  and  Clausius  in  1850 
by  the  apphcation  of  the  mechanical  theory  to  steam. 

The  meaning  of  this  result  may  be  explained  as  follows.  When 
saturated  steam  is  expanding  under  the  condition  of  steady  flow, 
the  term  aV,  (dp/dt),  representing  the  thermal  equivalent  of  the 
external  work  done  per  degree  fall,  will  be  equal  to  the  drop  of 
total  heat  dH/dT  per  degree,  if  no  heat  is  supplied  by  friction  or 
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otherwise.  But  its  numerical  value  1*447  at  100**  C.  is  much  greater 
than  the  drop  of  total  heat  0*404  for  dry  saturated  steam  per  degree 
fall.  The  steam  will  therefore  become  wet,  or  partially  condense, 
unless  heat  is  supplied  at  the  rate  +  1*048  cals.  per  degree  fall. 
Conversely,  if  dry  saturated  steam  at  100°  C.  is  compressed,  heat 
must  be  abstracted  from  it  at  the  rate  —  1*048  cals.  per  degree  rise 
to  keep  it  saturated,  otherwise  it  wiU  become  superheated. 

182.  Specific  Heat  of  Water.  The  specific  heat  of  water 
when  heated  under  an  increasing  pressure  equal  to  that  of  satura- 
tion, is  commonly  taken  as  being  equal  to  the  specific  heat  at 
constant  pressure  {dhldt)^^  or  else  to  the  rate  of  increase  of  the 
total  heat  h  under  saturation  pressure  {dh/dt),.  Neither  of  these 
assumptions  is  strictly  correct.  The  exact  expression  for  the  specific 
heat  of  water  (dq/dt)g  in  the  state  of  saturation  is  the  same  in  form 
as  that  for  steam,  and  is  deduced  in  the  same  way  with  the  sub- 
stitution of  V  and  h  for  V  and  if,  thus 

(dq/di),  =  (dh/di),  -  av,  {dpjdt) (80) 

The  quantity  most  easily  measured  by  Regnault's  method  in 
the  case  of  water  above  100°  C.  is  A„  the  total  heat  under  satiuration 
pressure,  from  which  the  value  of  {dhjdt)^  may  be  deduced  by 
differentiation.  The  required  value  of  the  specific  heat  {dq/dt), 
may  then  be  obtained  by  subtracting  aVg  {dp/dt)y  which  is  accurately 
known.  Taking  r,  =  -01671  cu.  ft.  per  lb.,  the  value  of  this  term  is 
only  -00090  at  100°  C,  which  is  an  almost  negligible  fraction  of 
the  specific  heat,  but  it  becomes  more  important  at  high  pressures, 
amoimting  to  -0089  at  200°  C.  It  must  also  be  taken  into  account 
in  order  to  render  the  formulae  thermodynamically  consistent, 
especially  in  the  deduction  of  the  entropy  of  the  liquid,  where  it  is 
commonly  neglected  (see  Chap.  VII,  §  66). 

If  we  take  the  difference  between  the  two  equations  for  the 
saturation  specific  heats  of  steam  and  water,  observing  that 
Hg  —  hg  =  L,  the  latent  heat  of  vaporisation,  and  substituting  L/T 
for  a{V  —  v)g  (dpjdt)  by  Clapeyron's  equation  (Second  Law)  we 
obtain  the  equation  as  originally  given  by  Clausius 

{dQldT)g-^{dqldt)g  =  dL/dT^L/T (81) 

which  is  commonly  employed  in  estimating  the  saturation  specific 
heat  of  steam,  and  may  be  directly  deduced  by  applying  the  first 
and  second  laws  to  a  simple  cycle  of  infinitesimal  range  dt.  But  the 
equation  in  this  form  does  not  afford  any  clue  to  the  satiuration 
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specific  heat  of  the  liquid,  and  the  separate  expressions  for  the 
saturation  specific  heats  (though  not  given  by  Clausius)  are  in 
other  ways  more  instructive,  because  they  follow  quite  simply  from 
the  first  law,  and  are  independent  of  the  second. 

From  the  expression  (20)  for  the  first  law  in  terms  of  the 
intrinsic  energy,  we  may  also  obtain  a  general  expression  for  dQ/dT 
in  terms  of  dE/dTj  thus 

dQ/dT  =  dE/dT  +  oPdVjdT (82) 

But  this  is  less  useful  than  the  corresponding  expression  in  terms 
of  dHjdTy  especially  in  the  case  of  steam,  because  it  involves 
coefficients  which  are  seldom  required,  and  difficult  to  measure. 

183.   General  Expression  for  dQ  in  terms  of  P  and  T. 

If  we  write  down  the  general  expression  for  the  variation  of  Q  in 
terms  of  P  and  T,  namely, 

dQ  =  (djQ,ldT)pdT  +  {dqidP)j,dP (88) 

we  observe  that  the  first  coefficient  is  simply  the  specific  heat  S  at 
constant  pressure,  but  the  second  coefficient  (dQ/dP)fpy  representing 
the  heat  absorbed  per  unit  increase  of  pressure  at  constant  tem- 
perature, or  more  briefly  the  latent  heat  of  compression,  is  less 
familiar  and  more  difficult  to  measiu*e  experimentally.  If,  however, 
we  substitute  from  (14)  for  dH  in  terms  of  i9  and  C  in  the  expression 
dQ  =  dH  —  aVdP  for  the  first  law,  we  find 

dQ  =  SdT  -  {SC  +  aV)  dP (84) 

Comparing  this  with  the  first  expression  for  dQ,  we  observe  that 
the  latent  heat  of  compression  {dQldP)fp  must  be  equal  to 
—  {SC  +  aF),  and  is  easily  found  from  the  known  values  of  S  and 
C  The  negative  sign  implies  that  heat  will  in  general  be  evolved 
in  isothermal  compression,  unless  SC  is  negative  and  greater  than 
aF,  as  is  the  case  for  water  at  temperatures  below  4®  C. 

It  will  be  observed  that  although  both  E  and  Q  are  quantities 
of  energy  measurable  in  calories  per  unit  mass,  there  is  a  most 
essential  difference  in  their  definition.  The  intrinsic  energy  E  is 
the  quantity  of  energy  actually  existing  in  a  body  per  imit  mass  in 
a  given  state  reckoned  from  a  standard  state  taken  as  defining 
the  zero  of  E.  The  value  of  E  reckoned  in  this  way  is  a  property 
of  the  substance,  which  has  a  definite  value  for  every  state  of  the 
substance,  and  is  always  the  same  for  any  given  state.  The  change  . 

of  E  in  passing  from  any  given  state  to  any  other  given  state  depends  ^ 
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only  on  the  initial  and  final  states  and  is  independent  of  the  process 
of  transformation  from  one  state  to  the  other.  On  the  other  hand, 
the  quantity  of  heat-energy  Q  supplied  per  imit  mass  in  any  trans- 
formation from  one  state  to  another  depends  essentially  on  the 
process  by  which  the  transformation  is  effected,  since  it  includes 
the  external  work  done  in  addition  to  the  change  of  intrinsic  energy. 
The  external  work  done  in  transforming  a  substance  from  a  state 
defined  by  P'F',  to  a  state  P"F"  wiU  have  different  values  if  the 
transformation  is  effected  in  different  ways.  Thus  if  the  substance 
is  first  heated  at  constant  volume  until  the  pressure  is  raised  from 
P'  to  P",  and  then  expanded  at  constant  pressure  P"  from  V  to 
V'\  the  work  done  will  be  given  by  the  expression  P"  (F"—  F'). 
But  if  it  Is  fust  expanded  at  constant  pressure  P'  from  V  to  V'\ 
and  then  heated  at  constant  volume  F"  to  the  same  final  pressure 
P",  the  work  done  will  be  P'  (F"-  F').  There  is  an  infinite  variety 
of  possible  cases,  each  giving  different  values  of  Q. 

184.  Condition  for  an  Exact  Differential.  The 
mathematical  distinction  between  E  and  Q  is  equally  definite. 
Since  E  has  a  definite  value  in  every  state  of  the  substance,  it  is 
theoretically  capable  of  expression  as  a  function  of  any  two  co- 
ordinates, such  as  P  and  T,  defining  the  state.  The  same  is  true  of 
Hy  since  it  differs  from  E  only  by  the  term  aPV^  which  ako  has  a 
definite  value  in  every  state.  Taking  the  case  of  jET  as  an  example, 
this  implies  a  simple  relation  between  the  partial  coefficients 
(dH/dT)p  and  (dff/dP)^,  both  of  which  must  be  derivatives  of  the 
same  f imction  representing  H.  Since  the  order  of  partial  differentia- 
tion is  inmiaterial,  we  shall  obtain  identically  the  same  result  if 
we  differentiate  {dH/dT)p  with  regard  to  P  at  constant  T,  as  if  we 
differentiate  {dHjdP)^,  with  regard  to  T  at  constant  P.  Denoting 
the  partial  coefficients  of  if  by  5  and  —  SC  respectively,  as  shown 
in  (14),  we  obtain  the  simple  and  exact  relation 

(dSldP)T  =  -  {dSC/dT)p,   {S5) 

which  is  the  necessary  and  sufficient  condition  that  dH  should  be 
an  exact  differential,  or  that  H  should  be  expressible  as  a  function 
of  the  coordinates  P  and  T  defining  the  state,  and  should  be  a 
property  of  the  substance  depending  only  on  the  state  and  inde- 
pendent of  the  process  by  which  the  state  has  been  reached. 

Even  if  we  cannot  find  an  exact  expression  for  H  itself  in  the 
case  of  any  substance,  the  above  relation  between  S  and  SC  still 
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holds,  and  is  capable  of  supplying  useful  information.  Thus  if  iS  is 
independent  of  P,  dS/dP  =  0,  and  it  follows  that  SC  must  be 
independent  of  T;  or  if  S  is  constant,  as  assimied  by  2Jeuner  for 
steam,  {dC/dT)p  must  be  zero,  or  C  must  be  a  function  of  the  pres- 
sure only.  Conversely,  if  SC  varies  with  temperature  at  constant 
pressure,  as  was  found  to  be  the  case  for  steam,  it  follows  that  S 
must  show  a  corresponding  variation  with  pressure  at  constant 
temperature.  This  deduction  has  been  described  by  some  writers 
as  though  it  was  purely  a  theoretical  speculation,  requiring  experi- 
mental verification  by  direct  measurement  of  S  at  various  pressures. 
But  it  rests  only  on  the  first  law  of  thermodynamics,  so  that,  if 
it  had  not  been  verified  by  experiment,  there  would  have  been 
grave  reason  to  suspect  that  the  experiments  were  wrong. 

Example  19.  As  a  further  example  of  the  information  obtainable 
from  the  condition  that  dH  must  be  an  exact  differential,  we  may 
take  the  following  relations  quoted  in  Chapter  IV  (7),  which 
determine  the  possible  variation  of  the  coefficients  S  and  SC  along 
a  line  of  constant  H, 

C  {dSldT)^  -  {dSldP)s  =  {dSldP)T  +  C  {dSldT)p  -  -  5  (dC/dT)p . 

(86) 

The  first  of  the  above  relations  follows  from  the  definition  of  C. 
The  second  follows  from  the  general  expression  for  the  variation 
of  iS*  in  terms  of  P  and  T.  The  third  follows  by  substituting  for 
{dSldP)j,  its  equivalent  -  (dSCIdT)p  from  the  condition  (85)  that 
dH  is  an  exact  differential.  The  last  expression  shows  that  if 
(dC/dT)p  =  0,  or  if  C  is  a  function  of  the  pressure  only,  both  dS/dT 
and  dSjdP  must  also  vanish  when  H  is  constant;  in  other  words 
S  must  be  constant  along  a  line  of  constant  If,  or  must  be  expres- 
sible as  a  function  of  H. 

Similarly  if  we  take  the  corresponding  relations  for  50,  namely, 

C{dSCIdT)j^  ={dSCIdP)s  ={dSCIdP)j,+  C(dSCIdT)p  =  S(dCldP)j,, 

(87) 

which  are  obtained  exactly  in  the  same  way  as  those  for  S,  we 
observe  that  if  {dCldP)^,  =  0,  or  C  is  a  function  of  T  only,  SC  must 
be  constant  at  constant  H.  This  relation  has  many  useful  appUca- 
tions  in  practice. 

A  precisely  similar  relation  holds  between  the  partial  derivatives 
of  jB,  or  F,  or  any  property  of  a  substance  depending  only  on  the 
state.  But  a  relation  of  this  kind  cannot  be  satisfied  by  the  deri- 
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vatives  of  Q,  though  they  have  definite  values,  namely  S  and 
—  (SC  +  aV)  respectively,  in  any  given  state,  because  Q  itself 
cannot  be  expressed  as  a  function  of  the  coordinates  defining  the 
initial  and  final  states,  unless  the  process  of  transformation  from 
one  state  to  the  other  is  given.  The  general  expression  for  dQ 
differs  from  dH  by  the  term  —  aVdP^  which  cannot  be  integrated 
unless  V  is  given  as  a  function  of  P,  i.e.  unless  the  process  of  trans- 
formation is  defined.  This  may  be  expressed  by  saying  that  dQ 
is  not  an  exact  differential,  because  the  necessary  condition 

(dSldP)j.  =  -  (d  (SC  +  aV)ldT)p 

cannot  be  satisfied  if  condition  (35)  holds  in  the  case  of  H,  But 
although  dQ  itself  cannot  be  an  exact  differential,  so  that  Q  cannot 
be  tabulated  as  a  property  of  the  substance,  it  is  possible  to  find  a 
closely  related  function  called  the  Entropy,  which  serves  the  same 
purpose. 

185.  Expression  for  the  Entropy  O.  An  expression  of 
the  form  given  for  dQ  by  the  first  law,  namely, 

dQ  =  SdT  -  {SC  +  aV)  dP, (84) 

can  always  be  converted  into  an  exact  differential  by  multiplication 
by  an  appropriate  factor.  If  X  is  the  required  factor,  the  value  of 
X  is  determined  by  the  condition  already  given  for  an  exact 
differential,  which  reduces  in  the  present  case,  remembering  that 
{dSldP)T  =  -  (dSC/dT)py  to  the  form 

S  {dXldP)T  +  {SC  +  aV)  {dXldT)p  +  aX  {dV/dT)p  =  0.  ...(88) 

Since  it  is  essential  that  the  differential  XdQ  of  the  new  function 
should  be  simply  related  to  dQ^  we  require  only  the  simplest  possible 
value  of  X  satisfying  this  condition.  Applying  the  condition  to 
the  case  of  an  ideal  gas,  for  which  C  =  0,  and  {dV/dT)p  =  F/T,  we 
have  the  simple  solution,  X  =  l/T.  It  follows  from  Camot's 
principle  that  the  integrating  factor  X  must  be  the  same  for  all 
substances,  and  must  be  a  function  of  the  temperature  only. 

Putting  1/T  for  X  in  the  above  condition  (88),  we  obtain  the 
relation 

{dQIdP)^  =  -  (5C  -h  aV)  =  -  aT  {dVldT)p, (89) 

as  a  general  expression  of  Camot's  principle,  or  the  second  law  of 
thermodynamics,  in  a  form  applicable  to  all  substances.  The  relation 
in  this  form  is  also  the  direct  expression  of  the  condition  that 
XdQ  or  dQ/T  should  be  the  exact  differential  of  some  function  <^ 
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of  the  coordinates  P  and  T  defining  the  state.  The  function  O  is 
called  the  Entropy,  and  is  a  property  of  the  substance  capable  of 
tabulation  for  any  temperature  and  pressure,  like  the  total  heat. 
The  entropy  O  is  the  property  which  remains  constant  in  an  adia- 
batic  transformation  when  no  heat  is  supplied  by  friction  or  other- 
wise, and  is  therefore  extremely  useful  in  the  theory  of  heat-engines, 
where  adiabatic  processes  play  such  an  important  part. 

The  general  expression  for  the  entropy  of  any  substance  is 
obtained  by  integrating  the  expression  for  dO  or  dQ/T,  namely, 

d<b  =  dQ/r  =  SdTjT  -  a  {dVldT)p  dP, (40) 

which  is  necessarily  an  exact  differential  if  the  expressions  for 
S  and  {dVjdT)p  are  chosen  to  satisfy  the  two  conditions  given  by 
the  first  and  second  laws.  These  conditions  can  be  expressed  in  a 
great  variety  of  ways  in  terms  of  other  variables,  such  as  V  and  T, 
or  P  and  V.  Some  of  the  simplest  and  most  useful  of  the  resulting 
relations  are  collected  in  the  following  section. 

Example  20.  Verify  that  the  expression  above  given  for  dQ/T 
is  an  exact  differential. 

We  have  evidently,  {d(l>ldT)p  =  S/Ty  and 

(d<bldP)T  =  -  a  {dV/dT)p. 
These  must  satisfy  the  condition 

(1/T)  {dS/dP)j,  =  -  a  {d^VldT^)p. 
But  this  is  identical  with  the  condition 

{dS/dP)j,  =^-aT  {d^Vld'n)p 
obtained  from  the  expression  for  dH  by  substituting 

aT  (dVldT)p  -  aV 
for  SC,  from  (89). 

Example  21.  If  iff  =  a  (n  +  1)  P  (F  -  fc)  +  abP  +  B,  and 
V  =  RT/aP  —  c  -h  fc,  find  the  condition  to  be  satisfied  by  the 
expression  for  c  as  a  function  of  T. 

From  the  expression  for  H,  we  have  S  =  a{n  +  1)P {dVldT)p. 
But  from  that  for  V  we  obtain,  {dVldT)p  =  RjaP  -  {dc/dt)p,  so 
that  5  =  (n  +  1)  -B  —  a  (n  +  1)  P  {dcldt)p.  If  c  is  a  function  of 
T  only,  (dSldP)f[,  =  —  a  (n  +  1)  (dcjdt).  But  this  must  be  equal  to 
-  aT  {d^VldT%  or  +  aT  (d^c/di^).  Which  gives  for  c  the  differ- 
ential  equation 

T  (d^c/dT^)  =  -  (n  +  1)  (dc/dt) (41) 

the  solution  of  which  is  of  the  form  c  =  iT"**  +  b\  where  k  and  b' 
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are  constant.  This  method*  gives  the  right  value  of  the  index  n 
representing  the  variation  of  c  with  temperature,  but  it  leaves  the 
constant  b'  undetermined. 

A  more  direct  method  is  to  substitute  for  V  —  bin  the  expression 
for  Hy  which  gives  for  {dH/dP)rp  the  expression  —  a  (n  +  1)  c  +  ofc. 
But  this  must  be  equal  to  —  aT  {dVjdT)p  +  aF,  which  gives  the 
condition  T  (dc/dt)  =  —  nc,  showing  that  the  only  solution  possible 
is  c  =  AT"**,  if  c  is  a  function  of  T  only. 

If  c  may  be  a  function  of  both  P  and  T,  the  condition  to  be 
satisfied,  as  explained  in  Chapter  III,  §  26,  is  that  cP/T  must  be 
some  function  of  PIT^+\  but  the  form  of  the  function  remains 
indeterminate. 

Example  22.  Integrate  the  expression  for  dO  with  the  values 
of  S  and  F,  given  by  the  condition  c  =  kT-^. 

The  expression  for  O  is  given  in  Chapter  VII,  equation  (18). 
That  for  dO  may  be  verified  by  differentiation  of  O. 

1 86.    Integration  of  the  Expressions  for  /f,  O,  and  E. 

The  values  of  H  and  V  at  any  temperature  and  pressure  can  be 
determined  by  direct  observation,  but  those  of  the  entropy  O 
can  be  deduced  only  by  calculation.  The  method  usually  employed 
in  tabulating  values  of  O  is  a  numerical  process  of  integrating 
(S/T)  dT  at  each  constant  pressure,  starting  from  assumed  values 
at  the  satiu*ation  point.  This  process  necessarily  gives  results  for 
O  consistent  with  those  for  H  if  the  same  tables  of  S  are  employed 
for  both.  But  since  no  account  is  taken  of  the  term  a{dV/dT)pdP 
in  the  expression  (40)  for  dO,  the  values  of  O  obtained  are  very 
likely  to  be  inconsistent  with  those  of  F,  and  may  not  satisfy  the 
fundamental  relation  —  (dO/dP)^  =  a  {dV/dT)p  required  by  the 
second  law. 

In  the  Tables  of  Marks  and  Davis  for  instance,  the  values  of 
H  and  O  reckoned  from  saturation  appear  to  be  based  solely  on 
tables  assimied  to  represent  the  variation  of  the  specific  heat, 
without  direct  reference  to  Linde's  equation,  which  is  assumed  for 
the  volume.  Thus  the  difference  at  200°  C.  between  the  values  of  O 
tabulated  by  Marks  and  Davis  at  80  and  200  lbs.  is  0*1177  which 

*  This  is  merely  the  inverse  of  the  method  adopted  {R.  S.,  1900)  in  deducing  the 
expression  for  S  from  that  for  V  on  the  assumption  that  c  was  of  the  form  kT~'\ 
Prof.  Davis  {loc  cii.)  recently  adopted  the  same  method  in  the  endeavour  to  show 
that  the  two  expressions  for  H  and  V  were  inconsistent.  He  would  naturally  have 
failed  to  find  any  inconsistency  but  for  his  mistake  in  omitting  a  numerical  factor. 
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agrees  closely  with  the  difference  0*1175  given  by  the  author's 
equation.  But  the  value  of  the  same  difference  obtained  by  inte- 
grating a  (dVldT)pdP  from  Linde's  equation  is  0*1289,  showing  a 
discrepancy  of  5  per  cent.  Similarly  at  250°  C.  the  difference 
between  the  tabulated  values. of  O  at  200  and  500  lbs.  is  0*121,  but 
the  value  calculated  from  Linde's  equation  is  0*1578,  showing  a 
discrepancy  of  80  per  cent.  So  large  a  discrepancy,  obtained  by 
extrapolating  Linde's  formula  beyond  the  experimental  range, 
would  no  doubt  be  excusable  if  there  were  no  laws  of  thermo- 
dynamics, and  if  Prof.  Davis  had  not  employed  the  same  extra- 
polation of  Linde's  formula  (Chapter  VI,  §  57)  by  an  erroneous 
method  to  demonstrate  that  his  extrapolated  values  of  the  specific 
heat  in  the  neighbourhood  of  500  lbs.  were  more  reliable  than  the 
experimental  values  directly  measured  by  Thomas. 

The  simplest  analytical  method  of  deducing  an  expression  for 
O  consistent  with  the  second  law,  is  to  assiune  (1)  an  expression 
for  Sq  (the  specific  heat  at  some  convenient  standard  pressure  Pq) 
as  a  function  of  T,  and  (2)  a  suitable  form  of  characteristic  equation 
for  V  in  terms  of  P  and  T,  The  value  of  O  at  any  point  P,  T,  is 
then  easily  obtained  in  terms  of  the  standard  value  Oq  at  Pq,  Tq, 
by  integrating  (Sq/T)  dT  from  Tq  to  T  at  constant  pressure  Pq, 
and  adding  the  integral  of  —  a  {dV/dT)p  dP  at  constant  temperature 
T  from  Pq  to  P.  This  method  may  appear  at  first  sight  to  neglect 
the  variation  of  S  with  pressure,  but  in  reality  it  takes  exact 
account  of  this  variation  in  a  manner  consistent  with  the  funda- 
mental relation  {dS/dP)j,  =  —  aT  {d^VldT^)py  because  it  is  tacitly 
assumed  in  the  process  that  dO  is  an  exact  differential.  A  con- 
sistent expression  for  H  is  readily  obtained  by  integrating  the 
expression  for  dH  on  the  same  assiunptions.  The  values  of  the 
constants  in  the  expressions  for  Sq  and  V  may  then  be  determined 
to  satisfy  all  the  experimental  data,  such  as  those  for  <$,  and  C, 
and  Hy  and  F,  and  p,  and  L,  as  closely  as  possible  over  the  experi- 
mental range.  If  this  cannot  be  done  satisfactorily,  the  forms  of 
the  expressions  chosen  for  Sq  and  V  must  be  modified.  It  is  theoreti- 
cally possible  to  represent  any  experimental  data  within  the  limits 
of  error  of  observation  by  making  the  expressions  sufficiently 
complicated,  but  it  is  most  important  in  practice  to  keep  the 
relations  as  simple  as  possible  by  choosing  expressions  of  a  suitable 
form.  Except  in  the  neighbourhood  of  the  critical  point,  very 
simple  expressions  for  Sq  and  V  will  generally  suffice.  In  many 
cases,  complications  which  have  been  introduced  with  the  object 
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of  representing  a  particular  series  of  experiments  with  extreme 
accuracy,  are  found  on  further  investigation  to  be  irreconcilable 
with  other  properties  of  the  substance,  and  to  be  due  to  experi- 
mental errors  in  the  original  observations. 

If  an  expression  of  the  form  F  =  F  (P,  T),  giving  V  explicitly 
as  a  function  of  P  and  T,  cannot  be  found  to  fit  the  observations, 
the  procedure  next  in  point  of  simplicity  is  to  express  P  in  the 
form  P  (F,  T)  as  a  function  of  V  and  T.  The  corresponding  ex- 
pressions for  dE  and  d<b  in  terms  of  S^  and  (iP\dT)y  may  then  be 
employed;  but  the  expressions  obtained  for  ff,  iS,  C,  and  (dV/dT) 
are  much  less  convenient  than  in  the  previous  case.  No  form  of 
characteristic  equation  has  yet  been  found  capable  of  representing 
all  the  properties  of  both  liquid  and  vapour.  Many  of  the  equations 
which  have  been  proposed  cannot  be  integrated  for  both  H  and  O 
in  finite  terms,  and  €U^  otherwise  objectionable  even  when 
apparently  simple.  But  it  is  generally  possible  to  find  simple 
integrable  expressions  to  satisfy  the  experimental  data  with 
sufficient  accuracy  over  the  Umited  range  required  in  practice. 

The  following  table  contains  some  of  the  assumptions  which 
have  been  made  for  S  and  F,  together  with  the  corresponding 
terms  in  the  expressions  for  iff,  O,  and  E.  The  various  terms  in 
the  first  column  may  be  combined  in  many  different  ways.  The 
corresponding  expressions  for  iET,  O,  and  E,  are  obtained  by  adding 
the  corresponding  terms  in  the  other  columns,  together  with  a 
constant  of  integration,  which  is  determined  by  substituting  the 
known  value  of  the  quantity  required  at  some  standard  temperature 
and  pressure.  It  is  convenient  to  take  Sq  as  the  limiting  value  of 
S  at  zero  pressure,  which  gives  Sq  —  R  for  the  specific  heat  at 
constant  volume.  The  letter  k  stands  for  any  constant,  and  c  for 
a  voliune  varying  as  T"**. 


Table.  Expressions  for  H,  O,  and  E,  on  various  assumptions. 


Assumed 

H 

$ 

E 

Sq=  constant 

S^T 

So  log,  T 

(So-R)T 

+  kT 

kT*/2 

■¥kT 

+  kT*/2 

+  k'IT 

+  k'log^T 

-k'lT 

+  k'  log,  T 

V  =  RT/aP 

0 

-  i?  log.  P 

0 

+  b 

+  abP 

0 

0 

-  c 

-  a{n+l)cP 

-  ancP/T 

-  ancP 

-  ck''P^^ 

-a{n^l)ck''P^/m 

-  anck"P^/mT 

-ack"P^{n-\-\^m) 

aP=JRT/{V  -b) 

-f  bRT/{V  -  b) 

+  Rlog,{V-b) 

0 

-  cRT/V* 

-{n+l)cRT/V 

-  (»-  l)cR/V 

-  ficBTIV 
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Example  28.  Find  expressions  for  ff,  <t>,  and  B,  from  Zeuner's 
equation. 

In  this  case,  Sq  =  0-4805,  a  =  1/424,  ct"=  192-5,  n  =  0,  and 
m  =  1/4.  H  =  0-4805T  -  l-816Pi/*  +  B,  and 

O  =  0-4805  log,  T  -  0-1201  log,  P  +  Oq. 

Example  24.  Find  corresponding  expressions  from  Linde's 
equation. 

In  this  case,  n  =  S,  m  =  2,  *"=  0-02  (K.M.C.),  6  =  0-0052, 
c  =  0081  at  100°  C,  a  =  10,000/427,  R  =  0-1108,  and  Sq  may  be 
taken  as  desired  (VI  (16)). 

Example  25.  Find  an  expression  for  C  from  Rankine's  equation 
for  CO2 ,  namely,  aPV  =  RT  -  cRTjV,  taking  S^  constant '  and 
n  =  2  (VIII  (16)). 

The  required  expressions  for  S  and  SC  Bie  obtained  by  differ- 
entiating the  expression  for  H  given  by  the  above  table. 

Example  26.  Find  if,  O,  and  E  from  Van  der  Waals'  equation, 
VIII  (27). 

187.  Thermodynamical  Relations  depending  on  the 
Second  Law.  From  the  expression  (89)  above  given  for  SC  +  aV 
or  {dQldP)j,y  we  obtain  immediately  the  following, 

{dHldP)j,  =  ^SC^-a{T  (dVldT)p  -  F), (42) 

{dSldP)j.  =  -  (dSCIdT)p  =  ^aT  (d^VldT^)p, (48) 

iSp  =  +  {dQldT)p  =  -  {dqidP)j,  (dP/dT)^ 

=  +aT  (dVldT)p  (dP/dT)^,  ...(44) 

Sp-Sy=^  {SC  +  aV)(dPldT)y  =  aT {dVldT)p  (dPldT)y.  ...(45) 

Similarly  by  substitution  from  the  relation 

{dVldT)p  =  -  (dVldP)T  (dPldT)y, 
and  other  relations  of  the  same  type,  we  obtain,  in  terms  of  V  and 
T  as  coordinates, 

{dQldr)rr  =  {dQldP)j,  {dPldV)j,  =  +  aT  (dPldT)y  =  T  {d<S>ldV)j., 

(46) 

{dEldV)j,  =  {dQIdV)^  ^  aP  ^  aT  {dPldT)y  -  aP,  ...(47) 

(dSyldV)j,  =  aT(d^PldT^)y,    (48) 

Sy  =  {dQldT)y  =  -  {dQldV)j.{dVldT)^  =  -  aT{dPldT)y  (dV/dT)^. 

(49) 

Clapeyron's  equation  may  be  regarded  as  a  special  case  of  the 
general  relation  {dJQJdV)^^  =  aT  {dPldT)yy  as  applied  to  a  mixtiure 


464  PROPERTIES  OF  STEAM  [afp. 

of  the  two  states  of  liquid  and  vapouTy  since  the  general  relation 
must  hold  for  any  state  of  the  substance.  The  value  of  (dQ/dF)^ 
for  the  mixture  is  evidently  the  ratio  of  the  latent  heat  L  to  the 
change  of  volume  V  —  v  m  the  vaporisation  of  unit  mass  at  con- 
stant T.  The  value  of  (dPldT)y  is  the  same  as  the  rate  of  increase 
of  saturation  pressure,  dp/dty  so  long  as  both  liquid  and  vapour 
remain  present.  We  thus  obtain 

LI{V  '-v)^aT  (dp/dt) (50) 

From  the  two  relations,  {d<S>ldV)j.  =  a  {dP/dT)^,  and 

{d<S>ldP)j.  =  -  a  {dVldT)p, 

already  given,  it  is  easy  to  deduce  two  similar  relations, 

(dT/dV)^  =  -  a  {dPld<b)y,    (51) 

by  substituting  (d<!>ldr)j.  =  -  {d<S>ldT)y  {dT/dV)^, 

(dT/dP)^  ^a(dVld(i>)p (52) 

by  substituting  {d<S>/dP)j.  =  -  {d<S>ldT)p  (dT/dP)^. 

These  four  simple  and  symmetrical  relations  are  often  called 
"The  Four  Thermodynamical  Relations." 

It  would  not  be  difficult  to  make  out  a  list  of  a  hundred  or  more 
thermodynamical  relations  between  the  various  coefficients.  But 
there  ajre  only  two  laws  of  thermodynamics,  and  only  two  inde- 
pendent thermodynamical  relations,  namely  (24)  and  (89),  or  their 
equivalents,  from  which  all  the  others  are  readily  deduced  by 
purely  formal  transformations.  In  the  maze  of  possible  combina- 
tions, it  is  important  to  keep  this  fundamental  fact  in  mind. 

Example  27.  Verify  the  general  relation 

{dVldT)p  (dP/dT)^  +  {dPldT)y  {dV/dT)^ 

^(dPldT)y{dVldT)p.  ...(58) 

Either  side  of  this  equation  when  multiplied  by  aT  is  an  ex- 
pression for  the  difference  of  the  specific  heats  at  constant  pressure 
and  volimie. 

Dividing  the  equation  by  the  right  hand  side  we  obtains 

(dPjdT)^  (dTldP)y  +  {dVldT)^  (dTldV)p  =  1.    ...(54) 

There  are  several  symmetrical  relations  of  this  type  which  may  be 
deduced  by  suitable  permutations  of  the  sjrmbols,  but  such  relations 
are  of  little  use  except  as  mathematical  exercises. 

Example  28.   Verify  the  general  relation, 

{dT/dP)^  -  {dTldP)s  ==  aV/S.  (55) 
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This  relation  follows  by  the  substitution  of 

aT  {dVldT)p  =  S  (dT/dP)^ 

(44),  in  the  expression  for  SC.  It  shows  that  the  cooling-effect  in 
expansion  at  constant  ff,  which  is  denoted  by  C,  can  never  exceed 
the  cooling-effect  in  isentropic  expansion,  at  constant  O,  since  V 
and  S  are  always  positive.  The  two  become  nearly  equal  in  the 
neighbourhood  of  the  critical  point  when  V  is  small  and  S  large, 
and  coincide  with  dp/dt  at  the  critical  point,  where  S  is  infinite. 

Example  29.  Verify  the  relation 

{dHldT)p  =  aT  {dVldT)p  (dPjdT)^ 

for  steam,  according  to  the  author's  equations,  and  numerically 
from  Tables  IV  and  V. 

The  expression  for  H  gives  {dHldT)p  =  a  (n  +  1)  P  {dV/dT)p. 
The  adiabatic  equation  PIT^+^  =  K,  gives  (dPjdT)^  =  (n  +  1)  PIT. 
The  relation  may  be  verified  nTunerically  from  the  tables  at  any 
point  by  taking  {dH/dT)p  from  Table  IV,  and  (dVldT)p  from 
Table  V,  and  multiplying  the  latter  by  the  factor  a  (n  +  1)  P. 

Example  80.  Verify  from  Tables  V  and  VI  the  relation 

-  {d<S>/dP)j.  =  +  a  {dV/dT)p. 

The  m£an  values  of  these  coefiicients  taken  from  80  to  100  lbs.  at 
200°  C,  and  from  190°  to  210°  C.  at  90  lbs.  respectively  are 
0-001366  and  0001862.  The  mean  values  will  not  agree  exactly 
over  such  a  large  range  of  pressure  and  temperature.  The  exact 
value  of  either  at  any  point  is  given  by  the  formula  RjP  +  anc/T^ 
which  gives  0*0018618  at  200°  C.  and  90  lbs. 

i88.    Direct  Deduction  from  Carnot's  Principle.   It  is 

of  historical  interest  to  remark  that  the  general  expressions  for 
the  latent  heats  of  expansion  and  compression  were  first  given  by 
Clapeyron  {Journal  de  VEcole  Polytechniquej  xiv,  p.  158,  1884. 
Translated  in  Taylor's  Scientific  Memoirs,  vol.  i,  part  III,  p.  847, 
1887)  in  terms  of  Carnot's  function,  and  were  deduced  directly 
from  Carnot's  principle  before  the  first  law  of  thermodynamics 
had  been  discovered  or  formulated.  The  method  adopted  by 
Clapeyron  was  as  follows. 

According  to  Camot,  if  a  quantity  of  heat  dQ  is  supplied  to 
any  working  substance  in  a  heat-engine  at  a  temperature  /,  the 

as.  30 
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quantity  of  work  obtainable  in  a  cycle  of  range  dt  is  given  by  the 
equation  ^jy  _  dQF'{t)  dt (56) 

where  F'  {t)  is  a  function  of  the  temperature  only  (commonly 
known  as  Camot's  function),  and  is  the  same  for  all  substances 
at  the  same  temperature. 

The  heat  supplied  per  unit  mass  of  any  working  substance  for 
a  small  expansion  dV  at  constant  temperature  t^  when  expressed 
in  terms  of  the  latent  heat  of  expansion,  is  by  definition 

dQ  =  (dQldV)j.dV (57) 

The  work  done  in  the  cycle  is  measured  on  the  indicator  diagram 
by  the  product  of  the  expansion  dV  by  the  mean  effective  pressure 
(dPldT)ydT.  Hence 

dW  -  (dPldT)ydTdV.  (58) 

Substituting  in  Camot's  equation,  and  dividing  by  the  conunon 
factor  dVdT,  we  obtain  the  relation 

(dPldT)y  =  F'  {t)  {dQldV)j.,   (59) 

which  takes  the  form  (dQ/dF')y  =  T  {dFldT)y^  if  heat  is  measured 
in  mechanical  units  and  absolute  temperature  T  is  defined  as  the 
reciprocal  of  F'  (t). 

Clapeyron  deduced  the  corresponding  expression  for  {dQ/dP)j, 
by  the  substitution  already  given.  He  also  obtained  another  of 
the  most  commonly  quoted  relations  in  the  form  of  a  general 
expression  for  F'  (^),  namely, 

l/F'  {t)  =  {dQldV)p  {dTldP)y  -  {dQldP)y  {dTldV)p,  ...(60) 

which  follows  immediately  by  substituting 

{dQldV)j,  =  {d(l/dV)p  +  {d(ildP)y  {dPldV)^,  (61) 

in  the  first  relation  (59). 

It  would  appear  that  the  first  two  thermodynamical  relations 
might  just  as  well  be  called  Clapeyron's  relations,  as  the  general 
expression  for  the  latent  heat  of  a  vapour  which  he  gave  at  the 
same  time.  Carnot  had  previously  employed  equivalent  methods 
for  calculating  the  numerical  values  of  his  fimction,  but  he  had 
not  given  the  corresponding  analytical  expressions  in  terms  of  the 
partial  differential  coefficients. 

W.  Thomson  (Lord  Kelvin)  adopted  the  first  of  Qapeyron's 
relations  as  the  general  expression  of  Camot's  principle  in  his 
development  of  the  differential  equations  of  thermodynamics 


it 
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{Phil.  Mag.,  1852).  He  assumed  that  Camot's  function  might  be 
approximately  represented  by  the  reciprocal  of  the  temperature 
measured  from  the  zero  of  the  gas  thermometer,  but  he  retained 
the  symbol  for  Camot's  function  in  most  of  the  relations  for 
greater  generality,  because  it  was  at  that  time  uncertain  how  far 
the  temperature  by  gas  thermometer  could  be  identified  with 
the  reciprocal  of  Camot's  function.  Kelvin  appears  to  have  been 
the  first  to  give  the  general  expression  (45)  for  the  difference  of 
the  specific  heats,  and  to  have  been  the  first  to  show  how  the 
variation  of  specific  heat  with  pressure  (48)  could  be  deduced  from 
the  consideration  that  dE  was  an  exact  differential  {Phil.  Mag.y 
1852,  vol.  IV,  p.  170).  These  relations  are  commonly  attributed 
to  Clausius,  who  gave  them  some  years  later  in  his  paper  {Pogg. 
Ann.,  125,  p.  867, 1865)  on  the  general  equations  of  the  mechanical 
theory  of  heat,  in  which  he  refers  to  the  previous  work  of  Kelvin. 
The  identity  of  Carnot's  function  with  the  reciprocal  of  T  had 
by  that  time  been  established  by  the  experiments  of  Joule  and 
Thomson,  and  the  general  adoption  of  Kelvin's  absolute  scale. 
Clausius  was  thereby  enabled  to  give  the  relations  in  greater  variety 
in  their  modem  form.  But  some  credit  is  due  to  Clapeyron  and 
Kelvin  for  having  been  the  first  to  work  out  the  general  principles 
involved  in  these  relations.  When  once  the  method  has  been  ex- 
plained, it  is  comparatively  easy  to  put  the  fundamental  relations 
in  a  variety  of  different  forms  by  purely  mathematical  manipula- 
tion. It  is  most  important  from  the  experimental  standpomt  to 
realise  that  the  multiplication  of  mathematical  transformations 
cannot  lead  to  any  fresh  development  of  physical  knowledge, 
although  the  choice  of  suitable  expressions  may  be  a  matter  of 
convenience  in  the  treatment  of  any  special  problem. 

189.  Thermodynamical  Potential  G,  The  potential  G  may 
be  defined  for  the  present  purpose  as  the  function  TO  —  H,  and 
its  value  is  readily  deduced  from  those  of  H  and  O.  It  provides 
a  convenient  method  of  expression  in  many  cases,  and  is  a  useful 
quantity  to  tabulate,  especially  for  wet  steam,  but  it  cannot  give 
any  information  which  is  not  otherwise  obtainable  from  H  and  O. 

The  equation  of  satm-ation  pressure  corresponding  to  any  given 
assumptions  employed  in  deducing  the  expressions  for  H  and  O,  is 
readily  found  by  equating  G  for  the  vapour  to  G  for  the  liquid. 
The  simplest  type  of  expression  for  G  in  the  case  of  the  liquid  is 
that  already  given  for  water. 

30—2 
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Example  81.  Find  the  expression  for  G  from  Van  der  Waals' 
equation,  and  show  that  it  gives  the  same  equation  of  saturation 
pressure  as  Maxwell's  theorem,  if  iS^q  is  the  same  for  the  liquid  and 
vapour. 

Since  by  the  first  law,  dH  =  TdO  +  aVdPy  we  have  evidently 

dG  =  (bdT^aVdP (62) 

The  fundamental  relation  {d<!>/dP)j,  =  -  a  (dVldT)p,  is  often 
deduced  from  the  consideration  that  (26r  is  an  exact  differential, 
but  this  is  a  circular  method. 

Example  82.  Verify  from  the  tables  that  {dGldT)p  =  O,  and 
(dGldP)^,  =  -  aV. 

It  follows  from  the  expression  for  dGj  that  the  thermal  equi- 
valent, —  aVdPy  of  the  work  done  in  isothermal  flow  is  equal  to  the 
increase  of  G.  Similarly  the  work  done  in  adiabatic  flow  is  equivalent 
to  the  increase  of  G  diminished  by  O  times  the  increase  of  T,  or 
to  O  times  the  drop  of  temperature  minus  the  drop  of  G.  These 
expressions  are  often  useful,  especially  in  finding  the  adiabatic 
drop  of  H  for  wet  steam. 

From  the  expression  assumed  for  G  in  the  case  of  the  liquid 
under  saturation  pressure,  we  have  the  following  simple  relations 

(dG/dT),  =  *log,  (T/To)  -  O-OOS/To, (68) 

T  (dG/dT)^  "G^^st-  0-008,   (64) 

in  which  the  small  constants  are  practically  negligible.  These  are 
useful  in  considering  the  flow  of  wet  steam. 

By  equating  the  values  of  dG/dT  for  the  liquid  and  vapour  at 
saturation  we  obtain  Clapeyron's  equation  in  the  form 

O  -  ^  =  a  (F  -  »)  {dp/dt)  =  L/T. (65) 

The  foregoing  summary,  together  with  the  examples  and 
equations  given  in  the  body  of  the  work,  sufiiciently  illustrates 
the  application  of  the  laws  of  thermodynamics  to  the  properties 
of  a  simple  fluid  such  as  steam.  There  are  many  other  thermo- 
dynamical  relations  which  may  be  required  in  other  branches  of 
physics,  but  the  general  principles  remain  the  same,  so  that  when 
the  application  to  a  simple  case  has  once  been  mastered,  the  student 
should  have  less  difficulty  in  following  the  development  of  more 
complicated  relations.  An  index  of  coefficients,  alphabetically 
arranged,  is  given  at  the  end  of  Appendix  III,  pp.  521-526. 


APPENDIX  II 

ON  THE  USE  OF  THE  DIAGRAM 

190.  On  the  Choice  of  a  Diagram.  Many  problems  con- 
nected with  the  properties  of  steam  can  be  readily  solved  by 
graphic  methods  with  a  degree  of  approximation  sufficient  for 
practical  purposes.  The  kind  of  diagram  best  suited  for  any  par- 
ticular purpose  naturally  depends  to  some  extent  on  the  nature 
of  the  problem  to  be  solved,  but  for  general  use  it  is  desirable  to 
employ  a  single  diagram  on  which  all  the  required  properties  may 
be  adequately  represented  in  a  manner  suitable  for  exact  measure- 
ment. The  diagram  issued  in  connection  with  this  book  has  been 
selected  with  the  special  object  of  illustrating  the  properties  of 
steam,  and  facilitating  the  measurements  required  in  practical 
calculations.  It  will  be  well,  however,  to  consider  briefly  some  of 
the  other  diagrams  commonly  employed,  in  order  to  explain  more 
clearly  the  requirements  to  be  satisfied  and  the  conditions  on  which 
the  choice  depends. 

Tlie  Indicator  or  PV  Diagram  is  primarily  required  for  measuring 
the  work  done  in  the  cylinder  of  a  reciprocating  engine,  for  which 
purpose  it  is  the  only  method  available.  It  is  also  appropriate  for 
exhibiting  the  results  of  experiment  over  a  limited  range  when  the 
observed  quantities  are  the  pressiu*e  and  volume,  and  has  been 
employed  most  frequently  in  theoretical  works  as  a  graphic  method 
of  illustrating  the  principles  of  thermodynamics.  Work,  heat,  and 
energy,  are  naturally  represented  by  areas,  which  are  troublesome  to 
measure,  but  otherwise  afford  the  most  appropriate  representation. 
The  state  of  the  substance  with  regard  to  temperature  and  entropy 
may  be  represented  by  drawing  families  of  isothermal  and  adiabatic 
curves.  These  curves  are  instructive  in  relation  to  the  actual 
expansion  curves  obtained  by  the  use  of  the  indicator,  but  are 
difficult  to  construct  accurately,  and  intersect  at  inconveniently 
sharp  angles,  even  in  the  best  part  of  the  diagram.  The  indicator 
diagram  is  essential  to  the  scientific  study  of  the  steam-engine, 
but  is  in  many  ways  most  unsuitable  for  the  representation  of  the 
properties  of  the  working  substance.  Except  for  a  limited  range, 
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if  any  two  coordinates  are  given  defining  the  state,  and  the  object 
is  to  determine  with  a  fair  degree  of  accuracy  the  numerical  values 
of  the  remaining  quantities,  the  indicator  diagram  is  one  of  the 
most  inappropriate  that  could  possibly  be  devised.  The  uniform 
scales  of  pressure  and  volume,  which  are  essential  for  the  measure- 
ment of  work  in  terms  of  area,  involve  excessive  inequality  of  scale 
for  all  the  other  properties  required,  and  preclude  the  attainment 
of  uniform  proportionate  accuracy — the  chief  desideratum  in  experi- 
mental measurement — even  in  the  case  of  pressure  and  volume.  The 
isothermals  and  adiabatics  become  inextricably  confused  at  high 
pressures  and  large  volumes,  and  it  is  practically  impossible  to 
distinguish  the  lines  of  constant  total  heat  from  the  isothermals 
in  the  dry  region.  The  difficulty  of  scale  is  avoided  in  the  practical 
use  of  the  indicator  by  using  many  different  springs  with  different 
scales,  but  such  a  procedure  would  evidently  be  impracticable  in 
using  the  diagram  for  representing  the  properties  of  steam  over 
an  extended  range. 

The  Temperature  Entropy^  or  TO,  Diagram  is  also  most  in- 
structive for  theoretical  purposes,  but  probably  owes  much  of  its 
popularity  in  practice  to  its  great  superiority  over  the  indicator 
diagram  in  point  of  suitabiUty  of  scale  over  an  extended  range  for 
most  of  the  quantities  required.  The  areas  representing  quantities 
of  heat  are  of  a  convenient  shape,  and  the  drop  of  total  heat, 
required  in  so  many  problems,  is  often  estimated  by  measuring  the 
appropriate  area  on  the  diagram.  The  inconvenience  of  having  to 
measure  areas  is  commonly  avoided  by  drawing  lines  of  constant  H 
on  the  diagram.  This  is  easily  done  in  the  wet  region,  but  the  lines 
are  peculiar  in  shape,  and  change  their  direction  abruptly  in  crossing 
the  border  c\urve.  The  same  is  true  of  the  lines  of  constant  pressure 
and  volume,  which  intersect  at  sharp  angles  and  are  difficult  to 
distinguish  in  the  dry  region.  There  is  no  simple  scale  for  either 
pressure  or  volume,  so  that,  although  the  small  voliunes  and  the 
low  pressures  are  not  so  crowded  as  in  the  PV  diagram,  it  is  difficult 
to  read  either  accTirately  owing  to  the  variability  of  scale  in  different 
parts  of  the  diagram.  The  only  uniform  scales  are  those  of  tem- 
perature and  entropy,  but  the  numerical  value  of  the  latter  is  rarely 
required.  The  chief  advantage  of  the  diagram  is  the  ease  of  foUowing 
adiabatic  expansion,  since  the  lines  of  constant  entropy  are 
straight. 

The  Mollier  Diagram.  A  great  practical  improvement  is 
effected  by  taking  H  as  the  ordinate  in  place  of  7,  which  makes  it 
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possible  to  measure  the  adiabatie  heat-drop  in  the  simplest  way 
on  a  scale  of  equal  parts.  An  additional  advantage  is  that  the  lines 
of  constant  pressure  cross  the  saturation  line  without  any  abrupt 
change  of  direction,  in  virtue  of  the  fundamental  relation  dHjd^b^^T 
at  constant  pressure.  But  the  scale  of  pressure  varies  considerably 
from  one  end  of  the  diagram  to  the  other,  which  makes  it  necessary 
to  rule  the  lines  somewhat  closely,  and  precludes  cwxiuracy  of 
measurement  in  locating  the  state-point  unless  the  pressure  is  a 
round  number.  The  chief  defect  of  the  H<b  diagram  is  that  the 
lines  of  constant  volume  (the  other  quantity  most  often  required) 
cannot  be  inserted  without  risk  of  confusion  with  the  Unes  of 
constant  pressure.  For  this  reason,  a  separate  diagram  is  often 
employed  for  the  volume.  MoUier  takes  H  and  P  as  coordinates 
for  this  purpose,  but  the  adoption  of  a  scale  of  equal  parts  for  the 
pressure  involves  the  consequence  that  the  scales  of  volume,  tem- 
perature, and  dryness,  are  so  minute  in  the  region  of  low  pressures 
that  the  diagram  is  useless  where  it  is  most  required. 

The  H  log  P  Diagram,  In  the  diagram  issued  with  the  Steam 
Tables  the  logarithm  of  the  pressure  is  taken  as  abscissa  with  H  as 
ordinate.  This  has  the  advantage  that  equal  ratios  of  expansion, 
which  are  of  equal  importance  in  practice,  are  represented  by  equal 
intervals.  It  also  gives  a  more  open  scale  for  the  pressure  than  the 
Mollier  diagram,  and  makes  it  possible  to  read  the  values  on  a 
simple  logarithmic  scale  with  uniform  proportionate  accuracy  in 
all  parts  of  the  diagram.  The  lines  of  constant  volume  are  readily 
shown  on  the  same  diagram,  and  the  volumes  can  be  read  on  the 
same  logarithmic  scale  with  almost  equal  ease.  The  adiabatics  are 
no  longer  straight,  but  their  curvature  is  slight,  and  they  cross  the 
saturation  line  without  any  abrupt  change  of  direction,  in  virtue 
of  the  fundamental  relation  dH/dP  =  aV  at  constant  O.  It  is 
almost  as  easy  to  follow  adiabatie  expansion  as  in  the  entropy 
diagram.  The  essential  point,  however,  is  that  all  the  required 
quantities  are  accurately  measurable  on  scales  which  do  not  vary 
materially  in  different  parts  of  the  diagram. 

191,  Description  of  the  Diagram.  The  scale  of  pressure 
employed  is  the  familiar  logarithmic  scale  of  the  25  cm.  slide- 
rule,  which  every  student  possesses,  in  which  the  ratio  100/1  is 
represented  by  25  cms.,  and  other  ratios  in  proportion  to  their 
logarithms.  The  lines  of  constant  pressure,  the  fundamental  co- 
ordinate in  the  case  of  the  steam-engine,  are  vertical  straight  lines. 
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of  which  very  few  need  be  drawn,  since  the  pressures  are  read  oflf 
with  the  slide-rule  scale  as  easily  as  with  a  scale  of  equal  parts,  but 
with  the  additional  advantage  of  uniform  proportionate  accuracy. 

The  lines  of  constant  volume  are  slightly  curved  and  inclined 
to  the  vertical,  but  the  scale  of  volumes  is  so  nearly  the  same  as 
that  of  pressures  in  all  parts  of  the  diagram  that  the  volumes  can 
be  read  on  the  same  logarithmic  scale  with  nearly  equal  ease. 

The  saturation  line,  dividing  the  wet  from  the  dry  region,  is 
nearly  straight,  and  but  slightly  inclined  to  the  horizontal. 

The  adiabatics,  or  lines  of  constctnt  entropy,  are  diagonal 
curves  (dotted)  of  nearly  equal  curvature  and  spacing,  and  are 
inclined  at  a  favourable  angle  to  the  lines  of  constant  pressure, 
temperature,  volume,  and  total  heat.  In  virtue  of  the  fundamental 
relation  (dH/dP)  «  aV  at  constant  entropy,  the  adiabatics  cross 
the  saturation  line  without  any  abrupt  change  of  direction,  since 
the  change  of  volume  is  continuous.  By  using  a  set-square  with 
a  curved  diagonal,  as  described  below,  it  is  almost  as  easy  to 
follow  adiabatic  expansion  as  in  the  entropy  diagram,  but  the 
new  diagram  has  the  advantage  that  the  initial  and  final  pressures 
can  be  more  accurately  located. 

The  lines  of  constant  dr3mess  are  easily  drawn  in  the  wet 
region,  but  a  few  only  are  inserted,  because  they  are  very  seldom 
required  when  the  volume  and  all  the  other  quantities  are  shown 
on  one  diagram. 

Lines  of  constant  temperature  are  vertical  straight  lines  in 
the  wet  region,  but  are  not  drawn,  because  it  is  easy  to  read  the 
temperature,  if  required,  from  the  scale  of  saturation  temperature 
and  pressure  at  the  base  of  the  diagram. 

It  should  be  observed  that  the  horizontal  lines  of  constant 
total  heat  and  the  vertical  lines  of  constant  pressure,  are  not 
closely  ruled  (as  is  customary)  throughout  the  whole  length  and 
breadth  of  the  diagram,  but  a  few  only  are  inserted  as  reference 
lines.  The  reason  of  this  is  that  it  is  more  expeditious  and  accurate 
in  practice  to  read  the  values  from  the  nearest  reference  line  with 
a  millimetre  or  logarithmic  scale  placed  on  the  diagram  than  to 
refer  continually  to  finely  divided  scales  at  the  side.  The  constant 
volume  lines  are  ruled  about  twice  as  closely  as  the  pressure  lines, 
because  the  scale  of  volumes  is  not  so  accurately  logarithmic.  The 
temperature  lines  are  ruled  for  each  20°  in  the  dry  region,  to 
facihtate  the  use  of  a  millimetre  scale  for  interpolation,  as  the  scale 
is  very  nearly  2°  per  mm.   The  entropy  scale  is  T  nuns,  per  unit 
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along  a  vertical  in  any  part  of  the  diagram,  and  is  uniform  along 
each  vertical  in  the  wet  region. 

Aiuxdliary  Curves,  A  curve  of  Latent  Heat,  L,  is  drawn  in  the 
wet  region,  from  which  the  values  of  the  latent  heat  at  any  pressure 
may  be  read  on  the  total  heat  scale.  This  curve  is  useful  in  solving 
problems  involving  latent  heat  without  reference  to  the  tables. 
The  heat  of  the  liquid  A,  if  required,  may  be  found  very  accurately 
by  adding  to  t  the  ordinate  of  the  water-heat  curve,  given  in  the 
lower  right-hand  comer  of  the  diagram.  The  curve  of  the  thermo- 
d3mamic  potential  of  water  G  =  T<f>  —  A,  sho^Ti  in  the  same  region 
of  the  diagram,  affords  the  most  expeditious  method  of  calculating 
the  total  heat  of  wet  steam  in  any  state  by  the  formula  H  =  TO  —  G, 
when  the  temperature  and  entropy  are  given. 

192.  Method  of  Using  the  Diagram  with  Divided  Set- 
Square.  Values  sufficiently  close  for  many  purposes  may  be 
obtained  by  simple  inspection,  but  in  order  to  obtain  accurate 
results  from  the  diagram,  it  is  most  convenient  to  fix  it  on  a  drawing- 
board,  adjusting  it  carefully  so  that  the  straight  edge  of  the 
T-square  is  parallel  to  the  horizontal  lines  of  constant  total  heat. 
The  T-square  may  be  used  to  refer  the  reading  of  total  heat  at  any 
point  to  a  scale  at  the  side,  and  a  set-square  may  be  employed  to 
give  the  corresponding  value  of  the  pressure  by  the  scale  at  the 
top.  Or  the  distances  on  the  diagram  may  be  measured  with  a 
pair  of  dividers  from  the  nearest  reference  lines,  and  read  off  on  the 
millimetre  and  logarithmic  scales  of  an  ordinary  25  cm.  sUde-rule. 
But  a  more  accurate  and  expeditious  method  is  to  employ  a  special 
set-square  of  transparent  material,  with  a  millimetre  scale  divided 
on  its  under  side  along  the  vertical  edge,  and  a  log.  scale  similarly 
divided  along  the  horizontal  edge.  The  millimetre  scale  serves  for 
temperature  and  total  heat,  and  the  log.  scale  for  pressure  and 
volume.  The  diagonal  edge  of  the  set-square  is  curved  to  fit  the 
mean  adiabatic,  and  is  useful  for  following  adiabatic  expansion, 
or  finding  the  entropy. 

To  read  the  Entropy.  The  only  scale  that  is  materially  variable 
in  different  parts  of  the  diagram  is  that  of  entropy.  In  order  to 
meet  this,  without  confusing  the  diagram  by  drawing  too  many 
lines,  the  isentropics  or  adiabatics  are  drawn  only  for  each  tenth 
of  a  unit  of  entropy  from  1-4  to  2-1,  and  the  scale  of  entropy  is 
divided  to  hundredths  along  e€ich  of  the  vertical  reference  lines 
of  the  pressure  scale.  To  find  the  numerical  value  of  the  entropy 
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corresponding  to  any  given  point  on  the  diagram,  mark  the  required 
point  with  a  fine  pencil,  find  the  part  of  the  curved  edge  of  the 
set-square  (or  of  a  paper  template  traced  and  cut  to  fit  the  mean 
adiabatic  1*7)  which  corresponds  most  nearly  in  curvature  with  the 
nearest  adiabatic,  set  the  curve  to  pass  through  the  pencil  dot  and 
divide  the  entropy  scales  equally  on  either  side.  By  estimating 
tenths  of  a  division,  the  required  value  of  the  entropy  can  be  found 
to  1,  in  the  third  place  of  decimals. 

To  read  the  Total  Heat  at  any  Point.  Read  the  vertical  distance 
in  mms.  and  tenths  above  the  nearest  reference  line,  and  add  the 
reading  to  the  value  marked  on  the  reference  line. 

To  measure  the  Heat-Drop  between  two  given  Points.  Adjust  the 
T-square  to  pass  through  the  lower  point,  and  slide  the  set-square 
until  its  vertical  edge  meets  the  upper  point.  The  drop  is  given  by 
the  vertical  scale  reading  in  nrnis.;  but  unless  the  T-square  and 
drawing  board  are  very  perfect,  it  is  usually  better  to  measure  each 
value  of  H  from  the  nearest  reference  line,  and  take  the  difference. 

To  read  the  Pressure  at  any  Point  on  the  Diagram.  Place  the 
set-square  on  the  diagram  with  its  vertical  edge  to  the  right,  and 
the  log.  scale  reading  backwards  from  right  to  left,  the  divisions 
being  on  the  under  side.  Slide  the  set-square  along  the  T-square 
until  its  vertical  edge  passes  through  the  required  point.  The 
pressure  is  then  read  on  the  log.  scale  at  the  point  where  it  is 
crossed  by  the  1,  10,  or  100  lb.  reference  lines  of  pressure.  Thus  if 
the  pressure  is  157  lbs.,  the  100  line  will  cross  the  scale  at  1*57, 
or  the  10  line  at  15'7.  Similarly,  to  mark  a  vertical  line  on  the 
diagram  for  any  given  pressure,  say  157  lbs.,  slide  the  set-square 
horizontally  along  the  T-square  to  the  right  till  the  division  1*57 
of  the  log.  scale  meets  the  edge  of  the  100  lb.  line,  and  rule  a  short 
vertical  line  with  a  fine  pencil  along  the  vertical  edge  of  the  set- 
square  near  the  required  temperature  or  entropy.  Since  it  is 
generally  necessary  to  mark  the  pressure  in  this  way  with  a  short 
vertical  line,  it  is  most  convenient  to  have  the  log.  scale  reading 
backwards  from  right  to  left,  which  also  suits  best  for  reading 
volumes. 

To  read  the  Volume.  Lay  the  log.  scale  across  the  lines  of 
constant  volume  so  that  the  numbers  correspond.  Thus,  if  the 
volume  is  between  50  and  70,  set  the  divisions  50  and  70,  or  5  and  7, 
on  the  log.  scale  to  fit  as  nearly  as  possible  with  the  50  and  70  lines 
of  constant  volume.  The  fit  can  usually  be  made  exact  by  sloping 
the  scale.   If  not,  adjust  the  errors  at  either  end  of  the  50  to  70 
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interval  by  estimation  in  the  same  proportion  as  the  whole  interval 
is  divided  by  the  required  point.  Read  the  required  point  on  the 
scale,  estimating  tenths  of  a  division  as  usual. 

To  read  the  Temperature  for  Superheated  Steam.  Place  the  mm. 
scale  across  the  lines  of  constant  temperature  so  that  the  cm. 
divisions  nearly  fit.  Adjust  the  small  errors  at  either  end,  if  any, 
proportionately  to  the  division  of  the  interval  by  the  required 
point.  Read  the  point  in  mms.  and  tenths.  Multiply  by  2,  and  add 
the  result  to  the  temperature  marked  on  the  lower  line. 

To  mark  the  State-pointy  given  P  and  T  for  Superheated  Steam. 
Set  the  vertical  edge  of  the  set-square  for  the  required  pressure, 
slide  the  square  vertically  till  the  cm.  divisions  fit  the  lines  of 
constant  temperature  near  the  required  point,  mark  the  required 
temperature  with  a  fine  pencil  dot  by  the  aid  of  the  mm.  scale. 

To  mark  the  Final  State-Pointy  given  P  and  O.  Rule  a  short 
vertical  for  the  final  P  to  cross  the  adiabatic.  Adjust  the  curved 
edge  of  the  set-square  to  the  value  of  O  as  previously  explained, 
and  mark  the  required  point  with  a  dot,  or  by  ruling  a  short  piece 
of  the  adiabatic.  Or  conversely,  rule  a  short  piece  of  the  adiabatic, 
and  mark  the  required  pressure  on  it. 

To  find  P  and  jff ,  when  V  and  O  are  given.  Rule  a  short  piece 
of  the  adiabatic,  adjust  the  log.  scale  to  fit  the  lines  of  constant 
volume,  and  cross  the  adiabatic  at  the  given  value  of  V.  Hold  a 
pencil  or  a  divider  point  at  the  crossing  while  shifting  the  set-square 
so  that  its  vertical  edge  rests  against  the  point  and  its  horizontal 
edge  fits  the  nearest  reference  line  of  H.  Read  the  vertical  scale  for 
H  at  the  point,  and  the  log.  scale  for  P  where  it  crosses  the  1,  10, 
or  100  Une. 

To  read  the  Temperature  for  Saturated  Steam  at  any  Pressure. 
Reverse  the  log.  scale  to  read  from  left  to  right,  and  lay  it  along 
the  temperature  scale  at  the  base  of  the  diagram.  To  find  h  for  the 
liquid,  add  the  ordinate  of  the  A  —  <  curve  to  the  value  of  U 

193.   To  find  the  Heat-Drop  in  Adiabatic  Expansion. 

The  commonest  use  of  the  diagram  is  to  find  the  values  of  any  one 
of  the  properties  P,  T,  jff,  F,  or  O,  when  any  other  two  are  given 
defining  the  state.  The  solution  of  almost  any  problem  may  be 
worked  out  in  this  way  to  a  fair  degree  of  approximation  without 
using  the  tables,  by  reading  the  required  values  at  suitably  selected 
points  according  to  the  data  and  conditions  assumed  in  the  problem. 
One  of  the  most  familiar  examples  is  to  find  the  efficiency  of  the 
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Rankine  cyde,  or  the  heat-drop  in  adiabatic  expansion,  which  will 
be  considered  in  detail  as  affording  a  good  illustration  of  the  use 
of  the  diagram  in  following  adiabatic  expansion.  Since  the  adiabatic 
heat-drop  depends  only  on  the  properties  of  the  working  substance, 
the  result  can  be  worked  out  theoretically  to  a  high  order  of  accuracy 
from  the  tables  or  equations;  the  accuracy  obtainable  with  the 
diagram  is  necessarily  limited,  but  is  greater  than  might  at  first 
sight  be  supposed,  on  account  of  the  use  of  the  logarithmic  scale 
for  the  pressure  and  volume.  For  instance,  in  the  following  example, 
the  initial  value  of  H  can  be  found  to  the  limit  of  accuracy  of 
reading  the  millimetre  scale  for  H,  since  the  data  for  P  and  T  are 
given.  The  error  should  not  exceed  a  fifth  of  a  mm.  or  0*2  cal.  For 
the  final  state  the  pressure  is  only  1-76  lbs.,  and  it  might  be  thought 
that  the  decimals  could  be  neglected,  since  the  initial  pressure 
cannot  be  read  closer  than  about  half  a  lb.  But  an  error  of  a 
hundredth  of  a  lb.  in  the  final  pressure  is  as  important  as  an  error 
of  half  a  lb.  in  the  initial  pressure.  Both  correspond  nearly  in  fact 
to  an  error  of  a  fifth  of  a  calorie  in  the  heat-drop,  as  is  easily 
estimated  from  the  fundamental  relation  (dH/dP)^  =  oF,  which 
gives  0«17  cal.  for  the  error  in  H  due  to  an  error  0-01  lb.  in  P, 
under  the  condition  O  constant.  The  advantage  of  the  log.  scale 
of  pressure  is  that  it  is  just  as  easy  to  read  to  0-01  lb.  at  the  final 
pressure  as  to  1  lb,  at  the  initial  pressure.  The  resulting  error  in 
the  measurement  of  the  heat-drop  (182*5  cab.  in  the  present 
example)  is  seen  to  be  of  the  order  of  1  in  1000  only  for  an  error 
1  in  176  in  the  final  pressure.  In  general  the  results  obtainable  by 
the  use  of  the  log.  scale  are  much  more  accurate  than  might  appear 
to  be  the  case  at  first  sight.  But  it  will  readily  be  understood  that 
this  order  of  accuracy  could  not  be  attained  without  the  use  of 
finely  divided  scales,  rendered  possible  by  a  proper  choice  of 
coordinates  for  the  diagram. 

Example.  Find  the  heat-drop  in  adiabatic  expansion,  and  the 
efficiency  of  the  Rankine  cycle,  for  the  following  experimental  data. 

Initial  temperature,  288^  C,  pressiu^,  142-5  lbs.  (gauge), 
vacuum,  25-9  inches,  barometer,  29-5  inches  (14*5  lbs.).  Whence 
P'=  157  lbs.  abs.,  P"=  1-76  lbs.  abs. 

To  locate  the  Initial  State-point.  Lay  the  set-square  ABC  on 
the  diagram,  as  shown  in  the  annexed  figure  on  a  reduced  scale, 
so  that  the  division  1-57  of  the  log.  scale  lies  on  the  100  lb.  reference 
Une.  The  vertical  edge  then  corresponds  to  157  lbs.  Mark  a  fine 
pencil  dot  on  this  vertical  for  t  at  1-5  mms.  above  the  280^  line 
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of  constant  t,  which  gives  the  initial  state-point,  (1)  at  283^  C. 
This  point  is  found  to  be  21 -8  nuns,  above  the  700  reference  line 
of  H,  whence  H'  =  721-8. 

Read  O'  with  the  curved  edge  of  the  set-square,  wheiv^  0'= 1-682. 

Read  F'  on  the  log.  scale  between  divisions  8  and  4,  whence 
F'=  8-69. 

To  locate  the  Final  State-point.  Set  the  square  so  that  the 
division  1*76  of  the  log.  scale  lies  on  the  1  lb.  reference  line.  Rule 
a  short  line  along  the  vertical  edge  at  P  » 1-76  to  cross  the  adia- 
batic  O  =  1-682.  Mark  the  exact  point  of  crossing  by  ruling  a 
short  piece  of  the  adiabatic  with  the  curved  edge.  This  gives  the 
final  state-point,  46,  in  the  figure.  The  required  heat-drop  can  be 
read  off  directly  on  the  vertical  scale  by  setting  the  T-square  to 
pass  through  the  final  state-point  and  sliding  the  set-square  into 
the  position  ABC  in  the  figure,  to  meet  the  initial  state-point.  But 
a  more  accurate  result  may  be  obtained  by  measuring  H"  from  the 
500  reference  line,  which  gives  £r"=  589-3.  Read  F"=  169 
(expansion  ratio  46)  on  the  log.  scale,  and  t"^  h"=  49-6,  on  the 
scale  at  the  base. 

The  required  heat-drop  is,  J?'-  n"=  721-8  -  589-8  -  182-5. 

The  work  done  by  the  feed-pump  is  a  (P'-  P")  »"=  0-26. 

The  heat  suppUed  is,  H'-  A"=.  721-8  -  49-6  =  672-2. 

The  efficiency  of  the  Rankine  cycle  is  182-2/672-2  =»  -2710. 

The  velocity  due  to  reversible  adiabatic  expansion  is  found  from 
the  heat-drop  by  the  formula,  U  =  800-2 ^(jff'-  H"),  which  gives 
U  =  4055  f t./sec.  A  velocity  scale  is  often  given  on  the  diagram, 
but  the  scale  is  no  use  for  changes  of  velocity,  and  it  is  usually  best 
to  work  the  result  on  the  slide-rule. 

The  initial  and  final  volumes  are  not  required  in  the  above 
example,  but  are  useful  for  other  purposes,  e.g.  in  the  case  of  in- 
complete expansion,  or  for  finding  the  appropriate  dimensions  of 
a  cylinder  or  turbine,  or  the  final  section  of  a  nozzle. 

194.  Incomplete  Expansion.  The  expansion  in  the  ideal 
Ranldne  cycle  is  supposed  to  be  continued  down  to  the  condenser 
pressure.  In  practice  this  would  require  cylinders  of  an  excessive 
size,  and  would  give  very  low  mechanical  efficiency.  It  is  therefore 
of  interest  to  investigate  the  necess€try  loss  of  efficiency  due  to 
incomplete  expansion,  and  to  compare  it  with  the  actual  gain  of 
mechanical  efficiency.  There  are  other  sources  of  loss  in  practice, 
such  as  leakage  and  cylinder  condensation,  but  the  loss  due  to 
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incomplete  expansion  can  be  separately  investigated,  and  affords 
a  good  illustration  of  the  use  of  the  H  log  P  diagram,  because  such 
problems  are  difficult  to  solve  with  the  tables,  or  the  Mollier  diagram. 
In  order  to  find  the  thermal  equivalent  AW  of  the  work  done  by  the 
steam  in  the  cylinder,  when  the  expansion  ratio  is  given,  and  the 
steam  is  released  at  the  end  of  the  stroke  at  a  pressure  P"  greater 
than  the  condenser  pressure  P^,  we  have  simply  to  add  to  the  heat- 
drop  H'  —  H"  in  adiabatic  expansion  from  P'  to  P",  the  thermal 
equivalent  aV"  (P"—  Pq),  of  the  work  due  to  the  excess  of  the 
release  pressure  over  the  back-pressure,  thus, 

AW  =  H-  H"+  aV"  (P"-  Po). 

The  heat-drop  H'—  H"  for  a  given  expansion  ratio  V'/Vy  and 
the  release  pressure  P",  are  easily  found  by  observing  the  inter- 
section of  the  adiabatic  with  the  volume  line  F",  but  it  is  essential 
for  this  purpose  that  volume  and  entropy  should  be  shown  on  the 
same  diagram  as  the  pressure  and  total  heat. 

Taking  steam  in  the  initial  state  given  in  the  preceding  example, 
namely,  0'=  1-682,  V'=  8-69  and  referring  to  the  same  Fig.  86, 
the  pressures  corresponding  to  2,  4,  6,  10,  and  20  expansions  are 
marked  by  short  vertical  lines  on  the  adiabatic  O  =  1*682.  The 
values  of  the  pressure  P"  and  total  heat  H"  are  read  off  as  already 
explained,  and  the  remainder  of  the  calculation  proceeds  very 
simply  as  indicated  in  the  following  table.  The  first  line  gives  the 
expansion  ratio,  or  the  reciprocal  of  the  cut-off.  The  second  line 
gives  the  volume  at  release.  The  third  line  gives  the  pressure  at 
release,  and  the  fourth  the  total  heat.  Adding  the  product 
aV"  (P"-  Po)  to  the  heat-drop  H'-  H"  we  obtain  the  thermal 
equivalent  AW  oi  the  maximum  work  indicated,  or  obtainable  in 
the  cylinder  per  lb.  of  steam,  given  in  hne  7.  The  quotient  1414/-4PF 
gives  the  theoretical  minimum  consumption  in  lbs.  per  I.H.P.-hour, 
line  8,  which  reaches  the  Umit  7*8  for  the  ideal  Rankine  cycle  when 
the  expansion  is  complete,  but  does  not  at  all  represent  the  effi- 
ciencies obtainable  in  practice,  when  the  power  is  regulated  by 
varying  the  expansion  ratio. 

Some  idea  of  the  necessity  of  incomplete  expansion  (even  if 
clearance  and  other  losses  are  neglected)  is  given  by  working  out 
the  brake  efficiencies  for  a  single  cylinder  of  given  volume.  The 
volume  is  taken  as  8-69  cubic  feet,  requiring  1  lb.  of  steam  per 
cycle,  under  the  initial  conditions  when  the  expansion  ratio  is  k 

unity.  The  equivalent  AW  oi  the  indicated  work  per  cycle  is  then  ^ 
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Table  showing  effect  of  incomplete  expansion. 

Initial  state,  /'=  288^  P'=  157  lbs.,  F'=  8-69  ft.^,  H'=  721-8, 
O'-  1-682. 

Condenser  pressure,  P^  =  1-76,  cylinder  volume  taken  as 
3-69  cubic  feet. 


ExpaoflioDB 

1 

2 

4 

6 

10 

36-9 
9-76 
6960 

20 

46-3 

Final  state    P" 

3-69 
167 
721-8 

7-38 
63-9 
673-4 

48-4 
46-6 
950 
14-9 
17-9 

47-6 
86 
16-6 
19-8 

14-76 
27-3 
636-2 

2214 
17-2 
617-8 

73-8 
4-66 
668-6 

169 

1-76 
639-3 

L  AWjlh. 
Lb8./I.H.P.H. 
Aotual  Ib8./I.H.P.H. 

0 
68-4 
68-4 
24-2 
26-6 

86-6 
38-4 
124-0 
11-4 
16-0 

104-0 
34-9 

138-9 
10-2 
16-3 

23-2 
111 
12-7 
20-3 

126-8 
30-1 

166-9 

91 

18-2 

163-3 
21-8 

176-1 

8-1 

24-3 

182-6 

0 
182-6 
7-8 
44-0 

I.  AW /oYole 
Brake  Jl  k^'/lb. 
LbB./B.H.P.H. 
Actual  lbB./B.H.P.H. 

68-4 
64 
26-2 
28-8 

310 
106 
13-4 
18-8 

16-69 
109-6 
12-9 
26-8 

8-76 
82-6 
17-2 
61-6 

3-94 
Neg. 
Tiif. 

found  by  dividing  the  indicated  AW  per  lb.  by  the  expansion  ratio. 
The  figures  for  the  LAW  per  cycle  are  proportional  to  the  I.H.P. 
at  a  given  speed.  The  mechanical  losses  per  cycle  may  be  taken  as 
being  independent  of  the  load,  and  as  equivalent  to  4-6  cals.,  which 
gives  a  mechanical  efficiency  of  80  per  cent,  at  6  expansions. 
Deducting  this  constant  loss  from  the  values  of  the  indicated  AW 
per  cycle,  and  dividing  by  the  lbs.  per  cycle  in  each  case,  we  obtain 
the  figures  given  in  the  next  Une  for  the  equivalent  of  the  work 
done  on  the  brake  per  lb.  of  steam.  This  reaches  a  maximum  at 
about  7  expansions,  but  becomes  negative  before  the  expansion  is 
complete.  The  figures  given  for  the  consumption  in  lbs.  of  steam 
per  brake  horse-power-hour,  are  much  better  than  those  attainable 
in  practice  with  a  single  cylinder,  owing  to  the  neglect  of  other 
losses,  but  suffice  to  show  the  necessity  of  incomplete  expansion  in 
practice.  The  indicated  efficiency  would  vary  with  expansion  ratio 
in  a  similar  manner  to  the  brake  efficiency  for  a  single  cylinder,  if 
account  were  tcdcen  of  losses  due  to  leakage  and  condensation,  as 
indicated  by  the  values  given  in  the  Une  representing  "actual" 
lbs./I.H.P.H.,  calculated  by  the  method  explained  below,  in  the 
section  on  condensation  and  leakage. 

195.   Regulation  by  Throttling.  Another  common  method 
of  regulation  is  by  simple  throttling,  with  a  fixed  boiler  pressure  and 
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expansion-ratio.  In  this  case  the  initial  value  of  the  total  heat  H' 
remains  constant  while  the  initial  pressure  is  varied.  For  any  given 
value  of  P\  the  initial  voliune  V  is  read  off  on  the  line  H\  or 
calculated,  if  the  steam  is  dry,  by  the  equation  for  V  in  terms  of 
H  and  P.  The  final  volume  V"  is  found  by  multiplying  V  by  the 
given  expansion-ratio.  The  final  pressure  P"  is  obtained  on  the 
diagram  from  the  intersection  of  the  adiabatic  through  H'P'  with 
the  volume  line  V". 

The  equivalent  AW  ot  the  indicated  work  per  lb.  is  given  by 
the  same  formula  as  in  the  previous  example.  When  H'  and  V'/V^ 
are  given,  it  will  be  found  that  the  heat-drop  H'—  H"  is  nearly 
independent  of  P\  The  variations  of  H'—  H"  in  the  following 
example  are  so  small  that  it  might  have  been  taken  as  constant 
and  equal  to  88  cals. 

Table  showing  effect  of  regulation  by  throttling. 

Initial  state  H'=  700.  Expansion  ratio  V"IV'^  5. 
Cylinder  volume  taken  as  8*69  cubic  feet.  Condenser  pressure, 
2  Ibs./sq.  in. 


Initial  state 
Final  state 


P'  600  300  200  160  100  60        20 

V  1070  1-78       2-66  3-54  6-30  10-60     26-5 

,F"  6-35  8-90  13-3  17-7  26-5  530  132-6 

P"  74-0  43-7  28-9  21-4  141  6-8         2-62 


aF"(P'-  Po) 

39-6 

38-2 

36-7 

36-3 

32-9 

26-3 

8-6 

H'-  H" 

88-8 

88-2 

88-0 

87-9 

87-8 

88-0 

88-7 

l,AWI\h. 

128-4 

126-4 

124-9 

123-2 

120-7 

114-3 

97-2 

Lb8./I.H.P.H. 

110 

11-2 

11-3 

11-6 

11-7 

12-4 

14-6 

L^PF/oyole 

88-3 

62-2 

34-6 

26-7 

16-9 

7-9 

2-7 

B.  /t  PF/oycle 
B.AWI\h. 

83-7 

47-6 

300 

21-1 

12-3 

3-3 

(-) 

121 

116 

108 

101 

88-2 

47-4 

(0) 

Lbs./B.H.P.H. 

11-7 

12-3 

13-1 

14-0 

160 

300 

Inf. 

Aotual  lbs./B.H.P.H. 

17-3 

18-3 

19-4 

20-7 

23-6 

44-6 

» 

It  will  be  seen  that  there  is  little  loss  of  indicated  efficiency  by 
throttling  over  a  wide  range  of  power.  In  practice,  the  variation 
would  generally  be  less  owing  to  increase  of  condensation  and 
leakage  with  increase  of  pressure.  The  throttling  method  has  the 
advantage  over  the  variable  expansion  method  that  these  losses 
are  reduced  at  low  loads.  On  the  other  hand,  if  the  expansion  ratio 
is  fixed  to  give  a  fair  degree  of  efficiency  at  normal  loads,  the  engine 
will  not  take  a  large  overload  without  a  corresponding  increase  of 
boiler  pressure. 

as.  31 


482  PROPERTIES  OF  STEAM  •  [app. 

196.  Effect  of  Condensation  and  Leakage.  Losses  due 
to  clearance,  condensation,  and  leakage,  depend  rather  on  the  type 
and  arrangement  of  the  engine  than  on  the  properties  of  the  working 
fluid.  For  a  given  engine,  working  under  given  conditions  of  initial 
and  final  pressure  and  temperature,  these  losses  may  often  be 
represented  roughly  by  adding  a  constant  quantity  to  the  con- 
sumption per  hour.  For  a  given  speed,  the  "missing  quantity" 
JIfg,  measiu'ed  in  Ibs./cycle,  would  also  be  constant.  The  "actual" 
consimiption  per  cycle,  or  "cylinder  feed,"  would  be  M^  +  VJV'\ 
in  place  of  VJV'^  where  V^  is  the  cylinder  volimie,  and  F"  the 
volume  per  lb.  at  release.  The  "actual"  consumption  per  I.H.P.H. 
or  per  B.H.P.H.,  can  be  estimated  on  this  basis  by  multiplying  the 
theoretical  consumption  already  given  by  the  factor  (1  +  M^V'/Vc). 
With  suitable  values  of  Mg,  this  method  gives  figures  for  the 
consumption  more  nearly  resembling  those  attainable  in  practice. 
But  it  is  better  to  reverse  the  procedure,  and  to  calculate  the  values 
of  Mg  for  different  engines  by  comparing  the  theoretical  with  the 
observed  performance.  The  study  of  these  losses  affords  a  very 
instructive  exercise  on  the  theory  of  the  steam-engine,  but  is  so 
varied  in  detail  for  different  types  of  engine  that  it  would  be 
impossible  to  discuss  it  intelligibly  in  the  present  work  as  an  illus- 
tration of  the  use  of  the  diagram.  The  figures  given  in  the  above 
tables  for  the  "actual"  consumption  in  a  single  cylinder  engine 
should  be  regarded  merely  as  an  illustration  of  the  effect  of  as- 
suming (1)  a  constant  value  0*10  lb.  for  Mg  in  the  case  of  variable 
expansion,  and  (2)  a  value  P'/ISOO,  proportional  to  P',  in  the 
throttling  table,  where  the  initial  pressure  is  variable.  For  a 
detailed  discussion  of  experimental  and  theoretical  methods  of 
estimating  Mg,  the  student  may  refer  to  the  paper  previously  cited 
"On  the  Law  of  Condensation  of  Steam"  {Proc.  Inst,  C.  £.,  1898). 
A  general  account  of  the  theory  i&  also  given  in  many  textbooks, 
e.g.  Dalby,  Steam-Power^  p.  282. 

Losses  due  to  condensation  and  leakage  cannot  easily  be 
represented  on  a  diagram.  The  method  is  most  appropriate  for 
representing  continuous  expansion,  with  or  without  friction,  as  in 
a  turbine  or  nozzle,  by  curves  drawn  on  the  diagram  as  in  Figs.  28 
and  82.  The  single  copy  of  the  diagram  supplied  with  these  Tables 
would  be  inadequate  for  long-continued  use,  and  its  accuracy  is 
somewhat  impaired  by  folding.  Arrangements  have  accordingly 
been  made  by  the  PubUshers  for  supplying  additional  copies  of 
the  diagram  at  a  moderate  price. 
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Special  scales  for  reading  the  diagram  have  been  constructed. 
A  set-square  with  finely  divided  scales  in  transparent  celluloid  may 
be  obtained  from  Mr  W.  H.  Harling,  47,  Finsbury  Pavement, 
London,  E.G.,  price  5^.,  and  a  short  millimetre  and  logarithmic 
scale  in  celluloid,  price  Is,  Prints  of  the  set-square  and  scale,  on 
paper  similar  to  the  diagram,  may  be  had  from  Mr  Harling  for 
temporary  use  or  Examination  purposes. 

The  steam  tables  contained  in  the  following  Appendix  III  are 
published  separately,  including  an  explanation  of  the  diagram. 
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APPENDIX  III 

STEAM  TABLES 

197.  Units  and  Constants.  Systems  of  Units.  Values  are 
tabulated  on  the  following  three  systems : 

F.P.C.,  or  Foot-Pound-Centigrade,  with  pressure  in  pounds 
per  square  inch,  volume  in  cubic  feet  per  pound,  and  temperature 
on  the  Centigrade  scale. 

F.P.F.,  or  Foot-Pound-Fahrenheit,  with  the  same  units  of 
pressure  and  voliune,  but  with  temperature  on  the  Fahrenheit 
scale. 

K.M.C.,  or  Kalogram-Metre-Centigrade,  with  pressure  in  kilos 
per  sq.  cm.,  volume  in  cubic  metres  per  kilo,  and  temperature  on 
the  Centigrade  scale. 

Reduction  Factors.  The  following  reduction  factors  are  assumed 
for  metric  imits: 

One  Foot  =  0-804800  Metre.     One  Pound  =  0-458592  Kilogram, 

which  give  the  following  factors  for  the  derived  imits: 

Density:  1  pound  per  cubic  foot  =  16*0184  kilograms  per  cubic 

metre. 
Pressure:  1  pound  per  square  inch  =  0'070807  kilo  per  square 

centimetre. 
Work:  1  Foot-Pound  =  0-188255  Kilogram-Metre. 

The  Intensity  of  Gravity  in  London  at  sea-level  is  taken  as  the 
standard  for  the  tables,  and  is  assumed  to  be  1  in  2000  greater 
than  the  conventional  value  of  the  mean  intensity  in  latitude  45% 
namely  980-665  C.G.S.,  which  gives 

g  =  9-8116  metres/sec*  or  82-190  ft./sec*  at  London. 

The  Boiling-Point  of  Water,  \W  C.  or  212**  F.,  is  defined  as 
the  temperature  of  steam  condensing  imder  a  pressure  of  one 
standard  atmosphere,  equivalent  to  760  mm.  of  mercury  at  0**  C. 
at  a  place  where  g  =  980-665  C.G.S. 

1  atmo.  «=  14*6890  poimds  per  sq.  in.,  or  1-08274  kilos   per 
sq.  cm.  (London). 

Units  of  Heat.  The  imit  of  heat  on  the  F.P.C.  system,  with 
the  poimd  as  unit  of  mass,  is  the  Pound-Calorie;  on  the  K.M.C, 
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system,  the  Kilo-Calorie.  But  the  numbers  representing  Total 
Heat,  etc.,  in  pound-calories  per  pound  are  the  same  as  those 
representing  the  same  quantities  in  kilo-calories  per  kilogram.  The 
total  heat  of  water  at  100°  C.  may  be  stated  as  100  mean  calories 
centigrade  on  either  system,  reckoned  from  0°  C. 

T?ie  Mean  Thermal  Unit  is  adopted  in  these  tables  as  the  unit 
of  heat.  The  mean  thermal  imit  on  the  centigrade  scale  is  1/1 00th 
part  of  the  change  of  total  heat  of  imit  mass  of  water  imder  satura- 
tion pressure  from  0°  C.  to  100°  C.  Similarly  the  unit  of  heat  on  the 
F.P.F.  system  is  taken  as  the  Mean  British  Thermal  Unit,  or 
B.Th.U.,  which  is  l/180th  part  of  the  quantity  of  heat  required 
to  raise  1  lb.  of  water  from  82°  F.  to  212°  F. 

Fundamental  Constants  for  Water  and  Steam.  The  following 
values,  expressed  in  terms  of  the  mean  specific  heat  of  water 
between  the  freezing-  and  boiling-points  taken  as  unity,  are  the 
same  in  all  three  systems  of  units: 

Minimimi  specific  heat  of  water,  s  =  0*99666. 

Gas  constant  for  steam  per  unit  mass,  R  =  0*11012. 
Specific  heat  of  steam  at  zero  pressure,  Sq  =  0*47719. 
Ratio,  SJR  =  n  +  1  =  18/8.  Index,  n  =  10/8. 

The  following  fundamental  constants  depend  on  the  tempera- 
ture scale: 

Latent  heat  of  steam  at  B.P.,  L  «  589-80  C.  =  970-74  F. 
Absolute  temperature,  T  =  <  +  278-10°  C.  =  <  +  459-58°  F. 

Values  of  the  Mechanical  Equivalent,  The  absolute  value  of 
the  mean  gram-calorie  C.  is  taken  as  4*1868  joules,  or  4*1868  x  10^ 
C.G.S.,  from  the  results  of  experiments  on  the  total  heat  h  of  water 
by  the  continuous  electric  and  continuous  mixture  methods  (Phil. 
Trans.,  A,  199,  pp.  57-148,  1902;  A,  212,  pp.  1-82,  1912). 

The  corresponding  values  of  the  equivalent  J  of  the  mean 
thermal  unit  in  gravitational  units  of  work  for  gravity  at  London 
are  as  follows: 

J  =  140000  (F.P.C.),      J  =  777-8  (F.P.F.),      J  =  426-7  (K.M.C.), 

which  must  be  increased  by  1  in  2000  for  gravity  in  latitude  45°. 

The  reciprocal  of  J  is  denoted  by  A.  The  factor  for  reducing 
a  product  of  dimensions  PV  to  thermal  units  is  denoted  by  a,  and 
has  the  following  values: 

a  =  144/1400  (F.P.C.),     a  =  144/777-8  (F.P.F.), 
a  =  10000/426*7  (K.M.C.). 
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198.  Summary  of  Equations.  Expression  for  the  Total  Heat 
of  Water  h.  The  effect  of  the  ice  molecules  on  the  total  heat  near 
the  freezing-point  may  be  neglected  in  steam-engine  work.  The 
effect  of  the  steam  molecules  in  the  liquid  is  most  simply  repre- 
sented for  water  imder  saturation  pressure  by  the  equation 

h  =  st  +  vLI(V,  -v)-  0-008  =  irf  -f  (jff,-  St)  v/V,  -  0-008  =  n,-L 

where  v  and  Vg  are  the  volumes  of  water  and  dry  saturated  steam 
at  L  Hg  and  L'the  total  and  latent  heats. 

The  entropy  of  water  under  saturation  pressure, 

^  =  5  log,  (T/To)  +  vL/T  (F,  -  »)  -  0-000010. 

Expressionfor  the  Total  Heat  of  Steam  H.  The  general  expression, 
deduced  from  experiments  on  the  specific  heat  S  and  the  Joule- 
Thomson  "cooling-effect,"  C  =  (dTjdP)^  for  dry  steam  in  any 
state,  is  as  follows: 

H^S^T-  SCP  +  B, 

where    S  =  Sq  +  an{n -\- 1)  cP/T,  and  SC  ^  a{n  +  l)c-  ab. 

J?  is  a  constant  deduced  from  L  =  589*80  at   100°  C,   giving 
B  =  464-00  cals.  C,  or  885-20  B.Th.U./lb.  F. 

Characteristic  Equation  for  Dry  Steam  giving  V  in  terms  of  P 

andT.      y  ^  j,  ^  RT/aP  -  c,  where  c  =  c^  {T^jTf^K 

Rja  =  107061,  Ti  =  87810°,  c^  =  0-4218,  h  =  001602  (F.P.C.), 
Rfa  =  0-59479,  T^  =  671-58°,  c^  =  0-4218,  b  =  001 602  (F.P.F.), 
R/a  =  0004699,  T^  =  87810°,  c^  =  002680,  b  =  000100  (K.M.C.). 

The  "co-volume"  b  is  taken  as  the  voliune  of  unit  mass  of 
water  at  0°  C,  or  82°  F. 

The  "co-aggregation  volume"  c  is  deduced  from  the  cooUng- 
effect  C,  and  expresses  the  diminution  of  volume  from  the  ideal  value 
RT/aP  due  to  co-aggregation  or  pairing  of  molecules.  Values  of 
c  and  Vg  in  cubic  feet  per  pound  are  tabulated  for  each  1°  C.  in 
Table  III.  Values  of  V  for  dry  steam  in  terms  of  T  and  P  are  given 
in  Table  V. 

Expressions  for  E  and  H  in  terms  ofP  and  V  for  Dry  Steam. 

E  =  (10/8)  aP  (F  -  6)  +  B, 

H  =  E  +  aPV  =  (18/8)  aP  {V -•  b) -^^  abP -{-  B, 

which  gives  for  V  in  terms  of  H  and  P, 

F  ==  8  (H  -  ByiSaP  +  106/18, 
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whence  V  =  2-2486  (ff  -  464)/P  +  00128  (F.P.C.), 

V  =  1-2464  (H  -  885'2)/P  +  00128       (F.P.F.), 

V  =  0-009847  (H  -  464)/P  +  000077   (K.M.C.). 

General  Expression  for  the  Entropy  <i>  of  Dry  Steam  at  P  and  T. 
(b  =  109876  log  (T/Tj)  -  -25856  log  (P/Pi)  -  ancPjT  +  1-76800, 

where  Tj,  P^  are  the  values  of  T  and  P  at  the  boiling-point. 

The  Entropy  is  the  same  in  all  three  systems  of  units. 

Adiabatic  or  Isentropic  Expansion  of  Dry  Steam,    Adiabatic 
equation, 

P(y  -  hf'^  =  constant,    or  P  (F  -  6)/T  =  constant, 

or  P/2^/«  =  constant,    or  (F  -  6)  !r">/»  =  constant. 

Heat'drop  from  Hq,  Pq,  Vq,  Tq,  in  Isentropic  Expansion  of  Dry 

Steam, 

{Ho  -  ff  )*  =  (18/8)  aPo  (Fo  -  6)  (1  -  (P/Po)»/")  +  ab  (P^  -  P) 
=  {Ho-B--abPo){l  -  r/To)  +  oft  (Po  -  P). 

General  Expression  for  Velocity  U  due  to  Heat-drop, 

U  =  (2Jg)i/«  {Ho  -  iI)^/«, 

which  gives  U  =  800-2  (^o  -  Hf^^  ft./sec.  (F.P.C.), 

or  17  =  228-8  (^o  -  ^W^  ft./sec.  (F.P.F.), 

or  f7  =  91-51  {Ho  -  -ff)^/«  m./sec.  (K.M.C.). 

Cross-section  X  of  a  Nozdefor  Discharge  of  Mass  M  per  second, 

X  (in.«)  =  l^^MV/U    (F.P.C.  or  F.), 
X  (cm.«)  =  lOOOOM F/17,     (K.M.C.). 

Discharge  MjX^  through  a  Nozzle  per  Unit  Area  of  Throat  X^for 
Dry  Steam. 

MIX,  (lbs./sec.  in.a)  =  0-8155  (1  +  0-2746/Fo)  (Po/F'oV^  (F.P.C. 

orF.) 

MIX,  (kg./sec.  cm.«)  =  002090  (1  +  0-2746/Fo)  {Po/Fo)^/^  (K.M.C.). 
Throat  Pressure,  PJPo  =  0-5457  -  0-1896/Fo. 

(The  b  terms  may  be  omitted  in  all  the  above  formulae  unless 
V  is  small.) 

Approximate  Formula  for  Volume  F,  of  Dry  Saturated  Steam, 

pyuliB  ^  490  (F.P.C.  or  F.),    pV.^^I^  =  1-786  (K.M.C.), 
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whence  Discharge  of  Steam,  initially  dry  and  saturated,  without 
condensation  in  the  supersaturated  state, 

M/X^  =  OOlTBOPo*^^"    (F.P.C.  or  F.), 
M/X,  =  001598Po"^"     (K.M.a). 
Approximate  Equation  {Zeuner)for  Adiabatics  of  Wet  Steam. 
pjn.fM'^^Q  _  constant,  where  q  =  initial  dryness  fraction, 

whence  Discharge  of  Steam  initially  dry,  but  with  reversible 
condensation,  according  to  the  above  formula, 

PJPq  =  0-577,  M/Xt  =  001646Po"^**    (F.P.C.  or  F.), 
M/X^  =  boi516Po«/~    (K.M.C.). 

Gibbs^  Function  or  Potential^  G  =  T(b  —  H^for  Steam  in  any  State. 
For  water  or  wet  steam  at  U 

G,^T<f>''h-^  T<S>,  -H^^sT  log,  {T/Tq)  --st-  0-008  //T©, 

a  function  of  the  temperature  only,  tabulated  in  Table  III,  for 
each  1**  C. 

The  equation  T<l>  —  H  —  G,^  with  H  and  <l>  for  dry  steam, 
determines  the  saturation  pressure  p. 

The  relation  H  =  TO  —  G,  is  the  exact  equation  for  the  adia- 
batics of  wet  steam  when  0  is  constant,  giving  H  directly  in  terms 
of  /  and  0.  It  may  also  be  written  in  the  forms, 

ff.-  H  =  T(0.-  O)  =  (1  -  g)L  =  (1  -  g)  (H.-st)  (1  -  r/F.) 
=  (H,  -  a)  (V,  -  V)IV„ 

where  ff„  <I>„  F„  are  for  dry  steam  at  /,  and  ff,  O,  F,  for  wet 
steam.  The  expressions  in  terms  of  q  are  not  required  imless  the 
hypothetical  value  of  q  is  one  of  the  given  data,  or  unless  a  diagram 
is  employed  which  gives  q  only  in  place  of  giving  V  directly.  The 
expression  for  the  adiabatic  heat-drop  {H'  —  H'\,  is  obtained  by 
taking  the  difference  between  the  initial  and  final  values  of  IT, 

(ff'-  H'\  =  (r-  t")  O'-  (C-  G")  =  ff'-  H/'-f  T"  (<D/'~  <D'). 

The  first  expression  is  general,  and  is  most  convenient  for  wet 
steam.    The  second  applies  only  when  the  final  state  is  wet. 

Rankine  Cycle  and  Relative  Efficiency  F.  Thermal  Equivalent 
AW  of  the  work  done  in  the  cycle  between  limits  p'  and  p" 

AW  =  (il'-  fl")^-  a  ip'-  p")  v"=  {f-  t")  O'-  (G'-  G")  ^  Aw. 

Heat  supplied,  H'-  A"-  Aw,  Efficiency,  AW/{H'-  h"-  Aw), 
where  Aw  =  a{p'-  p")v".    The  "Efficiency  Ratio"  is  the  ratio 
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of  the  indicated  eflfieiency  of  the  actual  engine  to  that  of  the 
Rankine  cycle  between  the  same  limits  of  t  and  p. 

The  "Relative  Efficiency"  F  may  be  defined  as  the  ratio  of  the 
indicated  work  per  unit  mass  to  the  available  work  J  {H'—  H'\ 
in  isentropic  flow  with  the  same  limits  of  t  and  p^  which  gives  for 
the  power  and  the  consumption. 

Indicated  horse-power  =        2'545MF  (H'-  H'\     (F.P.C.), 
(M  =  mass-flow  per  sec.)        1-414M2?'  (W-  H'\     (F.P.F.). 
Indicated  kUowatts       =        1-548MF  {H'-  H'\     (K.M.C.). 
Pounds  per  I.H.P.  hour  =  1414-8//?'  (fl'-  H'\     (F.P.C.). 

„       „         „  =  2546/2?*  (ff '- fl")*        (F.P.F.). 

Kg.  per  kilowatt  hour  =    860-0/F  (ff'- ff")*     (K.M.C.). 

1  kilowatt  =  1*8408  horse-power  (London)  =  1-8597  cheval- 
vapeur  (lat.  45°). 

199.  Description  of  the  Tables.  Table  I  contains  those 
properties  of  steam  which  are  comparatively  seldom  required,  and 
are  tabulated  only  for  each  10°  C.  of  temperature  in  F.P.C.  units. 
The  quantities  most  often  required,  namely/?,  (logjp),  F,  H,  and  G, 
are  separately  tabulated  for  each  degree  centigrade  (or  Fahr.)  in 
Table  III,  and  are  also  given,  together  with  the  entropy  <I>, 
in  Table  II,  where  the  pressure  is  taken  as  argument,  in  all  three 
systems  of  imits.  The  use  of  the  potential,  G  =  T<f>  —  hy  makes  it 
imnecessary  to  employ  h,  ^,  v,  L,  and  L/T  for  finding  the  volume 
and  the  heat-drop  in  adiabatic  expansion,  and  will  be  found  to 
save  a  good  deal  of  trouble  in  calculation. 

If  values  of  L  are  required  for  any  other  purpose,  they  may  be 
found  by  interpolation,  or  may  be  directly  calculated  with  less 
trouble  from  the  formula,  L  =  (H  —  st){l  —  v/V). 

The  ratio  u/F„  which  occurs  as  a  small  correction  in  the  formula 
for  the  latent  heat,  L,  and  the  heat  of  the  hquid,  A,  may  be  taken 
for  this  purpose  as  /i/25000,  where  p  is  the  saturation  pressure  in 
lbs.  per  sq.  in. 

The  wetness  fraction,  (1  —  q),  if  required  very  acciu'ately,  may 
be  deduced  by  dividing  the  defect  of  total  heat,  H,—  H^^  from  the 
saturation  value  by  Hg  —  st^  and  adding  the  fraction  u/F„  or 
0-00004p,  of  the  result. 

The  quantity  actually  required  in  most  cases  is  not  the  wetness, 
but  the  volume  of  the  wet  mixture,  V^^  which  is  accurately  deduced 
from   H^   by  the    formula    V^  =  F,  (H^  -  st)l{H,  -  st),    without 
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calculating  q  or  making  any  correction  for  v,  or  for  the  variation 
of  the  specific  heat. 

The  external  work  of  vaporisation,  ap  {V  —  »),  and  the  in- 
trinsic energy  J5,  are  very  seldom  required,  but  are  easily  found 
from  the  tables  of  ^,  F,  and  H. 

The  auxiliary  quantities  SC  and  Z  =  anc/T  are  useful  in 
calculating  H  and  C,  or  <I>  and  jS,  respectively,  but  are  also  easily 
obtained  from  Table  III  (c),  giving  c  for  each  1°  C,  so  that  it 
is  imnecessary  to  tabulate  them  more  fully.  The  specific  heat  S, 
and  the  cooling-effect  C,  are  so  easily  found  from  the  table  of 
total  heat,  that  it  is  unnecessary  to  tabulate  them  separately, 
especially  as  their  chief  use  is  for  calculating  H, 

Table  II  contains  the  most  important  properties  of  saturated 
steam  tabulated  in  terms  of  pressure  for  all  three  systems  of  units, 
and  will  be  found  the  most  useful  table  for  general  purposes. 
Except  for  pressures  below  1  lb.  per  sq.  in.  (which  are  alto- 
gether omitted  in  many  steam  tables)  the  intervals  of  pressure  are 
graduated  so  that  the  corresponding  intervals  of  temperature  shall 
never  exceed  2**  C.  or  fall  below  1®  C,  which  affords  the  most 
convenient  scale  for  interpolation.  The  corresponding  values  of  the 
pressure  in  kilos  per  sq.  cm.  in  the  second  column  are  the  exact 
equivalents  to  five  significant  figures  of  the  pressiu^es  in  lbs.  per 
sq.  in.  in  the  first  column.  The  values  in  both  cases  are  for  the 
latitude  of  London,  and  must  be  increased  by  1  in  2000  if  it  is 
required  to  express  them  in  terms  of  the  conventional  value  of 
gravity  in  latitude  45°.  This  correction  may  generally  be  neglected, 
since  it  does  not  affect  the  relative  values,  and  is  beyond  the  limit 
of  accuracy  of  most  observations.  It  should  not  in  any  case  be 
applied  to  individual  observations,  but  only  as  a  final  correction 
to  the  results  of  a  series. 

The  values  of  the  volume  in  the  third  and  fourth  coliunns  are 
given  to  four  significant  figures,  i.e.  with  a  minimum  accuracy  of 
1  in  2000,  corresponding  to  about  0-01  **  C.  of  temperature.  More 
accurate  values  may  be  obtained,  if  required  for  small  differences, 
from  Table  III  (F),  for  each  1**  C.  Owing  to  the  great  range  of 
variation  of  the  pressure  and  the  volume,  it  is  impossible  to  secure 
a  uniform  degree  of  proportionate  accuracy  in  tabulating  these 
quantities,  except  in  the  table  of  log  p. 

The  values  of  the  entropy  in  the  fifth  column  are  the  same  in 
all  three  systems  of  units.  They  are  seldom  required  for  small 
differences,  and  are  often  tabulated  to  three  places  of  decimals  only. 
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The  values  of  t,  H,  and  G,  for  saturated  steam  are  tabulated  in 

• 

both  Fahrenheit  and  Centigrade  systems,  to  save  the  trouble  of 
reduction  to  or  from  the  Fahrenheit  scale,  which  is  the  most 
annoying  feature  of  the  British  system  of  imits.  The  values  are 
given  to  0-01®  of  temperature  and  0*01  of  a  heat  unit  respectively, 
because  /,  J7,  and  G  are  most  often  required  for  small  differences, 
especially  in  deducing  the  heat-drop  and  velocity.  It  would  for 
this  reason  be  inconsistent  to  tabulate  them  (as  in  many  other 
steam  tables)  with  an  order  of  accuracy  inferior  to  that  employed 
for  the  entropy. 

The  case  of  saturated  stecun  is  most  completely  covered  for 
practical  purposes  by  Table  II,  but  the  supplementary  tables  of 
jp,  logjp,  F,  c,  if,  and  G  for  each  1**  C.  will  be  foimd  useful  in  cases 
where  it  is  desired  to  solve,  to  the  limit  of  accuracy,  problems  in 
which  the  elimination  cannot  be  effected  so  that  it  is  necessary  to 
proceed  by  trial  and  interpolation,  as  is  generally  the  case  in  the 
solution  of  transcendental  equations.  Quadratic  and  cubic  em- 
pirical formulae  are  often  employed  in  preference  to  logarithmic 
with  the  idea  of  avoiding  this  difficulty;  but  the  advantage  gained 
is  fictitious,  because  it  is  generally  much  easier  to  solve  a  logarithmic 
formula  by  interpolation,  than  to  find  the  solution,  even  of  a 
quadratic,  without  the  aid  of  logarithms. 

With  the  exception  of  the  formulae  for  the  saturation  pressure 
and  entropy,  which  cannot  possibly  be  put  in  any  form  except  the 
logarithmic  if  they  are  to  satisfy  the  second  law  of  thermodynamics, 
the  equations  expressing  the  relations  between  the  various  pro- 
perties of  saturated  steam  are  of  the  simplest  possible  algebraic 
type,  involving  no  powers  or  roots,  and  exceptionally  convenient 
for  practical  calculations  as  compared  with  the  ordinary  type  of 
empirical  formula  involving  powers  of  the  temperature. 

200.  Tables  for  Superheated  Steam.  The  simplicity  of  the 
characteristic  equation  and  the  adiabatic  equation  for  dry  steam, 
makes  it  possible  to  solve  the  majority  of  problems  for  super- 
heated or  supersaturated  steam  as  easily  as  for  a  perfect  gas.  Tabu- 
lation is  superseded  for  many  piu^ses  by  direct  solution  of  the 
equations.  The  variation  of  specific  heat  is  too  large  to  neglect 
even  in  rough  work,  and  it  is  a  great  advantage  to  be  able  to  take 
exact  account  of  the  variation  in  so  simple  and  consistent  a  manner. 
It  is  also  possible  to  tabulate  the  values  of  the  required  quantities 
to  a  higher  order  of  accuracy  than  is  attainable  with  empirical 
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formulae  without  risk  of  introducing  inconsistencies  in  any  of  the 
thermodynamical  relations.  The  tabulated  values  are  useful  chiefly 
in  finding  the  initial  state,  when  the  final  state  is  wet  and  the 
simple  adiabatic  for  dry  steam  does  not  apply  to  the  whole  range  of 
expansion.  They  are  also  useful  in  reducing  experiments  on  the 
cooling-effect,  and  other  relations  of  superheated  steam. 

The  majority  of  problems  relating  to  superheated  steam  may 
be  solved  with  sufficient  approximation  for  practical  purposes  by 
the  aid  of  the  diagram.  The  tables  serve  chiefly  as  a  method  of 
verification,  and  supply  more  acciu*ate  values  in  problems  where 
small  differences  are  involved.  The  arrangement  of  the  tables,  with 
the  scale  of  temperature  on  the  left,  and  pressiu'e  along  the  top,  is 
intended  to  correspond  with  the  diagram.  The  practical  limit  of 
temperature  in  the  use  of  superheated  steam  is  in  the  neighbourhood 
of  400®  C,  which  is  comparatively  seldom  reached  in  the  engine. 
The  values  tabulated  for  450®  and  500®  C.  are  of  theoretical  rather 
than  practical  interest.   Initial  pressures  below  50  lbs.  are  so  un- 
common, and  below  20  lbs.  so  extremely  rare,  that  close  tabulation 
by  steps  of  1  lb.  down  to  the  lowest  pressures  (adopted  in  many 
steam  tables)  is  quite  superfluous  in  the  case  of  superheated  steam. 
The  accuracy  of  the  interpolation  formulae  given  below  makes  it 
imnecessary  to  tabulate  the  values  for  intervals  of  less  than  10  lbs. 
in  any  part  of  the  range.   Intervals  of  50  lbs.  suffice  at  the  upper 
limit  of  pressiu^. 

Owing  to  the  comparatively  limited  utility  of  tables  for  super- 
heated steam,  it  has  not  been  considered  worth  while  to  duplicate 
them  in  terms  of  the  Fahrenheit  scale  and  metric  units  of  pressure. 
Values  on  either  of  these  systems  can  be  obtained  very  readily, 
if  required,  by  the  aid  of  the  Fahrenheit  scale  of  temperature  on 
the  left,  and  the  kilogram  scale  of  pressure  at  the  top  of  each  table. 
This  arrangement  has  been  found  more  convenient  in  practice 
than  duplicating  the  tables. 

In  experimental  tests,  the  practical  datum  is  always  the  tem- 
perature and  not  the  superheat.  If  the  superheat  only  is  given,  the 
actual  temperature  of  the  steam  must  be  foimd  by  adding  the 
saturation  temperature  which  is  given  for  each  pressure  at  the 
bottom  of  the  column.  The  saturation  line  in  each  table  is  indicated 
by  a  zigzag  rule.  Values  below  this  line  represent  the  state  of 
supersaturation,  which  is  of  great  theoretical  interest,  though  not 
permanently  stable.  These  values  cannot  occur  as  initial  states, 
but  only  as  transition  states;  and  are  useful  chiefly  for  the  purpose 
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of  estimating  possible  losses  due  to  irreversible  condensation,  or 
changes  of  volume  in  rapid  expansion  which  materially  affect  the 
discharge  through  orifices. 

201.  Table  IV.  Total  Heat  of  Superheated  Steam. 
The  most  useful  table  for  superheated  steam  is  that  of  total  heat  H, 
which  is  the  chief  factor  in  determining  the  heat  supply  per  unit 
mass  of  fluid.  It  is  very  easy  to  obtain  accurate  values  of  H  by 
interpolation  because  the  variation  with  pressure  at  constant 
temperature  is  small,  and  is  accurately  represented  by  the  constant 
difference  tabulated  for  10  lbs.  of  pressure  in  the  third  colunm  of 
the  table.  If  the  exact  value  of  H  is  required  at  some  intermediate 
pressure  and  temperature,  it  is  generally  best,  for  this  reason,  to 
find  (1)  two  values  of  H  at  the  given  pressure  for  tabulated  values 
of  the  temperature  immediately  above  and  below  the  required 
point,  and  (2)  to  interpolate  between  these  for  the  required  tem- 
perature. But  for  most  purposes  ample  accuracy  is  secured  by 
adding  simultaneously  the  appropriate  fractions  of  the  pressure 
and  temperature  differences  to  the  nearest  tabulated  value  of  H. 

The  table  of  H  affords  the  most  convenient  method  of  finding 
the  specific  heat  S  at  any  point,  or  the  mean  specific  heat  over  any 
range.  Values  of  the  mean  specific  heat  for  various  ranges  are  often 
tabulated  for  calculating  H  when  the  superheat  is  given,  but  the 
opposite  procedure  is  more  accurate  and  convenient.  The  difference 
between  any  two  adjacent  values  of  H  in  the  same  vertical  column 
is  10  times  the  specific  heat  S  at  the  mean  point,  which  is  directly 
obtained  to  8  significant  figures.  Thus  the  value  of  S  at  500  lbs. 
and  245**  C.  is  (684-01  -  677-22)/10  =  0-679,  and  the  mean  value 
at  the  s€une  pressure  from  240°  C.  to  840°  C.  is 

(789-46  -  677-22)/100  =  0-6224. 

Another  useful  application  of  the  table  is  to  find  the  cooling- 
effect  C  at  any  point,  which  is  obtained  by  dividing  the  difference 
SC  per  pound,  by  the  corresponding  value  of  S  obtained  as  already 
described.  Thus  to  find  C  at  500  lbs.  and  245°  C,  we  have 
SC  =  0-06122  by  interpolation  from  the  difference  colimm,  S  =  0-679 
abeady  found,  whence  C  =  0-0902°/lb.  Similarly  at  50  lbs.  and 
150°  C,  S  =  0-526,  SC  =  0-1218,  C  =  0-282°/lb. 

The  drop  of  temperature  for  a  large  drop  of  pressure  at  constant 
total  heat,  may  be  obtained  by  finding  the  temperature  by  inter- 
polation at  the  lower  pressure  required  to  give  the  initial  value  of 
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the  total  heat.  Thus  H  at  200**  and  200  lbs.  is  678-07,  which  is  the 
value  given  by  interpolation  at  170°  and  22'69  lbs.,  or  at  20  lbs. 
and  169'48°.  It  is  very  easy  to  trace  lines  of  constant  total  heat 
in  this  way. 

202.    Tables  V,  VI,  and  VII.    Interpolation  for  V^ 

Q>j  and  G.  When  the  final  state  in  adiabatic  expansion  is  dry, 
T,  Hy  and  V  are  easily  calculated  from  the  adiabatic  equation  in 
the  same  way  as  for  a  perfect  gas,  but  the  required  result  may 
often  be  obtained  with  less  trouble  from  the  tables  by  inter- 
polation, if  exact  values  are  required.  When  the  final  pressure 
P"  is  given,  find  T"  by  interpolation  in  Table  VI  at  P".  Thence 
find  fl"  by  interpolation  in  Table  IV,  and  deduce  V"  from  H" 
and  P",  or  by  interpolation  in  Table  V. 

Accurate  values  at  any  point  intermediate  between  the  tabu- 
lated values  may  generally  be  obtained  with  a  small  slide-rule  by 
simple  proportion  in  the  usual  way,  provided  that  the  differences 
involved  are  small,  but  this  rule  is  insufficiently  exact  for  some 
purposes  in  the  case  of  F,  <I>,  and  G,  when  the  presstire  differences 
are  considerable.  The  following  rule  is  eoMict  in  the  case  of  V  at 
constant  temperatiu'e,  for  any  pressure  difference,  however  large. 

If  F',  F"  are  tabulated  values  of  the  volume  at  the  same 
temperature  T,  corresponding  to  pressures  P',  P"  (of  which  P" 
is  the  larger)  to  find  the  value  of  F  at  any  pressure  P  intermediate 
between  P'  and  P",  find  the  value  of  the  difference 

F'-  F=  (F'-  F")  {P--P')I{P"--  P') 

by  simple  proportion  in  the  usual  way,  increase  it  by  the  fraction 
(P"-  PyP  of  itself,  and  subtract  the  result  from  F'. 

In  the  case  of  <l>  and  G  a  similar  rule  appUes,  but  the  corre- 
sponding difference,  0'—  O,  or  G'—  G,  found  by  simple  proportion, 
must  be  increased  by  the  fraction  (P"—  P)/2P  of  itself  (with  2P 
in  the  denominator  in  place  of  P)  before  subtraction  from  <I>'  or  G'. 

Table  VIII.  Adiabatic  Heat-Drop  to  i  lb.  This  table  is 
fully  explaiaed  and  illustrated  in  Chapter  IX,  §  92,  but  has  been 
placed  with  the  other  tables  to  facilitate  reference. 
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TABLE  I.— AUXILURY  TABLE  FOR  SATURATED  STEAM  OP  QUANTITIES 
SELDOM  REQUIRED,  IN  TERMS  OF  TEMPERATURE  CENTIGRADE  IN 
FOOT-POUND  UNITS.    (F.P.C.) 


t 

h 

L 

AW 

E 

<!> 

0 

V 

SO 

1000  Z 

0 

0 

694-27 

30-063 

664-21 

0 

2*17602 

0-01602 

0-6296 

1-496 

10 

9-08 

689-03 

31156 

567-85 

0-03686 

2-11649 

001603 

0-4696 

1-280 

20 

19-94 

683-78 

32*243 

571-48 

0-07046 

2-06221 

0-01605 

0-4181 

1-102 

30 

29-91 

678*49 

33-324 

676-07 

0-10393 

2-01247 

0-01609 

0-3736 

0-9526 

40 

39-89 

67316 

34-396 

678-64 

0-13631 

1-96688 

0-01614 

0-3351 

0-8276 

50 

49*88 

667-76 

36*466 

68217 

016770 

1-92490 

0-01621 

0*3016 

0-7221 

60 

69-87 

662-29 

36*498 

586*66 

0-19815 

1*88621 

0-01629 

0-2723 

0-6327 

70 

69-88 

566-72 

37*523 

589*07 

0-22774 

1*85039 

001638 

0-2466 

0-6666 

80 

79-90 

651-05 

38*626 

692*41 

0-26652 

1*81712 

0-01648 

0-2240 

0*4914 

90 

89-94 

646-26 

39-602 

596*67 

0-28454 

1-78619 

0-01659 

0-2039 

0*4364 

100 

10000 

639-30 

40-448 

698-83 

0-31186 

1-75732 

0-01671 

0-1861 

0-3871 

110 

110-09 

633-17 

41-361 

601-86 

0*33863 

1-73027 

0-01684 

0-1703' 

0-3452 

120 

120-22 

626-86 

42*236 

604-78 

0-36460 

1*70485 

0-01698 

0-1661 

0-3087 

130 

130-40 

620*32 

43-072 

607-58 

0-3901 1 

1-68092 

0-01713 

0-1436 

0-2768 

140 

140-62 

613-67 

43*864 

610-23 

0-41511 

1-65831 

0-01729 

0-1321 

0-2489 

150 

160-91 

506-66 

44-611 

612*73 

0*43963 

1-63689 

0-01746 

0-1219 

0-2245 

160 

161-26 

499-29 

45-311 

616-08 

0-46373 

1-61657 

001766 

0-1126 

0-2029 

170 

171-69 

491-76 

45-962 

617-27 

0-48743 

1-59724 

0-01785 

0-1042 

0-1838 

180 

182-21 

483-93 

46-564 

619-30 

0-61078 

1-67884 

0-01807 

00966 

0-1668 

190 

192-83 

476-82 

47-116 

621-19 

0-53381 

1-56128 

0-01831 

0-0897 

0-1617 

200 

203-66 

467*41 

47-617 

622-91 

0-66664 

1-64463 

0-01856 

0-0834 

0-1383 

210 

214-40 

458-69 

48-070 

624-48 

0-57904 

1-62861 

001886 

0-0777 

0-1263 

220 

226-37 

449-69 

48-474 

626*93 

0-60128 

1-51326 

0-01914 

0-0725 

0-1156 

230 

236-49 

440-38 

48-831 

627-23 

0-62332 

1-49868 

0-01946 

0-0677 

0-1060 

240 

247-74 

430-81 

49147 

628-43 

0*64617 

1-48480 

001980 

0-0633 

0-0973 

250 

259-16 

420-96 

49-419 

629-53 

0-66687 

1-47161 

0-02016 

0-0692 

0-0895 

Notation  and  FoBMXTLiB  roa  thb  Various  QuAifrriTiBS  in  Tablb  I. 

h  ss  Total  Heat  of  Water  under  saturation  pressure  p,  in  mean  oalories  Centigrade. 

=  ft  +  vL/{V—v)  =  st  -t  (H—  st)v/V sa  H  —  Ly  in  which  the  83rmbol8  denote  :  — 
H  =  Total  Heat  of  Dry  Steam  at  p,  in  mean  calories  Centigrade  =  SqT  —  SCp  +  464. 
8  a  Minimum  Specific  Heat  of  Water  =«  0-99666.    st^^t  —  t/300, 
V  =3  Volume  of  Water,  V  =  Volume  of  Dry  Steam,  at  p  in  cubic  feet  per  pound. 
The  Batio  t;/F=s  p/25000  (nearly)  if  p  is  in  pounds  per  sq.  inch  absolute. 
L  =  Latent  Heat  of  Steam  in  mean  calories  Centigrade  =  (H  —  st)(l  —  w/F). 
AW=*  Thermal  Eiquivalent  in  mean  calories  Centigrade  of  External  Work  of  Vaporisation  W, 
=»  ap(V  —  v),    where  -i  =  1/J  =  1/1400,  and  a  =  144/1400,  for  (F.P.C.)  units. 
E  =  Intrinsic  Energy  of  Dry  Steam  at  p  in  mean  cals.  G.  =  H—  apF=  anp{V—  6)+  464. 
^  =  Entropy  of  Water  at  p  in  cals./deg.  =  8  log^(T/273-l)  +  vL/TiV  —  v), 
0  =a  Entropy  of  Dry  Steam  at  p  in  cals./deg.  =  0  +  L/T. 

SC  =  Product  of  Specific  Heat  S  of  Steam  and  GooUng  Effect  0,  in  cals.  per  lb.  pressure. 
^a{n-{-l)c—  ab,    where  b  =  t;o=0-01602,    c=0-4218(3731/T)*,    and  «  =  10/3. 
Z»anc/T,    5  «  Sq  +  (n  +  l)Zp.    flfo«0-47719  -  (n  +  1)5.    JB«011012  mean  cal8./deg. 
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TABLE  n.— PROPERTIES  OF  SATURATED  STEAM  IN  TERMS  OF  PRESSURE  {p) 
FOR  KILOGRAMMBTEB  AND  FOOT-POUND  UNITS,  CENTIGRADE  AND 
FAHRENHEIT.    (K.M.O.),  (F.P.O.),  and  (F.P.F.) 


PreMurej). 

Volume  V. 

Entropy 

Temperature  t,  Total  heat  H,  and  Potential  Q. 

Centigiade  unite.    I 

Fahrenheit  unite. 

Poundi 

KUot 
8q.  cm. 

Cu.  ft. 

Cn.  m. 

C.  or  F. 

Sq.  in. 

Pound 

lililo. 

t 

a 

0 

1 

B 

0 

0*08922 

000627 

3276 

204*5 

2-1760 

0«> 

694-27 

0 

32° 

1069*70 

0 

0-1 

0-00703 

2940 

183*5 

2*1662 

1-59 

596-03 

0*005 

34*86 

1071*06 

0*009 

0-2 

001406 

1524 

95-17 

2-1068 

11-69 

599-81 

0*246 

53*04 

1079*66 

0*443 

0-3 

0*02109 

1038 

64*78 

2-0727 

17-99 

602'77 

0-68 

64-38 

1084-99 

104 

0-4 

0-02812 

790-7 

49-36 

20482 

22-66 

604*97 

0-91 

72*79 

1088*95 

1-64 

0*5 

003516 

640-5 

40*61 

20299 

26-41 

606*73 

1-23 

79*64 

109212 

2*21 

0-6 

0-04218 

539-1 

33*66 

2-0148 

29-54 

60819 

1-53 

8617 

1094-74 

2-75 

0-7 

0  04921 

466-2 

29*11 

2-0018 

32-25 

609-44 

1-82 

90*05 

1096*99 

3*28 

0-8 

0*05625 

411*1 

25-66 

19906 

34-65 

610*55 

2-10 

94-36 

1098*99 

3-78 

0*9 

0-06328 

367*9 

22*97 

1-9810 

36-83 

611-58 

2-37 

98-30 

1100-84 

4-27 

1-0 

0-07031 

333*1 

20*79 

1*9724 

38-74 

612*46 

2*61 

101*74 

1102-43 

470 

1-1  - 

0-07734 

304-5 

1901 

1*9646 

40-52 

613-28 

2*85 

104-94 

1103-90 

6*13 

1-2 

0-08437 

280*6 

17*52 

1*9575 

42*17 

614*04 

3-08 

107-91 

1105*27 

5-54 

1-3 

009140 

260*2 

16*24 

1*9509 

43-71 

614*75 

3*31 

110*68 

1106*55 

6-96 

1-4 

0*09843 

242*7 

15-15 

1*9449 

45-14 

615-41 

3*52 

113-25 

% 

1107*74 

6-33 

1-6 

0-10646 

227-4 

14*19 

1*9392 

46*49 

616-02 

3*73 

115*69 

1108-84 

6*71 

1-6 

0*11249 

2140 

13*36 

1*9339 

47*77 

616-61 

3*93 

117*98 

1109-90 

7-08 

1-7 

01 1962 

202-2 

12*63 

1*9290 

48-98 

61716 

4*13 

120-17 

1110*89 

7-44 

1-8 

012665 

191-6 

11*96 

1*9244 

50-13 

617*69 

4*32 

122*23 

1111*85 

7-78 

1-9 

013358 

182*1 

11*37 

1*9200 

61-22 

61819 

4-61 

124*20 

1112-74 

8-12 

2-0 

0-14061 

173-5 

10-83 

1-9169 

52*27 

618-67 

4-69 

126-08 

1113*61 

8*45 

2-2 

0-16468 

158*7 

9-906 

1*9081 

64*24 

619-55 

6*03 

129-64 

1115*20 

9-06 

2-4 

0  16874 

146*4 

9-140 

1*9010 

66*06 

620*36 

6-37 

132-92 

1116-65 

9-67 

2-6 

018280 

135-6 

8-466 

1  *8947 

57-75 

621  14 

5-69 

135-94 

1118-06 

10*24 

2-8 

0-19686 

126-5 

7-897 

1-8888 

59-34 

621*86 

6*00 

138-82 

1119*35 

10*80 

3-0 

0-21092 

118*6 

7-401 

1*8833 

60*83 

622-53 

6-30 

141-50 

1120*66 

11*34 

8-2 

0-22498 

111-6 

6-967 

1-8780 

62-24 

623-16 

6*58 

144-04 

1121*69 

11*84 

3-4 

0-23904 

105-4 

6-582 

1-8731 

63-58 

623-76 

6-86 

146-44 

1122-77 

12*36 

3-6 

0-25311 

99*93 

6-238 

1-8685 

64*85 

624-32 

713 

148-73 

1123-78 

1283 

3-8 

0-26717 

96-00 

5-930 

1*8641 

66-07 

624-87 

7*39 

160*92 

1124-77 

13-30 

4-0 

0-28123 

90-64 

5-652 

1*8600 

67*23 

625*38 

7*64 

163  01 

1126-69 

13-75 

r  =  t  +  273*10°  Centigrade.    T  =  «  +  459-68*^  Fahrenheit.    G'mT^  —  H. 
Adiabatio  Heat-Drop.   W-H'^ilf-  t")0'  -  (Q\-^Q")  -  (J5P-H",)+ r'(0",-(W- 
The  aoffix  f  in  J?,,  Ff,  or  ^^  denotes  the  tabulated  saturation  value  at  t  or  p. 
To  find  H  and  V  for  wet  steam,  given  0,  and  t  or  p, 

7,  -  7  =  7,(J3,  -  fl)/(^i  -  «0  0«ot.  =  7,(fl,  -  fl)/(fl.  -  9{t  -  32))  Fahr. 
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TABLE  n.— PROPERTIES  OF  SATURATED  STEAM  IN  TERMS  OF  PRBSSXJRE  (p) 
FOR  KILOGRAMMETRB  AND  FOOT-POUND  UNITS,  CENTIGRADE  AND 
FAHRENHEIT. 


FreMi 

vnp. 

Volome  F. 

Bntropy 
0 

Temperature 

(,  Total  heat  H,  and  PotenUal  G. 

Centigrade  units. 

Fahrenheit  unii 

ba. 

Pounds 

KUo« 
Sq.  om. 

Cu.  ft 

Cn.  ID. 
Kilo 

C.  opF. 

8q.  in. 

Poand 

t 

H 

0 

t 

H 

G 

4'0 

0*28123 

90-64 

5-652 

1-8600 

67-23 

626-38 

7-64 

163*01 

1125-69 

13-75 

4*2 

0-29629 

86-50 

5*400 

1-8561 

68-34 

626-87 

7-89 

165-01 

1126-57 

14-20 

4*4 

0-30936 

82-80 

5-169 

1-8524 

69-40 

626-34 

8-12 

166*92 

1127-41 

14-62 

4'6 

0*32341 

79-42 

4*958 

1-8489 

70-43 

626-79 

8*36 

158-77 

1128-23 

16-05 

4*8 

0-33747 

76-31 

4-764 

1-8455 

71-42 

627-22 

8-59 

160-55 

112900 

15-46 

5*0 

0-36164 

73-44 

4-685 

1-8422 

72-38 

627-64 

8*81 

162-28 

1129-76 

15-86 

5-2 

0-36560 

70-80 

4-420 

1*8391 

73-30 

628-03 

9-03 

163-94 

1130-46 

16-25 

5*4 

0-37966 

68*34 

4-266 

1-8361 

74-19 

628  42 

9-25 

165*54 

1131*16 

16-65 

5-6 

0-.39372 

66-05 

4-123 

1-8331 

75-06 

628-81 

9-46 

16711' 

1131-86 

17-03 

5-8 

0-40778 

63-91 

3-990 

1-8303 

75-90 

629-17 

9*66 

168*62 

1132*51 

17-30 

6-0 

0-42184 

61-91 

3-865 

1-8277 

76-72 

629-52 

9-86 

170*09 

1133-16 

17-76 

6*5 

0-46700 

67*44 

3-586 

1-8214 

78-67 

63037 

10-34 

173-60 

1134-67 

18-61 

7*0 

0-49215 

63*69 

3-346 

1*8156 

80*49 

631-16 

10-81 

176-88 

1136*07 

19-46 

7-5 

0-52730 

50-24 

3-136 

1-8101 

82*21 

631*88 

11-26 

179-98 

1137*38 

20-26 

8*0 

0-66246 

47-30 

2-963 

1-8049 

83-84 

632-57 

11-69 

182-91 

1138*63 

21-04 

8-5 

0-69761 

44*69 

2-790 

1-8001 

85*38 

633-23 

1210 

185-68 

1139-82 

21-78 

9*0 

0-63276 

42-36 

2-644 

1  -7956 

86*84 

633-85 

12-50 

188-31 

1140-94 

22-60 

9-5 

0-66792 

40-27 

2-520 

1-7914 

88-24 

634*44 

12-89 

190-84 

1141-99 

23-20 

10-0 

0-70307 

38-39 

2-397 

1-7874 

89-58 

636-01 

13*26 

193-25 

1143-02 

23-87 

10-5 

0  73822 

36-68 

2-290 

1  -7836 

90-87 

635-64 

13-63 

195-57 

1143*98 

24-54 

11-0 

0-77338 

35-11 

2-192 

1-7799 

92-10 

636*05 

13-99 

197*78 

1144-89 

25-18 

11-5 

0-80853 

33*68 

2-103 

1-7765 

93*29 

636-55 

14-33 

199-92 

1145*79 

25-79 

12-0 

0-84368 

32-37 

2-021 

1-7731 

94-44 

637*02 

14-67 

201-99 

1 146*64 

26-40 

12-5 

0-87884 

31-15 

1-946 

1  -7699 

96*56 

637-47 

1600 

203-99 

1147*46 

27-00 

13-0 

0-91399 

30-03 

1-875 

1-7669 

96-62 

637-91 

16-32 

205-92 

1148-24 

27-57 

13-5 

0-94914 

28*99 

1*810 

1-7640 

97-66 

638-35 

16-63 

207-78 

1149-03 

28-13 

14-0 

0-98430 

28-02 

1*749 

1-7611 

98-66 

638-77 

16-94 

209*59 

1149-80 

28-69 

14*5 

1-0195 

27-11 

1*693 

1-7584 

99-64 

639-16 

16-25 

211-34 

1150*49 

29-26 

14-689 

1-0327 

26-79 

1-672 

1-7573 

100*» 

639-30 

16-36 

212° 

1150-74 

29-46 

15-0 

1-0646 

26-27 

1-640 

1-7567 

100-68 

639-53 

16-64 

213-05 

1151-16 

29-77 

16-0 

1-1249 

24-73 

1544 

1-7506 

102*41 

640-26 

1712 

216-34 

1152*48 

30-82 

17-0 

1-1962 

23-37 

1-459 

1-7458 

104*14 

640-96 

17-68 

219-46 

1153*72 

31-82 

180 

1-2655 

22*16 

1-383 

1-7414 

105*79 

641-60 

18*20 

222-42 

1154*88 

32-76 

190 

1-3358 

21-06 

1-315 

1-7373 

107-36 

642-22 

18*72 

225-24 

1156-00 

33-69 

20-0 

1-4061 

20*08 

1-253 

1*7333 

108-87 

642-82 

19-22 

227-97 

1157-08 

34*69 

r  =»  «  +  273-10**  Centigrade.     T  =  i  +  459-58**  Fahrenheit.     G^T0^H. 
Adiabatic  Heat-Drop.    H'  -  H"  «  (f  - 1")  0'  -  (G'-  G")  =  (H'  -  ET,)  +  T'(0% 
The  Bufi^  «  in  f^,  Vg,  or  0^  denotes  the  tabulated  satuzation  value  at  t  otp. 
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TABLE  U.— PROPERTIES  OF  SATURATED  STEAM  IN  TERMS  OP  PRESSURE  {p) 
FOR  KIIiOGRAMMETRE  AND  FOOT-POUND  UNITS,  CENTIGRADE  AND 
FAHRENHEIT. 


Pressure  p. 

Volume  V. 

Entropy 
C.  or  F. 

Temperature  t,  Total  heat  H,  and  Potential  0. 

Pounds 

Kilos 
Sq.  cm. 

Cu.  ft. 
Pound 

Cu.  m. 

"l:uo 

Centigrade  units. 

Fahrenheit  units. 

8q.  in. 

t 

B 

<? 

t 

H 

0 

20 

1-4061 

2008 

1-263 

1  -7333 

108-87 

642-82 

19-22 

227-97 

1167-08 

34-69 

21 

1-4764 

19-18 

1-197 

1-7294 

110-32 

643-39 

19-71 

230-68 

116810 

36-48 

22 

1-5468 

18-37 

1147 

1-7268 

111-71 

643-92 

20-18 

233-08 

1169-06 

36-32 

23 

1-6171 

17-62 

1-100 

1*7223 

113-06 

644-43 

20-64 

236-49 

1169-98 

37*16 

24 

1-6874 

16*93 

1-067 

1-7189 

114-34 

644*93 

21*09 

237-81 

1160-88 

37-96 

25 

1-7677 

16-29 

1017 

1*7167 

116*69 

646*39 

21-63 

240-06 

1161-70 

38-76 

26 

1-8280 

16-71 

0-9801 

1*7126 

116-80 

646-86 

21-95 

242-24 

1162-53 

39*61 

27 

1-8983 

16-16 

0-9464 

1*7097 

117-97 

646-32 

22-37 

244-36 

1163-38 

40*27 

28 

1  -9686 

14-66 

0*9149 

1-7069 

119-11 

646-74 

22-78 

246-40 

1164-14 

4100 

29 

20389 

14-18 

0-8854 

1-7042 

120-21 

647*16 

23*18 

248-38 

1164-88 

41*72 

30 

21092 

13-74 

0-8577 

1-7016 

121-28 

647-64 

23*66 

250-30 

1 166-68 

42-41 

31 

21796 

13-33 

0-8319 

16991 

122-33 

647-92 

23-96 

252-19 

1 166-26 

43-11 

32 

2-2498 

12-94 

0-8076 

1-6966 

123-36 

648-30 

24-33 

264-03 

1166-94 

43-79 

33 

2-3201 

12-67 

0-7847 

1-6943 

124-33 

648*66 

24*69 

266-79 

1167-60 

44-44 

34 

2-3904 

12-22 

0-7631 

1-6919 

126-31 

649-02 

26*07 

257-66 

1168-24 

46-12 

35 

2-4607 

11*90 

0*7426 

1-6897 

126*26 

649-36 

26-43 

269-26 

1168-86 

46-77 

36 

2-6311 

11-69 

0-7234 

1-6874 

127-17 

649-69 

25-77 

260-91 

1169-44 

46-38 

37 

2-6014 

11-29 

0*7051 

1-6862 

12807 

66002 

26-12 

262-62 

1170-04 

47-01 

38 

2-6717 

11-02 

0-6876 

1-6831 

128-96 

660-34 

26-45 

264-13 

1170-61 

47-61 

39 

2-7420 

10-75 

0-6711 

1-6811 

129-82 

660-66 

26-79 

265-67 

1171-17 

48-22 

40 

2-8123 

10-60 

0-6664 

1-6792 

130-67 

660-96 

2712 

267-21 

1171-71 

48-81 

42 

2-9529 

10-03 

0-6261 

1-6754 

132-31 

661-53 

27-76 

270-16 

1172-76 

49  97 

44 

3-0935 

9-603 

0-5994 

1-6719 

133-89 

662-08 

28-40 

273-00 

1 173  74 

61  12 

46 

3*2341 

9-212 

0-6760 

1-6685 

13541 

662-61 

29-00 

276-74 

1174-70 

62-20 

48 

3-3747 

8-853 

0-6527 

1-6651 

136-88 

663-12 

29-69 

278-38 

1175-62 

53-26 

50 

3-6154 

8-620 

0-6319 

1-6620 

138-30 

663-60 

30-16 

280-94 

1176-48 

64-29 

52 

3-6560 

8-213 

0-6127 

1-6689 

139-67 

654-08 

30-72 

283-41 

1177-36 

65  29 

54 

3-7966 

7-928 

0-4949 

1-6661 

141-01 

654-53 

31-27 

285-82 

1178-16 

66  28 

56 

3-9372 

7-663 

0-4784 

1-6533 

142-31 

664-96 

31-81 

288-16 

1178-91 

67-28 

58 

4-0778 

7-416 

0-4629 

1-6606 

14357 

665-37 

32-34 

290-42 

1179-67 

58-21 

60 

4-2184 

7-184 

0-4485 

1-6479 

144  79 

666-77 

32-85 

292-61 

1180*39 

59-13 

62 

4-3590 

6-966 

0-4348 

1-6463 

145-98 

65616 

33-36 

294-76 

1181-08 

6006 

64 

4-4996 

6-761 

0-4221 

1-6429 

147-14 

656-65 

33-86 

296-86 

1181-79 

60-95 

66 

4*6402 

6-671 

0-4102 

1-6405 

148-27 

656-91 

34-34 

298-88 

1182-44 

61-81 

68 

4-7809 

6-388 

0-3988 

1-6382 

149  38 

667-26 

34-82 

300*88 

1183-07 

62-68 

70 

4-9216 

6-218 

0-3882 

1*6369 

150-46 

667-61 

36-30 

302-83 

1183-70 

63-54 

To  find  H  and  V  for  wet  steam,  given  0,  and  t  or  jp, 

U^^H^  T{0^  -  0),     or  H^T0  -  Q. 

V,  -  7«  7,(fl,  -  B)/{Ht  -  8t)  Cent.  «7,(fl,  -  H)/(fl,  -  s(i  -  82))  Fahr. 
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TABLE  n.— PROPERTIES  OF  SATURATED  STEAM  IN  TERMS  OP  PRESSURE  (p) 
FOR    KILOGRAMMETRE    AND    FOOT-POUND    UNITS,  CENTIGRADE   AND 

FAHRENHEIT, 


Prenurep. 

Yolame  Y. 

Entropy 
C.  otF. 

Tempemtore  t,  Total  heat  H,  and  Potential  O. 

FonndB 

Kiloa 
8q.  om. 

Cu.  ft. 
Pound 

Ca.  m. 
"Kilo 

Fahrenheit  nntta. 

Bq.  in. 

t 

H 

G 

t 

H 

O 

70 

4*9215 

6-218 

0-3882 

1-6359 

150-46 

657*61 

36*30 

302-83 

1183*70 

63*54 

72 

6-0621 

6056 

0-3781 

1*6337 

161*51 

657*94 

35*76 

304*72 

1184-29 

64*36 

74 

6-2027 

6-902 

0*3685 

1-6315 

152*66 

658*28 

36-22 

306*60 

1184*90 

66*18 

76 

6-3433 

6-757 

03694 

1-6294 

163-66 

658*69 

36-67 

308*40 

1185*46 

6601 

78 

5-4839 

6-618 

0-3507 

1-6275 

154-56 

658-90 

3711 

31019 

118603 

66*80 

80 

5-6246 

5-487 

0*3425 

1-6256 

155-52 

659*20 

37-54 

311-93 

1186*66 

67-67 

82 

6-7652 

6-362 

0-3348 

1*6237 

166-47 

659*49 

37-97 

313*66 

118708 

68*34 

84 

6-9058 

5-241 

0-3272 

16218 

157-40 

659*77 

38-39 

316-32 

1187-69 

69-10 

86 

6-0464 

5-127 

0-3201 

1-6200 

158*32 

660-06 

38-81 

316*98 

1188-11 

69-85 

88 

6-1870 

6018 

0-3133 

1-6183 

169*22 

660-33 

39-22 

318*60 

1188  60 

70-60 

90 

6-3276 

4-913 

0-3067 

1-6166 

160-09 

660*59 

39-62 

320-16 

1189-06 

7130 

92 

6-4682 

4-813 

0-3004 

1-6148 

160*96 

660-85 

4002 

321*73 

1189-63 

7204 

94 

6-6088 

4-717 

0-2945 

1-6131 

161-82 

661-11 

40-42 

323-28 

119000 

72-76 

96 

6-7495 

4-624 

0-2887 

1-6116 

162-66 

661-35 

40-81 

324-79 

1190*43 

73-46 

98 

6-8901 

4-636 

0-2831 

L6098 

163  48 

661-69 

41-20 

326-26 

1190-86 

7416 

100 

7-0307 

4-451 

0-2779 

1-6082 

164-28 

661-82 

41-68 

327*70 

1191*28 

74-84 

105 

7-3822 

4-251 

0-2654 

1*6044 

166-25 

662-38 

42-60 

33125 

1192*29 

76*50 

110 

7-7338 

4070 

0-2641 

1-6007 

168-16 

662-93 

43-40 

334*67 

1193*27 

78*12 

115 

8-0853 

3-903 

0-2437 

1*5972 

169-98 

663-44 

44-28 

337*96 

1194  19 

79*70 

120 

B-4368 

3-751 

0-2342 

1-6938 

171-75 

663-92 

46*13 

341*15 

11 96*06 

81-22 

125 

8-7884 

3-609 

0-2264 

1*6906 

173-47 

664*40 

45*97 

344*26 

1195*92 

82-75 

130 

91399 

3-479 

0-2172 

1*5876 

175  13 

664*83 

46*78 

347*23 

1196-69 

84  20 

135 

9-4914 

3-358 

0  2096 

1*5846 

176-74 

665*27 

47*69 

360-13 

1197-49 

85-66 

140 

9-8430 

3-246 

0-2026 

1*5818 

178-31 

665-69 

48*37 

362-96 

1198  24 

87*07 

145 

10196 

3140 

0-1960 

1-5791 

179-83 

666-10 

4913 

356-69 

1198*98 

88*44 

150 

10-546 

3-041 

01898 

1-5765 

181-31 

666-49 

49-89 

368-36 

1199*68 

89-80 

155 

10-898 

2-949 

0*1841 

1-5740 

182-75 

666-86 

60*62 

360-95 

1200-35 

91-12 

160 

11-249 

2-862 

0-1787 

1-5715 

184*16 

667*22 

61*34 

363-48 

1200*99 

92*41 

165 

11-601 

2-781 

0-1736 

1*5691 

186-64 

667*66 

52*06 

365-97 

1201*61 

93*69 

170 

11-952 

2-703 

01687 

1*6666 

186-88 

667*90 

62*76 

368-39 

1202*22 

94*95 

175 

12-304 

2-631 

0-1642 

1*6643 

188-19 

668*22 

63-43 

370-74 

1202*79 

9617 

180 

12-656 

2-562 

0-1600 

1-5620 

189-48 

668-53 

64*10 

373-06 

1203*35 

97*38 

185 

13-007 

2-496 

0-1668 

1*6698 

190-74 

668-83 

64*77 

375-33 

1203-89 

98-59 

190 

13-358 

2-435 

0-1520 

1-6677 

191-97 

669-13 

66*42 

377-66 

1204*44 

99*76 

195 

13-710 

2-376 

0*1483 

1-6657 

19318 

669-41 

66-07 

379*72 

1204*94 

100*93 

200 

14061 

2-320 

0*1448 

1-5638 

194-35 

669-69 

66*69 

381*83 

1205*44 

102*04 

T^t  +  278*10^  Centigrade.    T «  <  +  459-68°  Fahrenheit.     O.^T^  —  H. 
Adiabatio  Heat-Drop,    fl*  -  fl"  « («'  -  t")0'  -  (G'  -  Gf")  =  (H'  -  H'\)  +  T'(0'\ 
The  saffiz  ,  in  Hg,  F, ,  or  01  denotes  the  tabulated  saturation  value  at  t  oip, 
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TABLE  n.— PBOPEBTIES  OF  BATUBATED  STEAM  IN  TEEMS  OF  PRESSURE  (p) 
FOR  KILOGRAMMETRE  AND  FOOT-POUND  UNITS,  CENTIGRADE  AND 
FAHRENHEIT. 


Pressure  p. 

Volume  V. 

Entropy 
C.  or  P. 

Temperature  t.  Total  heat  H,  and  Potential  G. 

Pounds 

KUos 
Sq.  cm. 

14-061 

Ctt.  ft 

Cu.  m. 
ICilo 

Centigrade  units. 

Pahrenheit  units. 

8q.  in. 

Pound 

t 

H 

O 

t 

H 

O 

200 

2*320 

0*1448 

1-6638 

194-35 

669-69 

56-69 

381-83 

1205*44 

10204 

205 

14-413 

2*266 

0-1415 

1-5520 

196*52 

669-95 

57  32 

383-94 

1205-91 

103*18 

210 

14*764 

2*216 

0-1383 

15602 

196-66 

670-20 

67*94 

386-98 

1206*36 

104*29 

215 

16-116 

2*167 

0-1353 

1-6483 

197*77 

670-46 

58-63 

387-98 

1206*83 

106*36 

220 

15-468 

2*120 

01324 

1*5466 

198-87 

670-70 

69*13 

389-97 

1207*26 

106-43 

225 

15-819 

2076 

0*1296 

1*6447 

199-95 

670-95 

59*72 

391-91 

1207*71 

107-50 

280 

16171 

2*034 

01270 

1-5429 

20102 

671-19 

60*31 

393-84 

120814 

108-56 

285 

16-522 

1*993 

0-1244 

1-5412 

202*06 

671-42 

60*88 

396-71 

1208*66 

109-58 

240 

16-874 

1*954 

01220 

1-6395 

203*09 

671-64 

61*45 

397*56 

1208-96 

110-61 

245 

17-226 

1*916 

0*1196 

15379 

204*10 

671-86 

62*02 

399*38 

1209*35 

111-63 

250 

17-577 

1*880 

0*1173 

1-5362 

206-10 

672-07 

62-68 

401*18 

1209*73 

112-64 

260 

18*280 

1-811 

01131 

1-5332 

207*04 

672*48 

63-66 

404*67 

1210*47 

114*59 

270 

18-983 

1-748 

0*1091 

1-5303 

208-93 

672-88 

64*72 

408-08 

1211*18 

116*49 

280 

19-686 

1*689 

0*1056 

1-6274 

210-77 

673-25 

65*77 

411*39 

1211-86 

118*38 

290 

20-389 

1-634 

0  1020 

1-5246 

212-67 

673*61 

66*79 

414*63 

1212-50 

120-22 

800 

21-092 

1-583 

0*0988 

1-6219 

214-32 

673*96 

67-80 

417*78 

1213-13 

122*04 

810 

21*795 

1-534 

00968 

1-5192 

216-02 

674*29 

68*79 

420*84 

1213-72 

123*82 

820 

22-498 

1*489 

0*0930 

1-6167 

217*68 

674*62 

69-75 

423*82 

1214*32 

126  65 

880 

23-201 

1*446 

0-0903 

1-6142 

219-30 

674*93 

70-70 

426-74 

1214-88 

127*26 

840 

23-904 

1*406 

0-0878 

1-6109 

220-89 

675*23 

71*64 

429*60 

1215*41 

128-95 

850 

24*607 

1*368 

0-0864 

1*6096 

222-45 

675-52 

72*57 

432*41 

1216*94 

130-63 

860 

26-311 

1*333 

0-0832 

16074 

223-97 

675-80 

73-47 

435-16 

1216-44 

132-24 

870 

26*014 

1-298 

0*0811 

1-6063 

226-45 

676-07 

74-36 

437*81 

1216-93 

133-85 

880 

26-717 

1-266 

0-0790 

1*6032 

226*91 

676-34 

76-24 

440*44 

1217-41 

136*43 

890 

27*420 

1-236 

00771 

1*6012 

228-34 

676-69 

76*09 

443-01 

1217*86 

136-96 

400 

28*123 

1-206 

0-0763 

1-4991 

229-75 

676-84 

76-96 

446-66 

1218*32 

138*53 

410 

28-826 

1-178 

00736 

1-4971 

23113 

677-07 

77-80 

448-04 

1218*73 

140*04 

420 

29-629 

1-162 

0-0719 

1-4962 

232*49 

677-30 

78-63 

450-49 

121914 

141*53 

480 

30*232 

1-127 

00703 

1*4933 

233*82 

677-63 

79-44 

452-88 

1219*65 

142*99 

440 

30-936 

1-102 

0*0688 

1*4915 

23613 

677-76 

80-26 

465-23 

1219*97 

144*46 

450 

31*638 

1*079 

0*0674 

1*4897 

236*42 

677-97 

81-06 

457-66 

1220-36 

145-90 

460 

32-341 

1*067 

00660 

1-4880 

237-69 

678-18 

81-85 

469-84 

1220-73 

147*33 

470 

33  044 

1*036 

0-0647 

1*4863 

238-93 

678-38 

82-63 

462-08 

1221*09 

148-73 

480 

33*747 

1*016 

00634 

1-4846 

240*16 

678-68 

83-40 

464-29 

1221*44 

150-12 

490 

34*460 

0-996 

0-0622 

1-4830 

241*37 

678-78 

84-16 

466-47 

1221-80 

161-48 

500 

36*164 

0*977 

0*0610 

1-4814 

242-67 

678-97 

84-92 

468  63 

1222*16 

162-86 

To  find  H  and  V  for  wet  steam,  given  0^  and  t  or  p, 

Ht  —  H^  T{0s—  0h    OT  H^T0  —  G. 

7,  -  7  =  7,(Jar,  -  fl)/(fl,  -  St)  Cent.  «  7,(fl,  -  H)/{H,  -  ${t  -  82))  Fahr. 
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TABLE  in.— PBOPEBTIES  OF  SATURATED  STEAM  IN  TERMS  OF  TEMPERATURE. 


III.  {p). — Saturation  Pbbsbubb  p  of  Steam  in  Pounds  peb  sq.  in.  (London)  fob  bach 

Deobee  C.  fbom  op  to  25d°  G. 


Temperature. 

- 

C. 

F. 

OP 

1« 

2° 

8° 

AP 

5" 

OP 

r 

8° 

V* 

0 

32 

008922 

0-09589 

0-10299 

0*11056  0-11862 

0-12720 

0-13632 

0*14601 

0-15631 

0-16724 

10 

60 

017883 

019112 

0-20415 

0-21797 

0-23260 

0-24810 

0*26449 

0-28182 

0*30014 

0-31949 

20 

68 

0-33993 

0-36157 

0-38433 

0-40834  0-43366 

0-46034 

0-48844 

0-61804 

0-54915 

0-58190 

80 

86 

0-61618 

0-65236 

0-69037 

0-73030  0-77222 

0-81624 

0-86234 

0-91075 

0-96150 

10147 

40 

104 

10703 

11286 

1-1896 

1-2534 

1-3202 

1-3900 

1-4631 

1-5393 

1-6187 

1-7020 

50 

122 

1-7888 

1*8793 

1-9738 

2-0723 

2-1750 

2*2820 

2-3935 

2-5096 

2-6305 

2*7664 

60 

140 

2-8873 

30234 

3-1651 

3-3123 

3-4653 

3-6243 

3-7896 

3-9611 

4-1392 

4*3240 

70 

158 

4-5156 

4-7144 

4-9206 

51343 

5-3560 

5-5857 

5-8236 

6-0700 

6-3253 

6*5893 

80 

176 

6-8627 

7-1461 

7-4377 

7-7392 

8-0525 

8-3763 

8-7100 

9-0554 

9-4122 

9-7805 

00 

194 

10161 

10-553 

10-958 

11-375 

11-806 

12-252 

12-710 

13182 

13-670 

14-172 

100 

212 

U-689  -, 

15-222 

15-770 

16-335 

16-916 

17-515 

18131 

18-766 

19-417 

20-088 

110 

230 

20-777 

21-486 

22214 

22-964 

23-733 

24-523 

25-336 

26^170 

27*027 

27-906 

120 

248 

28&08 

29-733 

30-683 

31-658 

32-658 

33-684 

34-735 

35-813 

36*920 

38*052 

130 

266 

39-213 

40*403 

41-621 

42-869 

44-147 

45-456 

46-797 

48109 

49-574 

61011 

140 

284 

52-482 

53-986 

55-525 

57-098 

58-709 

60-355 

62038 

63-759 

65-516 

67-313 

150 

302 

69150 

71026 

72-941 

74-898 

76-897 

78-939 

81-021 

83*150 

85*322 

87-639 

160 

320 

89-800 

92-106 

94-460 

96-861 

99-314 

101-81 

104-36 

106-96 

109-61 

112-31 

170 

338 

115-06 

117-86 

120-72 

123-63 

126-60 

129-62 

132-70 

135*83 

13903 

142-28 

180 

356 

145-59 

148-95 

152-38 

155-87 

159-43 

163-04 

166-72 

170-46 

174*27 

178-14 

190 

374 

18208 

186-08 

190-16 

194-29 

198-50 

202-78 

207-12 

211-55 

21604 

220*60 

200 

392 

225-24 

229-95 

234-73 

239-59 

244-52 

249-53 

254-62 

259-79 

265-05 

270-38 

210 

410 

275-78 

281-26 

286-82 

292-47 

298-20 

304-01 

309-91 

315*90 

321-97 

328*13 

220 

428 

334-38 

340-71 

347-14 

353-66 

360-26 

366-96 

373-76 

380-64 

387-63 

394*70 

230 

446 

401-89 

409-12 

416-46 

423-89 

431-01 

439-06 

446-79 

454*62 

462-56 

470  60 

240 

464 

478-74 

486-95 

495-27 

503-69 

512-21 

520-85 

529-59 

538*43 

547-38 

556-46 

250 

482 

565-63 

574-87 

584-22 

593-69 

603-26 

612-96 

622-74 

632*67 

642*70 

652-84 

0 

1-8 

3-6 

6-4 

r-2 

90 

10-8 

12-6 

14-4 

162 

» 

Equiva 

LENT   Dl 

CQEEBS   I 

LND  Decimate)  F. 

&.HBBNU1 

sit. 

To  reduce  to  kg/sq.  cm.  (London)  multiply  by  0-070307. 

To  reduce  to  Latitude  45''  add  l/2000th  part. 

To  reduce  to  mms.  of  mercury  (Lat.  45°)  multiply  by  760/14*689. 

Reduction  is  best  effected  by  the  aid  of  the  table  of  logarithms  of  the  pressure  given  on  the 
opposite  page. 

The  values  of  p  are  calculated  from  the  thermodynamical  equation  T(k  —  A  a  T0  —  BE,  to  be 
consistent  with  those  of  H  and  0,  They  agree  very  closely  with  experiment  from  OP  to  200**  G. 
Beyond  200°  0.  the  experimental  results  become  less  certain,  but  the  error  of  the  formula  is 
certainly  less  than  V  0.  at  250°  G. 
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TABLE  in.~PBOPEBTIES  OF  SATURATED  STEAM  IN  TEBMS  OF 

TEMPERATURE. 


III. 

(log  P). 

— LOGjo 

P   FOB  BACH  1°  0.  FBOM  0^  TO 

959«»0. 

Temperature. 

C. 

F. 

0° 

1° 

20 

8° 

4P 

5° 

e° 

r 

8° 

9° 

0 

32 

95046 

98176 

01280 

04359 

07416 

10449 

13456 

16440 

19399 

22333 

10 

50 

25244 

28130 

30995 

33839 

36661 

39462 

42241 

44997 

47733 

60446 

20 

68 

53139 

56819 

58471 

61102 

63715 

66308 

68881 

71436 

73969 

76485 

30, 

86 

78971 

81449 

83908 

86360 

88774 

91182 

93668 

96940 

98295 

00632 

40 

104 

02950 

06253 

07639 

09809 

12063 

14302 

16527 

18731 

20917 

23097 

50 

122 

25256 

27400 

29630 

31644 

33745 

35832 

37904 

39961 

42004 

44034 

eo 

140 

46050 

48060 

50039 

62013 

63974 

66922 

57859 

59782 

61692 

63588 

70 

158 

66472 

67343 

69201 

71048 

72884 

74708 

76519 

78319 

80108 

81884 

80 

176 

83649 

85401 

87144 

88874 

90693 

92305 

94002 

96691 

97369 

99036 

90 

194 

00692 

02337 

03971 

06595 

07212 

08819 

10413 

11998 

13576 

16142 

100 

212 

16699 

18246 

19783 

21312 

22831 

24342 

25843 

27336 

28819 

30293 

110 

230 

31769 

33215 

34663 

36104 

37636 

38968 

40373 

41780 

43179 

44669 

120 

248 

46961 

47324 

48690 

60049 

61399 

62742 

54077 

65404 

66726 

68038 

130 

266 

69343 

60641 

61931 

63214 

64490 

66769 

67022 

68277 

69525 

70766 

140 

284 

72001 

73228 

74449 

76662 

76870 

78071 

79266 

80464 

81635 

82810 

150 

302 

83979 

85141 

86297 

87447 

88591 

89729 

90860 

91986 

93106 

94220 

160 

320 

96328 

96429 

97626 

98616 

99701 

00779 

01853 

02921 

03983 

06041 

170 

338 

06092 

07137 

08177 

09212 

10242 

11267 

12287 

13301 

14310 

16314 

180 

356 

16313 

17305 

18294 

19277 

20267 

21230 

22199 

23163 

24122 

26077 

190 

374 

26027 

26971 

27911 

28845 

29776 

30702 

31623 

32641 

33463 

34361 

200 

392 

35265 

36163 

37066 

37947 

38832 

39713 

40590 

41463 

42332 

43197 

210 

410 

44067 

44911 

46761 

46608 

47460 

48289 

49123 

49966 

60782 

51604 

220 

428 

62424 

53239 

54050 

54858 

56661 

66462 

57259 

68062 

58842 

59627 

230 

446 

60410 

61186 

61967 

62726 

63490 

64262 

65010 

66765 

66617 

67265 

240 

464 

68010 

68748 

69484 

70216 

70946 

71671 

72394 

73113 

73829 

74543 

250 

482 

75263 

76957 

76658 

77356 

78060 

78743 

79431 

80118 

80800 

81481 

0 

1-8 

3-6 

5-4 

7-2 

90 

10-8 

12-6 

14-4 

16-2 

EguiYALEirr  DxoBBBe  akd  Dboimals  Fahbbhhbit. 


Logp  «  21-07449  -  2908-39/r  -  4-71734  log  T  +  0-4067(c  -  h)p/T. 

To  reduoe  to  kg/sq.  cm.  add  log  0'070307  <==  2*84696.  To  redaoe  to  mms.  of  msrcury 
(Lat.  45'')  add  1*71382. 

The  oharacteristio  of  the  logarithm  la  omitted,  and  most  he  supplied  hy  inspeotion  lof  the 
tahle  of  p  on  the  opposite  page. 

The  logarithm  of  the  pressure  is  the  quantity  directly  given  by  calculation,  and  most 
often  required  for  other  purposes.  It  should  be  used,  when  possible,  in  preference  to  p  itself, 
beoause  this  procedure  permits  a  more  uniform  degree  of  proportionate  accuracy. 
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TABLE  ni.~PBOPEBTIES  OF' SATURATED  STEAM  IK  TERMS  OF  TEMPERATURE. 

m.  (7). — YoiiUiOB  OF  Satubated  Steam  V^  in  Oubig  F^bt  pbb  P^uxtd  vob  saoh 

1*  0.  FBOM  0*  TO  269<*  0. 


Temperature. 
C.    F. 

0° 

1» 

2P 

2P 

4P 

6« 

\ 

70 

8° 

8» 

0 

32 

3276-9 

3059  3 

2858-5 

2672-6 

2499*9 

2339-6 

\ 
2190-9 

2062-6 

1924*2 

1804*8 

10 

60 

1693-8 

1590-5 

1494-1 

1404*3 

1320*4 

1242-2 

1169-2 

1101-1 

10373 

977*87 

20 

68 

922*19 

869-92 

821-13 

776*45 

732-69 

692-41 

664-84 

619-36 

686*18 

554*98 

80 

86 

525-81 

498-25 

472-33 

447*94 

424-99 

403-33 

382-98 

363-77 

345-64 

328-56 

40 

104 

312-45 

297-24 

282-87 

269-28 

266-45 

244-30 

232-81 

221-96 

211-69 

201-93 

50 

122 

192-72 

183-97 

175-65 

167-84 

160  37 

153*30 

146-58 

140-20 

134-15 

128-38 

60 

140 

122-91 

117-72 

112-76 

108-06 

103-58 

99-307 

95-238 

91-364 

87-673 

84-156 

70 

158 

80-804 

77-606 

74-568 

71-644 

68-861 

66-204 

63*669 

61-244 

68-926 

56-713 

80 

176 

54-596 

52-573 

50-633 

48-781 

47-007 

^6-303 

43-677 

42-116 

40-620 

39187 

90 

194 

37-816 

36-498 

36-235 

^4-024 

32-860 

31-743 

30-670 

29-642 

28-661 

27-702 

100 

212 

26-789 

25-911 

25-067 

24-256 

23-476 

22-724 

22-001 

21-306 

20-636 

10-992 

110 

230 

19-370 

18-774 

18-197 

17-641 

17-105 

16-590 

16-092 

15-612 

15149 

14-702 

120 

248 

14-271 

13-855 

13-454 

13-066 

12-692 

12-330 

11-980 

11-643 

11*316 

11001 

180 

266 

10-696 

10-401 

10116 

9-8404 

9-5737 

9-3156 

9-0664 

8-8236 

8*6894 

8*3627 

140 

284 

8-1431 

7-9304 

7-7245 

7-6252 

7-3317 

7*1443 

6-9625 

6-7864 

6*6158 

6*4502 

150 

302 

6*2895 

6-1339 

5*9828 

5-8361 

5-6939 

5*6569 

5-4218 

5-2916 

5*1652 

5-0424 

160 

320 

4-9232 

4-8076 

4*6951 

4-5860 

4-4796 

4*3763 

4-2758 

4*1782 

40836 

3*9911 

170 

338 

3-9015 

3-8143 

3*7295 

3-6469 

3-6675 

3*4884 

3-4123 

3*3383 

3-2661 

31960 

180 

366 

31275 

30611 

2-9962 

2-9331 

2-8714 

2-8115 

2-7531 

2-6962 

2-6408 

2-6867 

190 

374 

2-5339 

2-4826 

2-4324 

2-3838 

2-3362 

2-2896 

2-2444 

2-2001 

2-1670 

21148 

200 

392 

2-0738 

20337 

1-9948 

1-9566 

1-9193 

1-8830 

1-8474 

1-8128 

1-7788 

1-7468 

210 

410 

1-7134 

1*6819 

1-6511 

1-6210 

1-5916 

1-5629 

1-6348 

1-5073 

1-4804 

1-4542 

220 

428 

1-4285 

1-4034 

1-3788 

1-3548 

1-3314 

1-3084 

1-2860 

1-2639 

1-2424 

1*2214 

230 

446 

1-2007 

1-1807 

1-1611 

1-1419 

1-1230 

1-1046 

1-0864 

1-0688 

10555 

1-0344 

240 

464 

1-0178 

10017 

0-9858 

0*9702 

0-9549 

0-9400 

0-9263 

0*9110 

0*8969 

0-8830 

250 

482 

0-8695 

0*8564 

0-8434 

0*8306 

0-8183 

0*8060 

0-7940 

0*7822 

0*7707 

0-7694 

0 

V8 

36 

6-4 

7-2 

90 

10-8 

12-6 

14-4 

16-2 

EQUIVALBNT  DbGBIOBB  and  DsCIlfALB  FAHBEliraDBIT. 


Formula  F,  =  1-07061 2yp  —  (c  —  h). 

Where  T  =  <  +  278-10"  C„    h  =  0-0160,    and  c  -  0*4218(378-l/!r)^"^« 

p  in  Ibs./sq.  in.  London,    c  and  h  in  cabio  feet  per  poand« 

To  reduce  to  cubic  metres  per  kilogramme  divide  by  16*0184  (or  divide  by  16  and  subtract 
0*00115  of  the  result). 

To  find  y  for  wet  steam,  given  t,  and  H  or  0,  find  Hs  from  Table  HI.,  p.  80  (and  H 
from  Haa  T0  —  O,   Table   IIL,  p.   81,  if  0  only  is   given),  and   substitute  in  the  formula 
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TABUS  m.— PBOPEBTIES  OF  SATURATED  STEAM  IN  TERMS  OF  TEMPERATUBE. 

III.  (c). — CkvAaaBxoAnoN  Volumb  c  in  Gubio  Fbxt  fkb  Pouhd  fob  xaoh 

1^  0.  raoM  0®  TO  269°  0. 


Temp«r»tiire. 

0" 

1° 

V 

y 

4« 

§• 

e° 

T 

fp 

V 

0. 

F. 

0 

32 

1192 

1*177 

1*163 

1-149 

1*136 

1*122 

1-109. 

1*096 

1083 

1-070 

10 

60 

1067 

1046 

1033 

1*021 

1009 

0-9972 

0-9867 

0-9744 

0-9634 

0-9526 

20 

68 

0-9417 

0-9310 

0-9196 

0-9101 

0*9001 

0-8900 

0-8803 

0-8706 

0-8609 

0-8614 

30 

86 

0-8420 

0-8328 

0-8237 

0-8147 

0-8060 

0-7973 

0-7888 

0-7804 

0-7720 

0-7638 

40 

104 

0  7667 

0-7477 

0-7397 

0-7320 

0*7243 

0-7168 

0-7094 

0-7020 

0-6947 

0-6876 

50 

122 

0-68Oi 

0-6734 

0*6666 

0*6697 

0*6630 

0*6466 

0-6400 

0-6336 

0-6272 

0-6209 

eo 

140 

0-6147 

0-6086 

0*6026 

0-6966 

0-6907 

0-6860 

0-6793 

0-6736 

0-6680 

0-6626 

70 

158 

0-6670 

0-6616 

0-6463 

0-6410 

0*6368 

0-6307 

0*6268 

0-6208 

0-6168 

0*6109 

80 

176 

0-6061 

0-6013 

0-4966 

0-4920 

0-4874 

0-4829 

0-4786 

0*4741 

0-4697 

0*4664 

90 

194 

0-4611 

0-4669 

0-4627 

0-4486 

0-4446 

0-4404 

0*4366 

0-4327 

0-4288 

0-4260 

100 

212 

0-4213 

0-4174 

0-4137 

0*4101 

0-4064 

0-4029 

0-3996 

0-3960 

0-3926 

0-3891 

110 

230 

0-3867 

0-3823 

0*3790 

0*3768 

0-3726 

0-3694 

0-3663 

0-3632 

0-3601 

0*3670 

120 

248 

0-3640 

0-3610 

0-3480 

0-3461 

0*3422 

0-3393 

0-3366 

0*3337 

0-3310 

0-3282 

130 

266 

0-3266 

0-3228 

0-3202 

0-3175 

0*3149 

0-3123 

0-3098 

0-3073 

0-3049 

0-3024 

140 

284 

0-3000 

0-2976 

0-2962 

0  2929 

0-2906 

0-2882 

0-2860 

0-2837 

0-2816 

0-2793 

l&O 

302 

0-2771 

0-2749 

0-2727 

0*2706 

0-2684 

0*2663 

0  2643 

0-2622 

0*2602 

0-2682 

160 

320 

0-2662 

0-2642 

0*2623 

0-2603 

0-2484 

0-2466 

0-2448 

0-2430 

0-2411 

0-2393 

170 

338 

0-2376 

0-2367 

0-2340 

0-2322 

0*2305 

0-2287 

0*2270 

0-2263 

0*2237 

0-2220 

180 

356 

0-2204 

0-2188 

0*2172 

0-2166 

0*2141 

0-2126 

0-2110 

0-2096 

0-2080 

0-2065 

190 

374 

0-2060 

0-2036 

0-2021 

0-2006 

01992 

0-1978 

0*1964 

0-1960 

0-1936 

0-1923 

200 

392 

0*1909 

01896 

0*1882 

01869 

0-1866 

0-1843 

0*1830 

0-1817 

0*1806 

01792 

210 

410 

01780 

01768 

01766 

01744 

0-1732 

0-1720 

0-1709 

01697 

01686 

0-1674 

220 

428 

0-1663 

0-1662 

0-1641 

,0-1630 

01619 

0-1608 

01697 

01687 

01576 

0-1666 

230 

446 

0*1666 

0-1646 

0*1634 

0-1624 

0*1614 

0-1604 

0-1496 

01486 

0*1475 

0-1466 

240 

464 

01466 

01446 

0-1437 

01428 

01419 

01410 

01401 

0-1392 

01383 

0*1376 

260 

482 

0-1366 

0-1367 

0-1349 

0*1341 

0-1332 

0-1324 

01316 

0-1308 

01300 

0-1292 

0 

1-8 

36 

5-4 

7-2 

90 

10-8 

12-6 

14-4 

16-2 

Equivalekt  Dxgbbsb  and  Dboimalb  Fahbbhhbit. 


Fonnula  c  =  0*4218(878*l/T)i®/8. 

Where  T  »  278*10  +  t,  Centigrade. 

To  reduce  to  cubic  metres  per  kilo  divide  by  16*0184.  (Divide  by  16  and  subtract  0*00116  of 
the  result.) 

Since  e  is  a  function  of  the  temperature  only,  the  values  given  in  this  table  apply  to  dry  steam, 
vrhether  superheated  or  supersaturated,  as  well  as  to  dry  saturated  steam.  The  relative  values  are 
correct  to  about  1  in  2000,  but  the  absolute  values  are  uncertain  to  about  1  per  cent. 
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TABLB  ni.-PBOP£RTIES  OF  SATURATED  STEAM   IN  TERMS  OF  TEMPERATURE 
in.  (H).— Total  Hsat  H,  ov  Satubatsd  Stbam  m  Msak  Galobixs  G.  fbox  0**  to  259®  C. 

TOB  EACH  DSGBIBB. 


Temp«nitiir6. 

€P 

1° 

2* 

9" 

4P 

6« 

e° 

r 

8° 

9P 

0. 

F. 

0 

32 

694-27 

694-75 

696*23 

596-70 

69618 

696*66 

697*13 

597-60 

598*07 

698-54 

10 

60 

69901 

699*49 

699*96 

600-43 

600-90 

601*37 

601-84 

602*31 

602*78 

603*25 

20 

68 

603*72 

604*19 

604-66 

606*13 

606-60 

60606 

606-53 

607*00 

607*47 

607*94 

80 

86 

608*40 

608-87 

609*33 

609  80 

610*26 

610-73 

611*19 

611*65 

612-12 

612*58 

40 

104 

61304 

613*50 

613-96 

614*42 

614-88 

615*34 

616-80 

616-26 

616*72 

61718 

50 

122 

617*63 

618*09 

618-54 

619-00 

619-46 

619-90 

620*36 

620*81 

62126 

621-71 

60 

140 

62216 

622*61 

623-06 

623-60 

623*96 

624-39 

624*84 

625-28 

625-72 

626*16 

70 

158 

626-60 

627*04 

627*48 

627-91 

628-36 

628*79 

629*22 

629*65 

630*09 

630*52 

80 

176 

630*95 

631*38 

63180 

632-23 

632*65 

63308 

633*50 

633*93 

634-36 

634*77 

90 

194 

63619 

635-61 

63602 

636-44 

636*85 

637*26 

637*67 

638*08 

638-49 

638-90 

100 

212 

639*30 

639-71 

640-11 

640-51 

640*90 

641*30 

641*69 

642-09 

642*48 

642*87 

110 

230 

643-26 

643-66 

644*04 

644-42 

644*80 

646*18 

646-56 

646-94 

646-32 

646*70 

120 

248 

647-07 

647-44 

647*81 

648-18 

648*65 

648*91 

649-28 

649-64 

650*00 

660*36 

180 

266 

660-72 

651*07 

651-43 

65178 

662*13 

662-48 

652-82 

663*17 

65351 

653-85 

140 

284 

66419 

654-63 

654-86 

655*19 

666*62 

656-85 

666-18 

656*51 

656*83 

657*16 

150 

302 

657-47 

657*79 

65810 

658-41 

668*72 

659*03 

669-34 

669-66 

669*95 

660*25 

160 

320 

660-66 

660-86 

661-15 

661-44 

661-73 

662-02 

662-31 

662*60 

662-88 

66316 

170 

338 

663  44 

663-72 

664-00 

664-27 

664*64 

664-81 

665-08 

666*35 

665-62 

666*88 

180 

356 

66614 

666-40 

666-66 

666-91 

667-17 

667-42 

667-67 

667-92 

668-16 

668-41 

190 

374 

668*66 

668-89 

669-13 

669-37 

669-60 

669-83 

67006 

670-29 

670-52 

670-74 

200 

392 

670*96 

671-18 

671*40 

671-62 

671-83 

67204 

672-25 

672-46 

672*67 

672*88 

210 

410 

67309 

673-29 

673-49 

673-69 

673-89 

674-09 

674-28 

674-48 

674*67 

674*87 

220 

428 

676*06 

676-25 

675-44 

676-62 

675-80 

675-98 

676-16 

676-36 

676*53 

676*70 

280 

446 

676-87 

677-05 

677-22 

677*39 

677-56 

677-73 

677-90 

678-06 

678-22 

678-39 

240 

464 

678-66 

678-71 

678-87 

679-03 

679*19 

679-35 

67950 

679*66 

679-81 

679*97 

250 

482 

68012 

680-27 

680*42 

680-57 

680*72 

680-87 

681*02 

681*16 

681*31 

681*45 

0 

1-8 

3-6 

5-4 

7-2 

90 

10-8 

12-6 

14-4 

16-2 

Equiyalbnt  Dbobbes  akd  Dboucals  Fahbxnhbit. 

Equation  Eg  =  SqT  —  {a{n  +  l)c  —  db)p  +  464*00. 

Where  5o  »  (n  +  l)R  » 18  X  0*11012/8,  and  p  =s  saturation  pressure  in  lbs.  per  sq.  in. 
a -144/1400.    c « 0*4218{r/378*l)io/8.    6 « 00160, 

To  reduce  to  British  Thermal  Units,  multiply  by  9/5.    (Subtraot  a  tenth  and  multiply  by  3.) 
No  reduction  required  for  Metric  Units  0. 
To  find  H  for  wet  steam,  given  0  and  t,    H^  Tip  —  O, 

To  find  H  for  wet  steam,  given  V  and  t    Find  V,  from  Table  m.  (F),  p.  28,  and  substitute  in  the 
formula,  7,  -  7  =  7,(£r,  -  H)/{H,  -  sQ. 

When  0  and  V  are  given,  proceed  by  trial  and  interpolation. 
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TABLE  m.— PROPERTIES  OF   SATURATED  STEAM  IN  TERMS  OE 

TEMPERATURE. 

III.  (G). — Thbbmodynamio  Potbzitiaii  (?f  =  Tipg  —  Hg  of  Satubatbd  Stsax  in 

MbAN  GaI<OBIEB  0.  FOB  EACH  V*  FROM  (P  TO  259°  0. 


Temperature. 
a       F. 

OP 

1° 

2° 

3° 

4P 

6" 

6° 

7° 

1 
8° 

9° 

0 

32 

0 

0002 

0-007 

0-016 

0-029 

0046 

0-066 

0-090 

0-116 

0-146 

10 

SO 

0181 

0-218 

0-259 

0-304 

0-352 

0-405 

0-459 

0-517 

0-579 

0646 

20 

68 

0-714 

0-79 

0-86 

0-93 

1-01 

110 

1-19 

1-28 

1-38 

1-48 

30 

86 

1-58 

1-69 

1-79 

1-90 

2-02 

214 

2-26 

2-39 

2-51 

2-64 

40 

104 

2-78 

2-92 

306 

3-20 

3-35 

3-60 

3-66 

3-81 

3-97 

4-13 

50 

122 

4-30 

4-47 

4-64 

4-82 

4-99 

517 

5-36 

6-65 

5-74 

5-93 

60 

140 

613 

6-33 

6-63 

6-74 

6-95 

716 

7-37 

7-69 

7-81 

8-03 

70 

158 

8-28 

8-49 

8-72 

8-96 

9-20 

9-44 

9-68 

9-93 

10-17 

10-43 

80 

176 

10-68 

10-94 

1120 

11-46 

11-73 

1200 

12-27 

12-54 

12-82 

13-10 

90 

194 

13-38 

13-67 

13-96 

14-25 

14-54 

14-84 

15-13 

15-43 

16-74 

16-06 

100 

212 

16-38 

16-67 

16-99 

17-31 

17-63 

17-96 

18-27 

18-60 

18-93 

19-26 

110 

230 

19-60 

19-94 

20-28 

20-62 

20-97 

21-32 

21-67 

22-02 

22-38 

22-74 

120 

248 

23-10 

23-46 

23-83 

24-20 

24-57 

24-96 

26-33 

25-71 

26-09 

26-47 

130 

266 

26-86 

27-25 

27-64 

2804 

28-44 

28-84 

29-24 

29-64 

30-04 

30-46 

140 

284 

30-86 

31-27 

31-68 

3210 

32-52 

32-94 

33-37 

33-80 

34-23 

34-66 

150 

302 

3510 

35-54 

35-98 

36-42 

36-86 

37-31 

37-76 

38-21 

38-66 

3912 

160 

320 

39-58 

4004 

40-50 

40-97 

41-44 

41-91 

42-38 

42-85 

43-33 

43-81 

170 

338 

44-29 

44-77 

45-25 

46-74 

46-23 

46-72 

47-22 

47-72 

48-22 

48-72 

180 

366 

49-22 

49-73 

50-24 

60-75 

61-26 

61-77 

52-29 

52-81 

53-33 

63-85 

190 

374 

54-38 

54-91 

55-44 

56-97 

66-50 

67-04 

57-68 

58-12 

58-66 

69-20 

200 

392 

59-75 

60-30 

60-86 

61-40 

61-96 

62-52 

6;V08 

63-64 

64-20 

64-76 

210 

410 

65-33 

65-90 

66-47 

67-04 

67-62 

68-20 

68-78 

69-36 

69-94 

70-53 

220 

428 

71-12 

71-71 

72-30 

72-89 

73-49 

7409 

74-69 

75-29 

76-89 

76-50 

230 

446 

7711 

77-72 

78-33 

78-94 

79-56 

80-18 

80-80 

81-42 

82-04 

82-67 

240 

464 

83-30 

83-93 

84-56 

85-19 

85-82 

86-46 

87-10 

87-74 

88*38 

89-03 

250 

482 

89-68 

90-33 

90-98 

91-63 

92-28 

92-94 

93-60 

94-26 

94-92 

96-69 

0 

1-8 

3-6 

6-4 

7-2 

90 

10-8 

12-6 

14-4 

162 

Equivalbst  Dbobbbs  and  Dbodcals  Fahbbnhbit. 


Equation  (?,  =  sT  log^  T/Tq  —  «t  —  0-008  t/T^ 

«  2-2949^  logjo  r/2731  - 1  +  ^800  -  0-008  t/SnZ'l 
where  8  »  0-99666,  and  T^t+  278*10. 

To  reduce  G  to  British  Thermal  Units,  multiply  hj  9/5,  or  subtract  a  tenth  and 
multiply  by  3. 

No  reduction  required  for  Metric  Units  Centigrade. 

The  value  of  O  is  the  same  for  water  and  saturated  steam  at  the  same  temperature  or 
pressure,  and  for  a  mixture  of  water  and  steam  in  any  proportions. 
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TABLE  IV.— TOTAL  HEAT  E  OP  SUPERHEATED  OR  SUPERSATURATED  STEAM 

m  MEAN  CALORIES  CENTIGRADE. 


TemperaturOi 

Differ- 
ence for 
lOlbt. 

PreMure  in  poundi  per  sq.  In.    (Kg.  per  aq.  cm.  In  italics.) 

20 

30 

40 

50 

60 

70 

80 

90 

100 

C. 

J. 

10  5.C. 

1W61 

ri(m 

raiss 

S'SlSi 

U'ism 

A-9tl5 

6-6ti6 

6'SM7e 

7-0907 

500 

932 

0*1492 

832*61 

832*46 

832*31 

832*16 

832*02 

831-87 

831-72 

831-67 

831-42 

450 

842 

0*1904 

808*67 

808*48 

808-29 

808*10 

807*91 

807*72 

807*53 

807-34 

80716 

400 

752 

02464 

784*70 

784-46 

784*20 

783-96 

783-71 

783*47 

783-22 

782-97 

782-73 

890 

734 

0*2596 

779*90 

779*64 

779*38 

779*12 

778-88 

778-60 

778-34 

77808 

777-82 

380 

716 

0*2740 

776*10 

774*82 

774-56 

774-28 

774  00 

773-73 

773-45 

773-18 

772-91 

370 

698 

0*2892 

770*30 

770*01 

769-72 

769-43 

769-14 

768-86 

768-66 

76827 

767-98 

360 

680 

0-3056 

766*49 

765  19 

764*88 

764-67 

764*27 

763*96 

763-66 

763*36 

763-05 

850 

662 

0  3232 

760*68 

760*36 

760-04 

769-71 

759-39 

75907 

758*74 

768*42 

758*10 

340 

644 

0*3420 

756-87 

755*53 

755-19 

754-85 

764-51 

754-16 

763*82 

753*48 

763-14 

380 

626 

0*3620 

76106 

750-70 

760*34 

749*98 

749-61 

749-25 

748*89 

748*63 

748-17 

320 

608 

0*3840 

746-25 

746-86 

745*48 

745*09 

744*71 

744-33 

743*94 

743-56 

743*17 

810 

590 

0*4072 

741-43 

741*02 

740*61 

740-21 

739*80 

739-39 

738-98 

738-58 

73817 

800 

572 

0*4324 

736-61 

736-17 

735*74 

735*31 

734*88 

734-44 

73401 

733-68 

733-15 

290 

554 

0-4596 

731-78 

731-32 

730  86 

730*40 

729*94 

729*48 

729-02 

728  66 

72810 

280 

536 

0*4888 

726-95 

726-46 

726*97 

726-48 

724*99 

724-60 

72402 

723-63 

723-04 

270 

518 

0*5204 

722*11 

721*59 

72107 

720*56 

72003 

719-61 

718*99 

718-47 

717-95 

260 

500 

0*5544 

717-27 

716-72 

716-16 

716*61 

715-06 

714*50 

713*95 

713*39 

712-84 

250 

482 

0*5920 

712*43 

711-83 

711*24 

710-65 

710-06 

709*47 

708-87 

708-28 

707-69 

240 

464 

0*6324 

707*57 

706*94 

706-31 

705-68 

705-04 

704*41 

703-78 

703*15 

702*51 

230 

446 

0*6764 

702*71 

702*04 

701-36 

700-69 

70001 

699*33 

698-66 

697-98 

697*30 

220 

428 

0*7244 

697-85 

697- 12 

696-40 

696*67 

694*95 

694-23 

693-60 

692-78 

69205 

210 

410 

0-7768 

692*97 

692*19 

691*42 

690-64 

689-86 

689*09 

688-31 

687-63 

686*76 

200 

392 

0-8340 

688*08 

687*25 

686*42 

686-68 

684*76 

683-91 

683-08 

682-25 

681*41 

190 

374 

0-8968 

683*19 

682-29 

681*39 

680-60 

679*60 

678-70 

677-81 

676*91 

676*01 

180 

356 

0-9656 

678-28 

677-31 

676-35 

675-38 

674*41 

673*46 

672-48 

671*52 

670-66 

170 

338 
320 
302 

284 
266 
248 

1-0422 
1-1256 
1-2187 

1-3208 
1-4345 
1*5615 

673*35 
668*41 
663-46 

658-48 
653-48 
648*46 

672*31 
667*29 
662*24 

657-16 
652*05 

671-27 
666-16 
661-02 

655*84 

670*23 
665*04 
659-80 

654*52 

669*19 
663*91 
658-59 

668*16 
662-79 

66710 
661-66 

666*06 

666*02 

160 

660*54 
664-93 

649-24 
643-44 
637*53 

669-41 

150 

657-37 

651-88 
646-31 
640-66 

66616 

660-56 
644-88 
639*09 

653*71 

140 

653*20 
647*75 
642*21 

647-92 

180 

660-61 
645-34 

649-18 
643*77 

642*01 

120 

646*90 

635-97 

110 

230 
212 

1*7027 
1*8608 

643*40 

641*70 
636*46 

640-00 
634-59 

638*30 
632-73 

636-59 
630*87 

634*89 
629-01 

633*19 
627-15 

631-49 
626-29 

629-79 

100 

638*31 

623-43 

A 

A 

]    H- 

642-82 

647*52 

650*96 

653-60 

655-76 

667-60 

659-20 

660-69 

661-82 

Aw 

■atnmtlon 

C. 

108-87 

121*28 

130*67 

138*30 

144*79 

150-46 

155-62 

160-09 

164-28 

tempenture. 

J    F. 

227-97 

250-31 

267-21 

280-94 

292-62 

302-83 

311-93 

320-16 

327-71 

Formula  H^SqT-  8CP  +  464-00.    8q  =  0-47719. 

To  reduce  to  B«Th.U.  Fahr.,  subtoract  a  tenth  and  multiply  by  2. 

No  reduotion  required  for  Metric  Units  (K.M.C.). 

Values  below  the  black  zigzag  Una  represent  supersaturated  steam. 
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TABLE  IV.— TOTAL  HEAT  H  OP  SUPERHEATED  OR  SUPERSATURATED  STEAM 

IN  MEAN  CALORIES  CENTIGRADE. 


Preasure  in  ponnds  i>er  Bquare  inch. 

(Kg.  per  aq.  cm.  in  italics.) 

120 

140 

160 

180 

200 

250 

800 

860 

400 

460 

600 

8-1,368 

91,890 

ll-fUB 

19-666 

U'061 

17'S77 

t  1-099 

9^-607 

98198 

81-668 

'6'16U 

831-12 

830*82 

830-62 

830-22 

829*93 

829-18 

828*43 

827-69 

826  94 

826-20 

826-46 

806-77 

806-39 

806  00 

806-62 

806-24 

804*29 

803*34 

802*39 

801-43 

800-48 

799*63 

782-23 

781-74 

781-26 

780-76 

780-26 

77903 

777*80 

776-67 

776*33 

774-10 

772-87 

777  30 

776-78 

776-26 

776-76 

776-23 

773*93 

772*63 

771-33 

770-03 

768-74 

767-44 

772-36 

771-81 

771-26 

770-71 

77017 

768*80 

767*43 

766-06 

764*69 

763-32 

761-96 

767-40 

766*83 

766*26 

766-67 

766*09 

763*64 

762*20 

760-76 

769*31 

767-86 

766*41 

762-44 

761-82 

761*21 

760-60 

769*99 

768*46 

766-93 

766-41 

763-88 

762*36 

760-82 

767-46 

766-81 

76616 

766-61 

764*87 

763*26 

761-63 

76002 

748*40 

746-79 

746-17 

762-46 

761-77 

761-09 

760-40 

749*72 

74801 

746-30 

744-69 

742*88 

74117 

739-46 

747-44 

746-72 

746-99 

746-27 

744*66 

742-74 

740-93 

73912 

737*31 

736  60 

733*69 

742-41 

741-64 

740*87 

74010 

739-33 

737-41 

736-49 

733-67 

731-66 

729*73 

727*81 

737-36 

736-64 

736-73 

734-91 

734*10 

732-06 

730-03 

727*99 

726-96 

723-92 

721*88 

732-28 

731-42 

730-66 

729*69 

728*82 

726-66 

724-60 

722*34 

720-17 

718*01 

716*86 

727-18 

726-26 

726-34 

724-43 

723-61 

721-21 

718-91 

716*61 

714-31 

712-02 

709-72 

72206 

721*08 

72011 

719-13 

71816 

716-71 

713-26 

710*82 

708-37 

706*93 

703-49 

716-91 

716-87 

714*83 

713*79 

712-76 

71014 

707-64 

704*94 

702*34 

699-74 

697-13 

711-73 

710-62 

709  61 

708*40  '  707*29 

704-62 

701*76 

698*98 

696*21 

693-43 

690*66 

706-61 

706-32 

699-99 
694*60 
689-16 
683-66 
678-08 

672-43 
666*69 

704-14 

698-72 
693*24 
687*71 
68210 
676-41 

670*63 

702*96 

697-46 
691-89 
686-26 
680-64 
674-74 

668-84 

701-77 

696-19 
690-64 
684-81 
678-99 
67307 

698*81 

69303 
687*16 
681' 19 
67610 

696-86 

689-87 
683*77 
677*66 

692*89 

686*70 
680-39 

689-93 

683-64 
67701  1 

686*97 
680*38 

68401 

701-26 

677*22 

696-96 

673-63 
666-70 
669-67 
662-22 

644*62 
636*76 
628-66 

670*26 

690-60 

673*94 
667*34 
660-66 

663-69 
646*41 
638*98 

670-32 
663*46 
666-39 

649*11 
641-68 
6.33*77 

663*08 

686-20 

671*22 
664*73 

668-08 
661-24 
644*19 

666*68 

679-74 

668-90 

662*66 
666*07 
649-40 

648*06 

674-22 

667-04 
660*90 
664*60 

640*14 

668-62 

664-76 
668-77 

662-83 
666-69 

631*93 

662-94 

660-86 

623*36 

667-16 

664-91 

662-66 

660*41 

648-16 

642-63 

636*91 

631-28 

626-66 

620*03 

614*40 

661-28 

648-84 

646  41 

643-97 

641-63 

636-44 

629*36 

623-26 

617-17 

611-08 

604*99 

646-28 

642-64 

64000 

637-36 

634-72 

628-12 

621*52 

614  92 

608-32 

601-72 

696-12 

639-14 

636-27 

633*41 

630*64 

627-67 

620-60 

613*33 

606-16 

698-99 

691-82 

684*66 

632-86 

629-73 

626*61 

623*48 

620-36 

612-66 

604-76 

696-96 

689*16 

681-34 

673*64 

626-38 

622-98 

619-67 

616- 17 

612-77 

604-26 

696-76 

687-24 

678-73 

670-22 

661-71 

619-71 

616*99 

612-27 

608  66 

604-83 

696-62 

686-22 

676-92 

667-62 

668-32 

649-01 

663-92 

666*69 

667-22 

668-63 

669-69 

67208 

673*97 

676-62 

676-84 

677-97 

678-97 

171-76 

178-31 

184-16 

189-48 

194*36 

206*10 

214*32 

222*46 

229*76 

236*42 

242-57 

UVU 

i62-9$ 

868-49 

87807 

88186 

401-19 

417-78 

482-41 

446-66    467-66 

1 

46863 

Ponnul*  fl" -  So!r -  SCP  +  46400.    Sq -  0-47719. 

To  redaoe  to  B.Th.U.  Fahr.,  subtract  a  tenth  and  multiply  by  S. 

No  redaction  reqaired  for  Metric  Units  (K.M.C.). 

Yalnes  below  the  black  zigzag  line  represent  supersaturated  steam. 
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TABLE   v.— VOLUME    Y  OP    SUPERHEATED    OR    SUPERSATURATED    STEAM 

IN  CUBIC  FEET  PER  POUND. 


Temperature. 


C. 


500 
450 
400 

390 
380 
370 
360 
350 

340 
330 
320 
310 
300 

290 
280 
270 
260 
250 

240 
230 
220 
210 
200 

190 
180 
170 
160 
150 

140 

130 

120 
110 

100 


F. 


n2 

842 
752 

734 

716 
698 
680 
662 

644 
626 

608 
690 
672 

654 
536 
618 
600 
482 

464 
446 

428 
410 
392 

374 
356 
338 
320 
302 

284 

266 

248 
230 

212 


Pressiire  in  poimd«  per  sq.  In.    (Eg.  per  aq.  cm.  In  italics.) 


Saturation     \C. 
Temperature  jF. 


20 


41-363 

38-678 
35*988 

35*450 
34*912 
34-372 
33-834 
3?-295 

32-756 
32215 
31-675 
31135 
30-594 

30-052 
29-510 
28-967 
28-425 
27-881 

27-337 
26-791 
26-246 
25-699 
25-150 

24-601 
24-050 
23-497 
22-944 
22-388 

21-829 
21-268 
20-705 
20-138 


19-567 


108-87 
22797 


30 

9-1099 


27-569 
25-775 
23-978 

23-618 
23-258 
22-897 
22-537 
22-177 

21-815 
21-454 
21092 
20-730 
20-368 

20004 
19-641 
19-277 
18-913 
18-547 

18-181 
17-814 
17-447 
17073 
16-709 

16-338 
15-965 
15-591 

15-216 

14-838 

14-458 
14075 


13-691 
13-302 
12-910 


121*28 
250-31 


40 

9-819S 


20-671 
19*324 
17-973 

17*702 
17-431 
17-160 
16-889 
16*617 

16-345 
16-073 
15*800 
15*528 
15*254 

14981 
14-706 
14-431 
14-156 
13-880 

13-603 
13*326 
13*048 
12-768 
12-488 

12-206 
11-923 
11-638 

11-352 

11063 

10-773 


10-479 

10183 
9-8840 
9-5809 


130*67 
267-21 


60 

S'SISU 


16-532 
15*453 
14*370 

14-152 
13-935 
13-717 
13-500 
13-282 

13-063 
12-845 
12  626 
12-406 
12-187 

11*966 
11-746 
11-524 
11-303 
11080 

10-857 
10-632 
10-408 
10-182 
9-9552 

9-7269 
9-4974 
9-2661 

9-0334 

8-7984 

8-5613 


60 

U'918k 


8-3217 

8-0791 
7-8332 

7-6837 


138-30 
280-94 


13-774 
12872 
11-967 

11-786 
11-604 
11*422 
11*240 
11-058 

10*875 
10-692 
10-509 
10-326 
10141 

9-9569 
9-7718 
9*5863 
9-4002 
9-2134 

9-0260 
8*8376 
8*6483 
8-4582 
8*2668 

8-0743 
7*8805 
7-6850 
7-4878 
7-2886 


70871 

6-8832 

6-6762 
6-4661 

6-2522 


144-79 
292-62 


70 

U'9915 


11-803 
11-029 
10-252 

10-096 
9-9396 
9*7833 
9-6266 
9-4698 

9-3125 
9-1551 
8-9973 
8-8391 
8-6805 

8-5215 
8-3620 
8-2019 
80413 
7-8800 

7-7180 
7-5651 
7-3913 
7-2267 
7-0609 

6-8938 
6*7265 
6*5555 

6-3838 


6-2101 

6*0341 

5-8667 

5-6742 
6-4896 

6-3001 


150-46 
302-83 


80 

6691S 


10-325 
9-6466 
8*9648 

8-8281 
8*6910 
8-6537 
8-4162 
8-2785 

8-1403 
8-0020 
7-8634 
7-7243 

7*6848 

7-4449 
7-3045 
71636 
70221 
6*8799 

6-7370 
6-6933 
6-4486 
6-3031 
6-1664 

6-0086 
5-8592 
6-7083 

6-6668 


6-4012 

6-2443 
6-0860 
4-9227 
4-7672 

4-6878 


166*62 
311-93 


90 

6'St76 


9-1764 
8-6714 
7*9640 

7-8421 
7*7200 
7*6976 
7*4748 
7*3520 

7-2287 
7-1052 
6-9815 
6-8672 
6*7327 

6-6076 
6-4821 
6*3560 
6-2296 
6-1021 

5-9741 
5-8462 
6-7166 
6-6848 
6-4629 

6-3199 
6-1865 
6-0496 


100 

7-os(n 


4-9118 
4*7721 

4-6301 
4-4866 

4-3382 
41876 

4-0331 


160-09 
32016 


8-2568 
7-7111 
7-1632 

7-0633 
6-9430 
6-8326 
6-7217 
6-6107 

6-4994 
6-3878 
6-2760 
6-1636 
6-0609 

5*9378 
5-8241 
5-7100 
6*6953 
6-4798 

6*3637 
5*2467 
6-1289 
5-0101 
4-8901 

4-7690 
4-6466 
4-5224 


4-3966 
4-2687 

4-1386 

4-0061 

3-8706 
3*7318 

3-6892 


164-28 
32771 


To  reduce  to  oabio  metres  per  kilogram  divide  by  16-0184  (divide  by  16  and  sabtraot 
0-00115  of  the  result). 

No  reduction  required  for  P.P.P.  units. 
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TABLE  v.— VOLUME   F  OP  SUPERHEATED  OR  SUPERSATURATED  STEAM 

IN  CUBIC  FEET  PER  POUND. 


Pressure  in  pounds  per  sq.  in.    (Kg,  per  sq.  cm.  in  Italics.) 


120 

140 

160 

180 

200 

260 

300 

860 

400 

460 

600 

8-1,368 

9'kSSO 

11'8A9 

lt'655 

U-061 

17-677 

1 1-099 

SU-607 

t8'li5 

S1-6S8 

85-16h 

6-8763 

5-8910 

51520 

4-5772 

41173 

3-2897 

2-7379 

2-3437 

2-0481 

1-8182 

1-6342 

6-4209 

5-4993 

4-8081 

4-2705 

3-8404 

30662 

2*5501 

2-1815 

1-9050 

1-6900 

1*6179 

6-0009 

5-1043 

4-4609 

3-9605 

3-5601 

2-8395 

2-3591 

2-0160 

1-7586 

1-5584 

1*3983 

6-8701 

50250 

4-3911 

3-8982 

3-5037 

2-7937 

2*3205 

1-9826 

1*7289 

1-5317 

1*3739 

5-7776 

4-9452 

4-3209 

3-8353 

3-4469 

2-7477 

2-2815 

1-9486 

1-6988 

1-5046 

1*3492 

5-6850 

4-8653 

4-2506 

3-7725 

3-3899 

2-7014 

2-2424 

1-9146 

1-6687 

1-4774 

1*3244 

5-5921 

4*7852 

4-1800 

3-7093 

3-3327 

2-6549 

2-2030 

1-8803 

1-6382 

1*4499 

1-2993 

5-4989 

4-7048 

4-1091 

3-6459 

3-2753 

2-6081 

21635 

1-8458 

1-6075 

1-4222 

1*2740 

5-4054 

4-6240 

40379 

3-5821 

3-2175 

2-5611 

2*1235 

1-8109 

1*6766 

1-3941 

1*2483 

5-3117 

4-5430 

3-9665 

3-5182 

31594 

2-5137 

2-0833 

1-7758 

1-5462 

1*3659 

1*2224 

5-2177 

4-4618 

3-8948 

3-4539 

3-1011 

2-4661 

2-0428 

1-7404 

1-6136 

1*3373 

1*1962 

5-1232 

4-3800 

3-8226 

3-3891 

3-0423 

2-4179 

2  0018 

1-7046 

1-4816 

1-3082 

11694 

50284 

4-2980 

3-7501 

3-3240 

2-9831 

2-3696 

1-9605 

1-6683 

1-4492 

1-2788 

1-1424 

4-9330 

4-2153 

3-6771 

3-2585 

2-9235 

2-3206 

1-9187 

1-6317 

1*4164 

1*2489 

11149 

4-8372 

4-1323 

3-6036 

3-1924 

2-8634 

2-2712 

1-8765 

1-5945 

1-3830 

1-2185 

1-0869 

4-7409 

4  0487 

3-5295 

3-1258 

2-8027 

2-2212 

1-8337 

1-6668 

1-3491 

1-1876 

1*0684 

4-6441 

3-9646 

34550 

3-0587 

2-7416 

2-1709 

1-7894 

1-6186 

1*3148 

1-1562 

1-0294 

4-5465 

3-8798 

3-7942 
3-7078 
36205 
3-5324 
3-4430 

3-3524 
3-2606 

3-3797 

3-3037 
3-2269 
3-1492 
30706 
2-9908 

2-9097 

2-9908 

2-9222 
2-8529 
2-7826 
2-7114 
2*6390 

2-6797 

2-6171 
2-5536 
2-4893 
2-4241 
2-3576 

2-1196 

20677 
2-0149 
1-9614 
1-9068 

1*7463 

1*7015 
1-6569 
1-6094 

1-4796 

1-4399 
13994 

1-2796 

1-2437 
1-2071 

1-1240 
10911 

0-9996 

4-4481 

0-9691 
09377 

4-3490 

10674 
10229 
0-9874 
0-9607 

0-9128 
0-8736 
0-8327 

4-2490 

1-3580 
1-3168 
1-2723 

1*2276 
1-1816 
11339 

11695 
11310 
1-0914 

1*0505 
1-0083 
0-9645 

0-9065 

4-1481 

1-5620 
1-5135 

1-4637 
1*4126 
1-3698 

0-8724 

4-0459 

18511 

1-7941 
1-7360 
1-6760 

0-8381 

3-9427 

2  5655 

2-2900 

0-8026 

3-8380 

2-8274 
2-7434 

2-4906 
2-4140 

2-2210 
2-1504 

0-7668 

3-7317 

3-1670 

0-7273 

3-6238 

30718 

2-6578 

2-3358 

20782 

1-6145 

1-3064 

1-0846 

0-9190 

0*7902 

0-6872 

3-5138 

2-9745 

2-5701 

2-2556 

2-0039 

1-5508 

1-2489 

1-0332 

0  8714 

0-7456 

0-6449 

3-4016 

2-8751 

2-4802 

2-1731 

1-9273 

1-4861 

1-1902 

0-9796 

0-8217 

0-6984 

0-6006 

3-2869 

2-7731 

2-3878 

2-0881 

1-8483 

1-4167 

1-1290 

0*9235 

0-7694 

0-6496 

0-5636 

3-1791 

2-6681 

2-2924 

20001 

1-7663 

1-3454 

1-0649 

0-8645 

0-7141 

0-5972 

0-6037 

3-0482 

2-5599 

2-1937 

1-9089 

1-6810 

1-2708 

0-9975 

0-8022 

0-6557 

0-5417 

0-4606 

2-9235 

2-4480 

2-0913 

18140 

1-5920 

1-1926 

0-9263 

0-7461 

0*6934 

0-4826 

0-3937 

171-76 

178-31 

184-16 

189-48 

194-36 

205-10 

214-32 

222-45 

229*75 

236-42 

242-57 

34115 

352-96 

363-49 

373-07 

381-85 

401-19 

417-78 

432-41 

445-55 

457-56 

468-63 

Values  below  the  black  zigzag  line  represent  supersaturated  steam. 
Formula  V«  1-07061T/P  -  0'^21S{Ty^/T)^^^  +  0*0160, 
where  T—  273-10  +  t  Cent.,  and  Tj  =  373-10**. 
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TABLE  YI.— ENTROPY  4>  OF  SUPERHEATED  OR  SUPERSATURATED  STEAM 
IN  THERMAL  UNITS  PER  DEGREE,  CENTIGRADE  OR  FAHRENHEIT. 


Tempentmre. 


500  932 
450  842 
400      762 


890 
880 
370 
360 
850 

840 
830 
820 
310 
800 

290 
280 
270 
260 
250 

240 
230 
220 
210 
200 

190 
180 
170 
160 
150 

140 
130 
120 
110 
100 


734 
716 
698 
680 
662 

644 
626 
608 
690 
672 

664 
636 
618 
600 
482 

464 
446 
428 
410 
392 

374 
366 
338 

320 

302 

284 

266 

248 
230 

212 


Preaanre  in  pounds  per  iq.  in.    (Kg.  per  iq.  cm.  in  italici.) 


20 

VW61 


Saturation    "^C 
Temperature  jF. 


07640 
04439 
01003 

00284 
99555 
98813 
98061 
97294 

96515 
96724 
94919 
94099 
93264 

92416 
91561 
90667 
89768 
88850 

87914 
86957 
85980 
84979 
83957 

82912 
81839 
80740 
79612 
78454 

77264 
76038 
74776 
73473 


72127 


108-87 
22797 


1 


80 


03158 
99952 
96608 

96787 
96056 
94310 
93557 
92787 

92006 
91211 
90402 
89578 
88739 

87886 
87016 
86126 
85221 
84296 

83352 
82386 
81399 
80388 
79364 

78295 
77208 
76092 

74944 

73765 

72660 
71297 


70002 
68663 
67276 


121*28 
26031 


40 

§'8138 


99974 
96762 
93310 

92587 
91853 
91107 
90360 
89677 

88792 
87996 
87182 
86354 
85611 

84663 
83778 
82882 
81970 
81038 

80087 
79112 
78116 
77094 
76048 

74975 
73873 
72740 

71673 
70372 

69133 


60 

S'BISU 


67862 

66626 
65149 

63720 


130-67 
26721 


97600 
94283 
90823 

90098 
89362 
88613 
87863 
87078 

86290 
86489 
84673 
83841 
82993 

82131 
81260 
80349 
79431 
78492 

77632 
76649 
76643 
74610 
73462 

72366 
71249 
70099 

68913 

67690 

66427 


66118 
63769 
62347 

60876 


138-30 
280-94 


60 

utm. 

95465 
92252 

88784 

88067 
87319 
86567 
86806 
86028 

84236 
83432 
82613 
81777 
80924 

80067 
79171 
78264 
77340 
76393 

76426 
74434 
73418 
72376 
71306 

70206 
69073 
67906 

66702 
66467 


64170 
62832 
61442 
69993 
68479 


144-79 
292  62 


70 

U'9tl5 


93762 
90534 
87068 


86329  84826 


86689 
84835 
84071 
83290 

82496 
81688 
80866 
80025 
79168 

78296 
77406 
76492 
76662 
74607 

73633 
72632 
71607 
70663 
69471 

68368 
67210 
66026 

64803 


63636 

62226 
60869 
59437 
67962 

66396 


160-46 
302-83 


80 

6-6tUS 


92274 
89040 
85566 


84082 
83326 
82569 
81776 

80978 
80168 
79341 
78497 
77636 

76769 
76863 
74944 
74007 
73046 

72064 
71054 
70019 
68966 
67861 

66734 
66672 
64371 

63128 


61840 

60504 

69111 

67666 
56134 

54638 


166-62 
311-93 


90 

6'St76 


90960 
87721 
84229 

83496 
82751 
81993 
81223 
80437 

79636 
78822 
77992 
77144 
76278 

75397 
74496 
73571 
72627 
71660 

70670 
69661 
68607 
67631 
66426 

66286 
64108 
62890 


100 

7-(W7 


61628 
60319 

68968 

67637 

66060 
64492 

62862 


89785 
86640 
83040 

82305 
81658 
80797 
80025 
79236 

78432 
77615 
76781 
76929 
76059 

74173 
73266 
72336 
71386 
70411 

69413 
68386 
67332 
66246 
66128 

63975 
62782 
61647 


160-09 
320-16 


60266 
68936 

67660 
66101 

64683 
62988 
61307 


164-28 
327-71 


The  characteristio  (or  figure  before  the  decimal  point)  asd  the  decimal  point  are 
omitted.  The  characteristic  is  always  unity,  except  for  the  first  four  values  under 
20  lbs.,  and  the  first  only  under  80  lbs.,  for  which  the  characteristic  is  2. 

The  entropy  is  the  same  in  all  systems  of  units. 
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TABLE  VI.— ENTROPY  4>  OF  SUPERHEATED  OR  SUPERSATURATED  STEAM 
IN  THERMAL  UNITS  PER  DEGREE,  CENTIGRADE  OR  FAHRENHEIT. 


Pressure  in  ponnds  per  sq.  tn.  (Eg.  per  sq. 

cm.  in  italics.) 

120 

140 

160 

180 

200 

250 

300 

350 

400 

450 

600 

8'JiS68 

9-1,880 

ll'iAB 

is-ess 

U-061 

17-677 

91-008 

»u-m 

88188 

81-638 

S5'15k 

87744 

86014 

84511 

83180 

81987 

79448 

77357 

1661S 

74024 

72647 

71403 

84488 

82747 

81233 

79891 

78687 

76120 

74002 

72195 

70614 

69207 

67938 

80972 

79215 

77685 

76327 

75107 

72500 

70342 

68495 

66874 

65427 

64118 

80233 

78472 

76938 

75576 

74352 

71735 

69567 

67710 

66079 

64622 

63303 

79482 

77716 

76177 

74811 

73583 

70955 

68776 

66908 

65266 

63798 

62468 

78716 

76946 

75402 

74031 

72798 

70158 

67957 

66087 

64433 

62953 

61611 

77939 

76164 

74615 

73239 

72001 

69349 

67145 

65253 

63586 

62094 

60739 

77144 

75363 

73810 

72428 

71184 

68518 

66300 

64394 

62713 

61207 

59838 

76334 

74547 

72987 

71599 

70349 

67667 

65434 

63512 

61816 

60294 

68910 

75510 

73717 

72150 

70756 

69499 

66800 

64551 

62612 

60900 

59361 

57961 

74670 

72868 

71295 

69893 

68629 

65913 

63645 

61689 

59958 

58402 

66983 

73809 

72000 

70419 

69009 

67737 

65001 

62713 

60737 

58986 

67409 

55971 

72930 

71113 

69523 

68104 

66828 

64065 

61755 

59767 

57984 

56386 

54925 

72035 

70208 

68608 

67180 

65890 

63108 

60775 

58733 

56957 

55335 

53851 

71117 

69280 

67669 

66231 

64930 

62121 

59762 

67714 

65891 

54242 

52732 

70176 

68327 

66705 

65255 

63943 

61106 

58718 

56641 

54790 

53113 

51674 

69213 

67351 

65717 

64254 

62929 

60060 

57640 

65531 

53648 

51939 

50368 

68224 

66348 

65319 
64257 
63165 
62036 
60870 

59663 
58410 

64699 

63654 
62575 
61464 
60313 
59123 

57890 

63222 

62161 
61065 
59934 
58763 
57549 

56288 

61883 

60807 
59693 
58543 
57350 
56112 

58978 

57863 
56706 
55508 
54261 

56523 

55369 
54168 
52922 

54378 

53186 
51941 

52460 

51228 
49949 

50715 
49444 

49109 

67210 

47799 

66166 

48113 
46723 
45262 
43725 

42103 
40379 
38550 

46424 

65093 

60647 
49294 
47876 

46387 
44817 
43157 

48598 
47191 
45713 

44158 
42512 
40767 

44986 

63985 

51622 
50264 

48843 
47348 
45774 

43472 

62844 

52964 

51609 
50190 
48700 

41874 

61664 

54825 
53481 
62076 

40185 

60440 

56606 
55270 

54975 
53604 

38388 

59171 

57107 

36473 

57852 

55750 

53874 

52170 

50604 

47133 

44110 

41399 

38914 

36601 

34428 

56478 

54332 

52413 

50666 

49057 

45478 

42348 

39527 

36934 

34514 

32232 

55044 

52849 

50881 

49085 

47428 

43726 

40474 

37532 

34816 

32274 

29872 

53539 

51289 

49265 

47413 

45700. 

41869 

38467 

35386 

32531 

29850 

27307 

51957 

49643 

47555 

45639 

43863 

3986] 

36310 

33071 

30057 

27214 

24513 

50290 

47903 

45742 

43754 

41903 

37720 

33988 

30563 

27367 

24345 

21460 

48525 

46053 

43809 

41736 

39803 

35410 

31467 

27835 

24429 

21194 

18102 

171-75 

178-31 

18416 

189-48 

194-36 

205-10 

214-32 

222-45 

229-75 

236-42 

242-57 

34115 

35296 

36349 

37307 

381-85 

40119 

417-78 

432-41 

445-55 

457-56 

468-63 

Values  below  the  black  zigzag  line  represent  supersaturated  steam. 
0  =  1-09876  log  (T/Ti)  -  0-26366  log  (P/Pi)  -  ancP/T  +  1-76800, 
where  T^  »»  878-10^,  P^  — 14*6890,  and  the  logs  are  to  the  base  10. 
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TABLE  VII.— THERMODYNAMIC  POTENTIAL,  G  =  T^P  -  H,  OP  SUPERHEATED 
OR  SUPERSATURATED  STEAM,  IN   MEAN  CALORIES  CENTIGRADE. 


ature. 

Pressure  In  pounds  per  sq.  in.    (Kg.  per  sq.  cm.  in  italics.) 

Temper 

20 

30 

40 

60 

60 

70 

80 

90 

100 

a 

F. 

1-A061 

t-1099 

t'SltS 

SSlSk 

u-nm 

U-9tl5 

B-eSUB 

6'S876 

7-0907 

500 

932 

772*65 

738*16 

713*69 

694*71 

679-20 

666-11 

654-76 

644-75 

635*81 

450 

842 

669*63 

637*37 

614-51 

596*77 

582-27 

570*03 

669*42 

65007 

541*72 

400 

762 

568*26 

538*24 

516*97 

600*47 

486*99 

475*62 

466*75 

45707 

449-31 

890 

734 

54818 

518*63 

497*67 

481*42 

46814 

456*95 

447-24 

438-71 

431-04 

380 

716 

528*19 

499-08 

478-44 

462-44 

449*37 

438-34 

428-78 

420-36 

412-85 

370 

698 

508*28 

479-62 

459-30 

443*56 

430-68 

419*83 

410*42 

402-13 

394*73 

860 

680 

488*44 

460-22 

440*22 

424-72 

412-07 

401-38 

392*12 

383  97 

376-69 

850 

662 

468*65 

440*91 

421*23 

406*97 

39352 

38301 

373*90 

366-88 

368*72 

340 

644 

448*96 

421*66 

402*30 

387*30 

375-05 

364*71 

366-76 

347-88 

340*83 

330 

626 

429*35 

402*49 

383*46 

368*71 

356-67 

346*51 

337-70 

329*95 

32303 

320 

608 

409-82 

383-42 

364*70 

360*20 

338*37 

328*38 

319*73 

312*10 

305*31 

310 

690 

390*37 

364*41 

346-03 

331*78 

320*15 

310-33 

301*83 

294*35 

287-67 

300 

672 

370*99 

345*50 

327*43 

313*44 

302-00 

292*37 

284*03 

276*67 

270-12 

290 

654 

351*72 

326*67 

308*92 

29518 

283-96 

274*50 

266-31 

269*10 

252-66 

280 

636 

332-52 

307-93 

290*60 

277*01 

26600 

256*72 

248*67 

241*60 

236-29 

270 

618 

313-41 

289*26 

272*16 

258-92 

248*13 

23901 

231-13 

224-19 

21801 

260 

600 

294*38 

270*70 

253-92 

240-94 

230*34 

221*42 

213-68 

206*89 

200*82 

250 

482 

275-45 

252*22 

235*78 

222*94 

212*65 

203*91 

196*33 

189-66 

183-73 

240 

464 

256-62 

233*84 

217-72 

205*25 

195*07 

186*50 

17908 

172*66 

166*74 

230 

446 

237*88 

215*56 

199-76 

187*54 

177*58 

16918 

161-93 

155-54 

149-86 

220 

428 

219*23 

197*36 

181*90 

169*93 

16018 

151-97 

144-87 

138-62 

13307 

210 

410 

200-66 

179*26 

164*  12 

152*42 

142*88 

134*86 

127*91 

121*81 

116*38 

200 

392 

182-22 

161*28 

146*47 

135-02 

126-70 

117*86 

111-07 

105-11 

99*81 

190 

374 

163*88 

143-39 

128-92 

117-73 

108-63 

100-96 

94*34 

88-53 

83  36 

180 

356 

145*65 

125-63 

111*48 

100-55 

91-66 

84-19 

77-73 

7206 

6702 

170 

338 
320 
302 

284 
266 
248 

127*51 

109*49 

91*59 

73*80 
56*14 
37-59 

107*95 
90-41 
72*97 

55-65 
38*46 

94-14 
76*93 
59*83 

42*86 

83*48 
66*54 
49*70 

32*99 

+  16-41 

-003 

74-79 
58*08 
41*47 

67*53 
50-98 

61-23 
44-85 

55-71 

50-80 

160 

39-48 
23*38 

+7*41 

-8*41 

24-09 

34*71 

150 

34-56 

18-27 

+2-11 

-13*91 

28-60 

+  12*48 

-3*50 

19*34 

18-76 

140 

24*98 
+8*63 
-7*58 

+2*92 

130 

26-00 
+9-28 

-12-77 

120 

21-38 

28-30 

110 

230 
212 

21*18 

+4*46 
-12*35 

-7*30 

23*76 

16*34 
32*51 

23*65 
39-58 

29*77 
45*49 

35-03 
60*58 

39  62 
65*00 

43-68 

100 

+3*89 

68  90 

Saturation     C. 

108*87 

121*28 

130-67 

138*30 

144*79 

150-46 

156-62 

160-09 

164*28 

Temperature  F. 

227-97 

250-31 

267-21 

28094 

292-62 

302-83 

311-93 

320-16 

327-71 

The  sign  of  Q  cbaDges  from  positive  to  negative  a  little  below  the  saturation  line,  as 
indicated  by  the  signs  +  and  — . 

G  =  S^T  log,  (T/rj  -  RT  log,  (P/P{)  +  a(c  -  6)P  +  (0i  -  5o)r -  B 


where  T,  «  878*10°,  Pj 


14-6890  lbs.,  01  =  1*76300,  B ^ 464-00,  ^Sg is 047719. 
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TABU    Tn.— THEBMODYNAMIO    POTENTIAL,    Q  =  10  -  H,    OF    SUPERHEATED 
OB  SUPERSATURATED  STEAM,  IN   MEAN   CALORIES  CENTIGRADE, 


PHBun.lnpoiuid.pwiq.  In.    (Kg.pM-iq. 

■n.  In  lUtla.) 

120 

140 

160 

180 

too 

260 

800 

3  GO 

400 

460      ,      GOO 

8'iaiw 

9iSM 

utia 

it-esi 

u-oei 

ivsn 

«-09f 

«-«>7 

WIM 

S1-B38     1     3S-IM 

620-32 

607-24 

595-93 

585-93 

677-02 

558-12 

542-70 

620-70 

618-44 

608-61  '  499-66 

627-27 

61608 

604-48 

495-16 

486-84 

469-22 

464-86 

44276 

432-28 

42306 

414-81 

435-86 

424-65 

414-74 

40609 

398-37 

382-05 

368-76 

367-65 

347-88 

339-38 

331-78 

41732 

406-66 

397-00 

388  60 

380-90 

364-84 

3B1-76 

340-74 

331-24 

322-86 

316-41 

3W'S3 

388-86 

379-36 

370-97 

363-60 

347-70 

334-84 

324-01 

31466 

306-44 

290-11 

381-92 

371-12 

361-76 

353-63 

34018 

330-66 

31800 

307-30 

29818 

29010 

282-91 

364-08 

353-46 

344-27 

336-17 

328-95 

313-67 

301-24 

290-79 

281-78 

273-84 

266-79 

346-33 

336-88 

326-84 

318-87 

311-78 

206-77 

284-57 

274-31 

266-46 

267-68 

260-77 

328  66 

318-38 

309-50 

301-67 

294-70 

279-96 

267-98 

267-91 

249-23 

241-60 

234-83 

3U-06 

300  96 

202-26 

284-56 

277-70 

263-23 

261-48 

241-60 

23309 

225-60     21808 

2935S 

283-63 

275-07 

267-53 

260-80 

246  60 

23507 

226-39 

21706 

209-73 

203-23 

276-13 

286-39 

267-98 

250-r>7 

243-98 

230-06 

218-76 

20927 

201-10 

193-94 

187-58 

268-79 

249-23 

240-98 

233-72 

227-24 

21300 

202-63 

19324 

186-26 

17824 

17204 

24rM 

232-18 

224-08 

216-96 

210-62 

197-25 

186-40 

177-32 

169-61 

162-67 

166  60 

224-38 

216-20 

207-26 

200-29 

194-07 

180-90 

170-38 

181-50 

163-87 

147-18 

141-27 

207-31 

198-32 

190-54 

183-71 

177-63 

164-82 

164-45 

146  78 

138-34 

131-81 

126-06 

190-34 

181-54 

173-93 

187-24 

161-29 

148-77 

138-63 

13017 

122-91 

116-66 

110-96 

17347 

164-84 

157-40 

100-66 

146-04 

132  80 

122  02 

114-67 

107-60 

101-42 

96-98 

1B8-71 

148-27 
131-79 
116-41 

W-14 
83-00 

66-97 
5107 

140-98 

124-68 
108-47 
92-38 

76-40 

60- 85 

134-60 
118-43 
102-38 
86-44 
70-63 

64-93 

128-91 
112-89 
96-97 
81- 16 
66-SO 

116-96 
101-24 
86-63 
70-13 

107-33 
91-86 

76-50 

99-30 
84-04 

92-42 

77-36 

86-42 

-8114 

14004 

71-65 
56-80 
4219 
27-75 

+  13-45 
-067 

-14-62 

66-42 

123-47 

68  91 
53-74 
3904 

24-32 

+6  77 
-4-64 

62-43 

47-64 
3299 

18-50 
+4-17 
-1001 

5186 

107-01 

61-26 
46-17 

31-21 
16-41 

+  1-74 

37-42 

9067 

64-77 

39-64 

24-46 
+9-61 

2316 

74-44 

"49-96 
34-66 

+906 

68  36 

44-83 
29-24 

39-38 

-4-87 

■  42-36 

36-29 

23-94  I     19-20 

-18-62 

26  51 

+  19-65 

+  13-77 

+8-68     +4-12 

-6-28 

-12-76 

-18-86 

-23-99 

28-48 

3217 

+  10-78 

+4-U 

-154 

-6-50 

-10-87 

-19-03 

-27-07 

32-91 

37-78 

41-04 

46-60 

-4-80 

-11-22 

-16-71 

-21-48 

-26-60 

34-39 

41-22 

46-77 

61-38 

56-29 

58-61 

20-22 

-26-43 

31-72 

36-31 

40-36 

48-67 

55-17 

60-42 

64-74 

68-30 

71-48 

36-49 

4148 

46-67 

60-96 

5484 

62-76 

68-91 

73-84 

77-87 

81-24 

8407 

50-01 

56-36 

61-22 

66-43 

69  11 

76-6J 

66-66 

71-06 

76-71 

79-72 

83-21 

00- 3C 

17176 

178-31 

184- in 

189-48 

194-36 

2061C 

3iri5 

352-96 

363-49 

373-07 

331SS 

ioin 

To  rednoe  to  B.Th.U.  Fahi.,  subtract  a  tenth  a 
No  leduotioD  required  foe  MetTio  Units  (K.M.C 
Taluaa  below  the  black  ligcag  line  represent  au 


TABLE  Vin.— ADIABATTC  HEATDROP  TO  1  LB.  ABS.  IN  CALS.  C.  FROM 

INITIAL  STATES:— 


Temperature 
C.         F. 


Initial  Pressuies  in  Lbs.  per  Sq.  In.  Abs. 


15 


500 
450 
400 

890 
380 
870 
860 
350 

340 
830 
320 
310 
300 

200 
280 
270 
260 
250 

240 
230 
220 
210 
200 

190 
180 
170 
160 
150 

140 
130 
120 
110 
100 


932 
842 
752 

734 
716 
698 
680 
662 

644 
626 
608 
590 
672 

554 
536 
518 
500 
482 

464 
446 
428 
410 
392 

374 
356 
338 
320 
302 

284 
266 
248 
230 
212 


Dry 

8at 


•  [t  F. 


177-94 
163-97 
150-69 

14816 
145-64 
14313 
140-69 
138-28 

135-90 
133-57 
131-28 
129-01 
126-80 

126-64 
122-50 
120-43 
118-41 
116-42 

114-50 
112-64 
110-81 
10907 
107-38 

105-73 
104-17 
102-69. 
101-28 
99-94 

98-69 
97-64 
96-47 
95-45 
94-56 


94-64 
100-58 
213-04 


20 


187-77 
173-78 
160-60 

157-96 
156-43 
152-93 
150-48 
148-07 

145-68 
143-34 
141-05 
138-78 
136-55 

134-39 
132-25 
130-17 
12814 
126-14 

124-21 
112-34 
120-51 
118-76 
117-06 

115-40 
113-83 
112-34 
110-92 
109-56 

108-30 
10713 
106-05 
105-02 
104-11 


104-95 
108-87 
227-97 


80 


201-67 
187-57 
174-31 

171-71 
169-18 
166-68 
164-23 
161-80 

159  39 
15704 
154-73 
152-48 
150-24 

148-06 
145-90 
143-81 
141-75 
139-76 

137-80 
135-91 
13408 
132-31 
130-57 

128-91 
127-31 
125-80 
124-33 
122-97 

121-68 
120-48 
119-37 
118-27 
117-18 


119-50 
121-28 
250-31 


40 


211-31 
197-32 
184-01 

181-46 
178-91 
176-40 
173-93 
171-49 

16909 
166-72 
164-39 
162-10 
159-87 

157-67 
155-52 
153-41 
151-35 
149-32 

147-36 
145-43 
143-69 
141-79 
140-06 

138-35 
136-74 
135-21 
133-72 
132-33 

131-01 
129-80 
128-59 
127-38 
126-16 


129-87 
130-67 
267-21 


50 


218-90 
204-86 
191-52 

188-96 
186-40 
183-87 
181-40 
178-95 

176-55 
174-18 
171-84 
169-54 
167-28 

165-07 
162-90 
160-79 
158-70 
156-67 

154*68 
152-76 
150-89 
149-06 
147-32 

146-61 
143-97 
142-40 
140-89 
139-49 

13815 
136-85 
135-54 
134-22 
132-87 


137-92 
138-30 
280-94 


60 


225-00 
21101 
197-62 

19507 
192-51 
189-99 
187-47 
185-03 

182-62 
180-22 
177-88 
175-58 
173-33 

171-09 
168-90 
166-74 
164-67 
162-62 

160-63 
158-67 
156-79 
154-96 
15317 

161-44 
149-78 
148-22 
146-67 
145-23 

143-86 
142-47 
141-07 
139-64 
138-20 


144-53 
144-79 
292-62 


70 


230-25 
216-18 
202-78 

200-18 
197-60 
195-07 
192-58 
190-13 

187-69 
185-30 
182-94 
180-62 
178-37 

17613 
173-91 
171-77 
169-66 
167-60 

165-58 
163-63 
161-72 
169-87 
158-07 

166-31 
154-62 
15301 
151-47 
150-01 

148-65 
147-09 
145-59 
144-08 
142-52 


150-07 
150-46 
302-83 


80 


234-74 
220-66 
207-24 

204-60 
202-04 
199-51 
197-01 
194-54 

192-10 
189-69 
187-31 
18500 
182-11 

180-46 
178-24 
176-07 
173-96 
171-88 

169-84 
167-85 
165*94 
164-07 
162-26 

160-47 
158-77 
157-13 
155-57 
15407 

162-54 
150-99 
149-41 
147-81 
146-16 


154-90 
155-52 
311-93 


00 


238-69 
224-58 
211-07 

208-49 
205-93 
203-39 
200-85 
198-39 

195-94 
193-61 
191-12 
188-79 
186-60 

184-24 
182-01 
179-84 
177-70 
176-62 

173-66 
171-57 
169-64 
167-73 
165-90 

16408 
162-37 
160-71 
15912 
167-55 

155-96 
154-32 
152-68 
150-98 
149-25 


100 


159-16 
16009 
320-16 


24219 
22808 
214-57 

211-94 
209-37 
206-82 
204-27 
201-80 

199-34 
196-91 
194  53 
19219 

189-87 

187-59 
185-37 
183-17 
18103 
178-91 

176-86 
174-83 
172-86 
170-97 
16909 

167-28 
165-54 
163-86 
162-24 
160-60 

158-94 
157-24 
155-51 
153-73 
151-91 


162-92 
164-28 
327-71 


eaturated  at  1  Ib./in.*  abs. 


r  =  38-74<'a    6'''=2-61   cal&   G.     The   final  state  is  taken  as  wet 
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TABLE  yni.— ADIABATIC  HEAT-DROP  TO  1  LR  ABS.  IN  CAM.  C.  FROM 

INITIAL  STATES:— 


Initial  Pressures  in  Lbs.  per  Sq.  In.  Abs. 


120 


248-27 
23410 
220-62 

217-89 
216-30 
212-74 
210-20 
207-67 

206-18 
202-76 
200-36 
197-97 
196-64 

193-33 
19109 
188-88 
186-68 
184-64 

182-46 
180-41 
178-40 
176-46 
174-66 

172-70 
170-90 
169-19 
167-47 
166-70 

163-91 
16207 
160-19 
168-25 
156-27 


169-47 
171-75 
341-16 


140 


263-37 
239-14 
226-61 

222-87 
220-26 
217-66 
216-10 
212-68 

210-10 
207-66 
206-22 
202-81 
200-44 

198-12 
196-84 
193-69 
191-37 
189-18 

187-08 
186-00 
182-97 
180-98 
179-06 

177-14 
176-31 
173-62 
171-68 
169-81 

167-89 
166-93 
163-89 
161-81 
169-66 


175-00 
178-31 
352-96 


160 


267-77 
243-48 
229-78 

227-16 
224-61 
221-90 
219-32 
216-80 

214-28 
211-78 
209-33 
206-93 
204-64 

202-21 
199-90 
197-60 
196-38 
193-18 

191-01 

188-88 
186-82 
184-80 
182-83 

180-88 
179-00 
177-09 
176-16 
173-16 

17113 
169-03 
166-87 
164-63 
162-31 


179-79 
184-16 
363-49 


180 


261-63 
247-29 
233-65 

230-88 
228-22 
226-69 
223-01 
220-45 

217-93 
216-42 
212-94 
210-61 
20809 

206-71 
203-39 
201-08 
198-81 
196-59 

194-39 
192-26 
190-14 
188-09 
186-07 

184-08 
182-14 
180-13 
178-09 
176-99 

173-83 
171-61 
169-31 
166-93 
164-45 


183-96 
189-48 
37307 


200 


266-05 
250-68 
236-86 

234-16 
231-49 
228-85 
226-24 
223-66 

221-13 
218-62 
216-12 
213-67 
211-23 

208-82 
206-47 
204-13 
201-83 
199-69 

197-37 
196-17 
19301 
190-92 
188-87 

186-84 
184-80 
182-70 
180-66 
178-36 

176-09 
173-74 
171-30 
168-77 
166-13 


187-71 
194-35 
381-86 


250 


272-23 
257-72 
243-74 

241-02 
238-32 
236-66 
233-01 
230-40 

227-80 
226-22 
222-68 
220-16 
217-65 

216-19 
213-77 
210-39 
208-02 
205-70 

203-38 
201-10 
198-88 
196-68 
194-51 

192-31 
190-06 
187-73 
186-34 
182-87 

180-33 
177-67 
174-91 
17203 
168-99 


196-69 
20510 
401-19 


800 


27801 
263-36 
249-26 

246-60 
243-77 
241-05 
238*34 
235-69 

233-04 
230-42 
227-82 
225-25 
222-69 

220-17 
217-69 
215-24 
212-80 
210-39 

208-00 
205-64 
203-31 
201-04 
198-68 

196-28 
193-83 
191-27 
188-64 
185-94 

183-12 
180-17 
17707 
173-83 
170-40 


202-03 
214-32 
417-78 


360 


282-81 
26802 
263-77 

260-98 
248-21 
246-46 
242-72 
240-00 

237-31 
234-66 
232-01 
229-39 
226-78 

224-18 
221-62 
219-10 
216-69 
214-10 

211-63 
209-19 
206-77 
204-33 
201-81 

199-23 
196-57 
193-81 
190-96 
187-99 

184-90 
181-66 
178-23 
174-64 
170-81 


207-37 
222-46 
432-41 


400 


286-86 
272-00 
267-59 

264-76 
261-96 
249-16 
246-40 
243-66 

240-92 
238-19 
235-49 
232-80 
230-13 

227-48 
224-86 
222-26 
219-69 
21712 

214-67 
212-04 
209-50 
206-90 
204-21 

201-44 
198-59 
195-62 
192-54 
189-32 

186-96 
182-41 
178-67 
174-71 
170-49 


211-99 
229-76 
445-65 


460 


290-47 
275-47 
260-90 

25803 
255-17 
252-33 
249-52 
246-71 

243-93 
24118 
238-44 
236-70 
232-97 

230-26 
227-57 
224-90 
222-25 
219-61 

216-97 
214-35 
211-65 
208-89 
20604 

203-09 
200-03 
196-85 
193-55 
19007 

186-44 
182-61 
178-54 
174-23 
169-61 


21602 
236-42 
457-56 


500 


293-66 
278-47 
263-73 

260-83 
267-94 
256-07 
252-22 
249-38 

246-64 
243-73 
240-93 
238-14 
236-35 

232-58 
229-84 
227-10 
224-38 
221-65 

218-93 
216-18 
213-36 
210-42 
207-40 

204-28 
20104 
197-66 
194-12 
190-39 

186-49 
182-36 
177-96 
173-28 
168-26 


219-66 
242-57 
468-63 


To  reduce  to  B.Th.U.  Fahr.,  subtract  a  tenth  and  multiply  by  2.  No  reduction  required  for 
Metric  units,  final  pressure  0-07031  kg./cm.*.    For  fuller  explanation  see  Chapter  IX,  §  92. 
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TABLE  H.— VALUES  OF  100 8C  (CALORIES  CENT.  PER  100  LBS.  PRESSURE). 


Temperature 

Values  of  100  8C  for  each  degree  Centigrade. 

C. 

F. 

0« 

V" 

a** 

8° 

4° 

6*» 

6° 

r 

8° 

9** 

100 

212 

18-61 

18-45 

18-29 

1813 

17-97 

17-81 

17-66 

17-50 

17-34 

1718 

110 

230 

1703 

16-88 

16-73 

16-58 

16-44 

16-30 

16-17 

1603 

16-90 

15-76 

120 

248 

16-62 

16-49 

16-36 

15-23 

1510 

14-97 

14-86 

14-72 

14-59 

14-46 

130 

266 

14-34 

14-22 

14-10 

13-99 

13-87 

13-76 

13-65 

13-64 

13-43 

13-32 

140 

284 

13-21 

13-11 

1300 

12-90 

12-80 

12-70 

12-59 

12-49 

12-39 

12-29 

150 

302 

1219 

12-09 

12-00 

11-91 

11-82 

11-72 

11-63 

11-63 

11-44 

11-35 

160 

320 

11-26 

11-17 

11-08 

1100 

10-91 

10-82 

10-74 

10-66 

10-58 

10-50 

170 

338 

10-42 

10-34 

10-26 

10-18 

10-11 

10-03 

9-96 

9-88 

9-81 

9-73 

180 

356 

9-66 

9-69 

9-52 

9-45 

9-38 

9-31 

9-24 

918 

9-11 

9-04 

100 

374 

8-97 

8-91 

8-84 

8-78 

8-71 

8-66 

8-59 

8-62 

8-46 

8-40 

200 

392 

8-34 

8-28 

8-22 

8-16 

8-10 

8-06 

7-99 

7-93 

7-88 

7-82 

210 

410 

7-77 

7-71 

7-65 

7-60 

7-54 

7-49 

7-44 

7-39 

7-34 

7-29 

220 

428 

7-24 

7-19 

714 

7-09 

7-04 

7-00 

6*96 

6-90 

6-85 

6-80 

230 

446 

6-76 

6-71 

6-67 

6-62 

6-68 

6-53 

6-49 

6-45 

6-40 

6-36 

240 

464 

6-32 

6-28 

6-24 

6-20 

6-16 

6-12 

608 

6-04 

6-00 

5-96 

250 

482 

6-92 

6-88 

5-84 

6-80 

6-76 

6-72 

6-69 

6-66 

5-61 

6-57 

260 

600 

5-64 

6-50 

5-47 

6-43 

5-40 

6-37 

6-33 

5-30 

5-26 

6-23 

270 

618 

6-20 

6-16 

5-13 

610 

507 

6-04 

601 

4-98 

4-96 

4-92 

280 

636 

4-89 

4-86 

4-83 

4-80 

4-77 

4-74 

4-72 

4-69 

4-66 

4-63 

200 

664 

4-60 

4-57 

4-54 

4-51 

4-49 

4-46 

4-43 

4-40 

4-37 

4-35 

300 

672 

4-32 

4-30 

4-27 

4-26 

4-22 

4-20 

4-17 

416 

4-13 

4-10 

310 

690 

407 

405 

403 

4-00 

3-98 

3-95 

3-93 

3-91 

3-88 

3-86 

320 

608 

3-84 

3-81 

3-79 

3-77 

3-74 

3-72 

3-70 

3-68 

3-66 

3-64 

330 

626 

3-62 

3-60 

3-68 

3-56 

3-54 

3-52 

3-50 

3-48 

3-46 

3-44 

340 

644 

3-42 

3-40 

3-38 

3-36 

3-34 

3-32 

3-30 

3-29 

3-27 

3-25 

350 

662 

3-23 

3-21 

3-19 

3-18 

316 

316 

3-13 

3-11 

3-10 

308 

360 

680 

306 

304 

303 

301 

2-99 

2-98 

2-96 

2-95 

2-93 

2-91 

870 

698 

2-89 

2-88 

2-86 

2-85 

2-83 

2-82 

2-80 

2-79 

2-77 

2-76 

380 

716 

2-74 

2-73 

2-71 

2-70 

2-68 

2-67 

2-66 

2-64 

2-62 

2-61 

390 

734 

2-60 

2-58 

2-57 

2-56 

2-54 

2-53 

2-51 

2-50 

2-48 

2-47 

400 

762 

2-46 

2-44 

2-43 

2-42 

2-40 

2-39 

2-38 

2-36 

2-36 

2-34 

0 

18 

3-6 

64 

7-2 

90 

10-8 

12-6 

14-4 

16-2 

Equivalent  degrees  and  decimals  Fahrenheit. 
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INDEX  OF  PARTIAL  DIFFERENTIAL 
COEFFICIENTS  OF  E,  G,  H,  P,  Q,  O,  T,  AND  V 

To  find  a  general  expression  for  any  coefficient  in  terms  of  the  specific 
heat  S  at  constant  pressure,  and  the  cooling-effects,  namely: 

C    =  C^  =  {dT/dP)^j  in  a  throttling  process  at  constant  H, 

Cq  =  C^  =  {dT/dP)^f  in  adiabatic  expansion  at  constant  O, 

Cy  =  {dTldP)y  =  ll{dP/dT)yy  in  cooling  at  constant  volume. 

Cg  =  (dT/dP)g  =  l/{dp/di)^  in  expansion  of  a  saturated  vapour. 

CE  =  (dTldP)s=C^{l-CyP/T)/(l'-'C^P/T),    in    expansion    at 
constant  £. 

Cq  =  {dT/dP)Q  =  aVj(t>9  in  expansion  at  constant  potential  G. 

The  last  two  cannot  be  measured  experimentally,  but  are  easily 
calculated. 

(1)  The  six  coefficients  of  the  type  (dXjdT)p  are  as  follows: 

(dH/dT)p  =  {dQ/dT)p  =  T  (d<bldT)p  =  S      \ 

(dV/dT)p  =  V/T  +  SC/aT  =  SCJaT  \ (1)  • 

(dEldT)p  =  S{1-  C^P/T);  {dGldT)p  =  O  J 

(2)  In  terms  of  the  above  six,  any  coefficient  with  respect  to  T  or  P 
can  be  written  down  by  the  general  relation: 

Cz  (dXldT)z  =  (dXldP)z  =  (dXldT)p  (C^  -  C^s:) (2) 

(8)  Any  other  coefficient  is  given  by  the  ratio  of  two  of  the  above : 


(dXldY)z  =  ^^^/^^)^  =  {dXldT)p  {Cz  -  Cx 


) 


W 


{dY/dP)z     (dY/dT)p  (Cz  -  Cy) 

When  Z=-P,  this  reduces  to  {dX/dT)p/{dY/dT)p ,  since  Cp  is  infinite. 
When  Z  =  r,  it  becomes  {Cx/CY){dXldT)p/(dY/dT)p,  since  C^ 
is  zero. 

(4)  These  expressions  may  be  transformed  by  the  general  relations: 

C^^a{dVld^)p=^aT(dVldT)plS  =  C  +  aV/S         )  . 

Cy  =  a  (dV/d(!>)j,  =  ^  aT  (dV/dT)JSy  =  S  (Cy --  CJ/Sr) 

a&  33 


522   INDEX  OF  PARTIAL  DIFFERENTIAL  COEFFICIENTS 

(5)  The  special  relations  for  Dry  Steam  are  as  follows : 

C    =SC/S     ==CE-ab/S  =C^-aV/S  ==Cy-(H-B)/SP    \ 

Ce  =  lSac/8S  =  C  +  ab/S  =C^-a{V-  b^S  =  CyOcP/RT 

C^  =  ST/18P  =  C  +  aV/S  =  ocT/SPCe  =  SSoCy/lSS 

Cy  =  SoT/SP  =  C  +  {H-B)ISP=CERTIacP        =C^  +  (E-'B)/SP 

Cjs  =  aVT/{H  -  St)  =  avTj{h  -  st)  (wet  or  dry  saturated). 

(5) 

S  =  SQ  +  14i'iacP/T.  150=  18/2/8  =  0-4772.  B=464cals.C.  =  885-2  B.Th.U. 

Note.  When  8q  is  known  by  experiment  8  —  8q,  8C,  Cy,  and  C^  may  be  deduced  from 

the  oharaoteristio  equation;  or  conversely,  the  characteristio  equation  may  be  verified  by 
experimental  measurements  of  Cy  and  C,  or  C^;  and  any  other  coefficient  which  may  be 

required  can  be  obtained  from  (3)  as  shown  in  the  following  list.  The  omission  of  the  value 
for  dry  steam  in  any  case  may  be  taken  to  imply  that  the  general  expression  does  not 
simplify  materially  on  substituting  the  special  values  from  (5).  In  such  a  case  it  is  pre- 
ferable to  calculate  the  coefficient  by  inserting  the  appropriate  numerical  values  of  S,  Cy, 

etc.  in  the  general  expression.  The  suffix  S  refers  to  the  state  of  saturation.  The  suffix  Z 
stands  for  any  suffix,  including  8.  X  and  Y  represent  any  two  of  the  six  quantitiesj 
E,  Q,  H,  Q,  *,  and  F. 
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OoeffletwDtt 

a«B«na  BxpreMlott 

Tain*  for  Diy  Steam 

(dE/dG)p 

5  (1  -  c^p/Tyo 

105/18O 

(dE/dG)^ 

SfrCfrPIT{<t>-aV/C^) 

{E  -  B)j(T<S>  -  18flPF/8) 

{dE/dG)j. 

SC^  (1  -  CjrP/TyaV 

lOcjSV 

(dE/dG)y 

Sy  Cy/{CyO  -  aV) 

{E  -  B)/(5orO/5  -  aPV) 

(dE/dH)p 

1  -  C^PfT 

10/18 

(dE/dH)^ 

SyCyC^P/aVT 

10  (V  -  b)jl8V 

(dEfdH)j, 

(1  -  CyP/T)  C^/C 

10/(18  -  8bjc) 

(dE/dH)y 

(Cy  -  CJ/iCy  -  C) 

10/(18  +  8b/{V  -  b)) 

(dE/dPy 

SC^  (Cy  -  C)PIT  -  aV 

-  lOab/18 

(dE/dP)^ 

SyCyC^P/T 

10a  {V  -  b)jl8 

(dE/dP)T 

-  SC^  (1  -  CyP/T) 

-  lOac/8 

(dE/dP)jr 

SyCy  =  S  {Cy  —   C^) 

(E  -  B)/P  =10a(V-  b)j8 

(dE/dQ)^ 

(i/r)  idE/d<t»z 

See  (dR/dO) 

{dE/d(t>)s 

T-C^P{Cy-C)l(C^-C) 

106T/18r 

(dE/d<t>)p 

T-C^P 

ior/18 

(dE/d(t>)j. 

T-CyP 

180acP/95 

{dEld(t>)y 

T 

T 

(dE/dT)o 

S{\-  C^PIT)  (1  -  Cj,/Co) 

105/18  -  locO/sr 

(dE/dT)s 

S  (1  -  C^P/T)  (1  -  Cs/C) 

-(105/18)/(18c/86-l) 

(dEJdT)p 

S(l-  C^P/T) 

105/18 

(dE/dT)^ 

SP  (Cy  -  C») 

(E  -  B)jT 

(dF,/dT)y 

Sy  =■  S  (Cy  —  C^)/Cv 

(105/18)  (1  -  acPjRT) 

(dE/dF)s 

(aTIC^-aP)(Cs-C)/(Cy- 

C)  aP/(18Vll0b  -  1) 

(dE/dV)p 

aT/C^  -  aP 

lOflP/8 

(dEjdV)^ 

-aP 

-aP 

(dEjdV)j. 

aT/Cy  -  aP 

aP  {10acP/8RT) 

{dG/dE)z 

ll(dE/dG)z 

See  Reciprocals  above 

(dG/dH)s 

<i>  {Cb  -  Ca)l(CE  -  C) 

18cO/8fc5  -  VJb 

(dGldU)p 

0/5 

0/5    . 

{dG/dH)^ 

C»0/aF  -  1 

8rO/18aPF  -  1 

(dGldH)j, 

aV/SC 

F/(18c/8  -  b) 

(dG/dU)y 

(OCp  -  aV)/(SCy  -  SC) 

(SoT^JS  -  aPV)/(H  -  B) 
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INDEX  OF  COEFFICIENTS 


Coefficient 

General  BzpreBsion 

Valna  for  Dry  Steam 

{dGfdP)s 

<t>  (Cj,  -  Co) 

18ac<P/8S  -  aV 

{dGldP)s 

C<b-aV 

(18ac/8  -  ab)<P/S  -  aV 

(dG/dP)^ 

0  (C»  -  Co) 

8TO/18P  -  aV 

{dG(dP)j. 

-aV 

-aV 

(dG/dP)y 

OCp  -  aV 

S^^/SP  -  aV 

{dG/dP)s 

0  (Cs  -  Co) 

aV  {T<t>/(H  -st)-l) 

(dG/d<D)s 

ro  (CjB  -  Co)/(Cb 

i-C»)5 

T{V-  lSc<S>/8S)/{V  -  b) 

{dGld<i»s 

r  (1  -  C<t>laV) 

T  (1  -  C<S>/aV) 

(dGjd<b)p 

ro/5 

T<S>/S 

(dG/d<S>)j, 

aVTjSC^ 

18aPVl8S 

(dG/d<S>)y 

(T^Cy  -  avrysj 

l^Cjr 

T{S^<t>/S  -  aPV)/{B  -  B) 

(dGldT)ji 

<»  (1  -  CoICb) 

0  -  8VS/18C 

(dGldT)s 

0  (1  -  CJC) 

0  -  aV/C 

{dG/dT)p 

0 

0 

(dG/dT)^ 

O  -  aV/C^ 

<S>  -  IHaPVjST 

(dGldT)y 

<S>  -  aV/Cy 

0  -  SaPV/SoT 

{dG/dT)s 

<S>  -  aVdp/dt 

<t>-{H-  st)/T 

{dG/dV)s 

aT<l>{Cs-Co)/SC^(Cs-Cy) 

P  {aV  -  Cs<b)l{V  -  b) 

(dGldV)B 

aT<t>  {C  -  Ca)/SC^  (C  -  Cy) 

P  {aV  -  C<t>)/{V  -  106/18) 

{dGldV)p 

aT<S>/SC^  =  0  (dTldV)p 

l8aP(t>/8S 

(dG/dV)^ 

aT<S>(C^-Co)ISC^{C^-Cy) 

{dG/dV)j. 

aT<S>ColSC^Cy 

aP  {aPVjRT) 

{dHldE)^ 

l/(dEldH)z 

See  Reciprocals 

{dHldG)z 

ll(dG/dH)2 

»                        M 

{dHldP)s 

S  {Ce  -  C) 

ab 

idHldP)o 

S  {Co  -  C) 

aVSI<S>  -  SC 

{dH/dP)^ 

aV 

aV 

{dHldP)T 

-SC 

—  18ac/8  +  ab 

{dH/dP)y 

S  {Cy  -  C) 

{H  -  B)(P  =  18aF  -  lOab 

midPh 

S  {Cs  -  C) 

SaVTj{H  -st)-SC 

(dHld<t>)s 

T  {Cs  -  C)/{Ce  - 

cj 

-  Tb/{V  -  b) 

{dHld<b)o 

T{1  -  C<S>faV)f{l  - 

-  C^<t>/ar) 

(dH/d<S>)p 

T 

T 

(dH/d<l>)T 

CT/C^ 

18CP/8 

(dH/d<i>)y 

T  {Cy  -  C)l{Cy  - 

Q) 

T{H~  B)/(E  -  B) 

{dHld<t>)y 

T  +  aVT/SyCy 

Isr/lO  +  8bT/{V  -  b) 

idHld(i>)s 

T  +  aVTjS  {Cg  - 

cj 
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Ooeflioieiit 

General  Bzpreulon 

Value  for  Dry  Steam 

(dH/dT)j, 

s{i-  qcs) 

3bS/18c 

{dH/dT)o 

5  (1  -  qca) 

S  -  18cO/8F  +  M>/F 

{dH/dT)p 

s 

Sq  +  ISOacP/dT 

(dU/dT)^ 

S{\-  qc^)  =  aVIC^ 

18nPF/8T 

(dHldT)y 

s{i-  qcy) 

S(l^SCP/SoT) 

(dHldT)s 

S(l-Cdp/dt) 

S^SC(H-  st)laVT 

(dH/dV)js 

aT  {Cj,  -  cyclic  J,  -  Cy) 

-  aPhl{V  -  h) 

(dHfdV)o 

aT  (Co  -  OIC^  (Co  -  Cy) 

{dH/dV)p 

aTjC^ 

18aP/8 

(dH/dV)^ 

-  a'VT/SyCyC^ 

-  18aPF/10  (F  -  h) 

(dH/dV)r 

OTCjC^Cy 

aP  (SCP/RT) 

(dH/dV)s 

aT  (Cs  -  C)/C^  {Cs  -  Cy) 

(dP/dX)z  . 

ll(dX/dP)^ 

See  Reciprocals 

midE)2 

T/{dE/d<i>)2 

»             •< 

{dq/dG)z 

T/(dGld<t»2 

99                          »» 

{dQ/dH)z 

T/{dHld<S»z 

99                         99 

(dq/dP)^ 

T  (d<t>/dP)z 

•  See  (d<S>/dP)z 

mid<t>)z 

T 

T 

midT)E 

Se-S{1-  C^/Cs) 

-8S(V-  b)ll8c 

m/dT)o 

So  =  S(l-  C^fCa) 

5  (1  -  8T(!>/18aPV) 

(dQ/dT)B 

Ss  =  S(l-  C^/C)  =  -  aV/C 

-aV/C 

{dQ/dT)p 

Sp  =  SyCy/{Cy  —  C^) 

18R/8  +  l80acP/9T 

{dQ/dT)y 

Sy  =  S{l-  C^ICy) 

(E  -  B)SjSoT 

{dQ/dT)s 

Ss  =  S{l-CJCs) 

S(1-8(H-  st)jl8aPV) 

idQ/dV)^ 

T  {d(S>/dV)2 

See  (d<i>fdV)z 

{d<l>/dE)^ 

lAdE/dO)^ 

See  Reciprocals 

(d(!>/dG)z 

ll(dG/dO)z 

9*                           if 

(d<t>ldH)z 

l/{dH/d(!>)z 

»»                           Si 

(dOldP)s 

(S/n  {Cs  -  CJ 

-a{V~b)/T     . 

{d<l>/dP)o 

(SIT)  (Co  -  CJ 

aVSjT(i>  -  8S/18P 

(dO/dP)^ 

-aV/T 

-aV/T 

(d<S>/dP)j, 

-  SCJT  =-a  (dV!dT)p 

-  8S/18P 

(d<l>ldP)y 

SyCy/T  =  ~  a  (dVldT)^ 

10a  {V-  b)/8T 

(d(t>/dP)s 

(S/T)  (Cs  -  CJ 

aFS/(H  -St)-  aS/18P 

{d<t>ldq)z 

l/T 

l/T 

{d<t>ldT)z 

(l/T)  {dq/dT)z 

See  Specific  Heats 

(d<i>jdV)E 

«  (Ce  -  C»)/C,  (Cfi  -   Cy) 

aP/T 

{d<l>/dV)a 

« (Co  -  C»)/C,  {Co  -  Cy) 

33--3 


^ 
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Ooeflloient 

OeiMral  BxixreMion 

Value  for  Diy  Steam 

(d<D/dr)fl 

a(C-  C^yC^  (C  -  Cr) 

aP/T  (1  -  106/18F) 

(d<I>/dF)p 

a/C^  =  a  (dP/dT)^ 

ISaP/ST 

(dO/dF)^. 

a/Cy  =  a  {dP/dT)y 

SaP/S^T 

(d<l>ldF)s 

« iCs  -  C^yC^  (Cs  -  Cy) 

(dT/dE)z 

l,'{dEldT)^ 

See  Reciprocals 

(dTldG)z 

llidG/dT)z 

99                        99 

(dT/dH)z 

ll(dHldT)z 

99                          99 

(dTfdPh 

See  Cooling-Effects  on  first 

page 

(dTld<i>)2 

Tj{dq/dT)z 

See  Specific  Heats 

(dT/dV)j, 

l/{dV/dT)z 

See  Reciprocals 

{dV/dE)z 

l/(dEldV)z 

99                        99 

(dVfdG)^ 

l/idG/dV)^ 

99                          99 

{dVldH)z 

lJ{dHldV)2 

99                          99 

(dr/dP)s 

-  (SCJaT)  (Cy  -  Cj,) 

-  (F  -  byp 

{dV/dP)o 

-  {SC^/aT)  (Cy  -  Co) 

-  {VjP)  {RT/aPV  -  aS/184>) 

{dV/dP)s 

-  (SC^JaT)  {Cy  -  C) 

-  (F  -  10b/18)IP 

(dV/dP)^ 

-  (SCJaT)  {Cy  -  C) 

-  10  (F  -  6)/18P 

{dVldP)r 

-  {SCJaT)Cy 

-{V  +  c-  hyp 

(dV/dP)j, 

-  CyVjT  -  CySC/aT 

-  RT/aP^ 

(dVldP)s 
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Abbreviations  and  references,  3 

Absolute  scale  of  temperature,  14 

Acceleration  of  steam,  254 

Adiabatic,  compressibility,  431 
curves  on  diagram,  328,  473 
discharge  through  nozzle,  236 
elasticity,  432 

equation  for  dry  steam,  62,  229,  487 
expansion  or  flow,  210,  446 
empirical  formulae,  212,  223 
index  for  steam,  15,  52 
heat-drop,  209,  475,  T  518 
for  wet  saturated  steam,  211 
for  wet  supersaturated,  230,  252 

Air,  specific  heat,  100,  496 
standard,  204 
-thermometer,  495 

Amagat,  £.  H.,  89,  154 

Andrews,  J.  D.,  154 

Ashcroft,  Prof.,  76 

Atmospheric  pressure,  6 

Available  energy,  287,  346,  352,  447 

Avogadro's  Law,  87 

Axial  angle  and  velocity,  270 

Back-pressure,  128,  243,  267,  479 
Barnes,  H.  T.,  11,495 
Barometer,  6 
Battelli,  A.,  85,  195 
Baumann,  K.,  284,  310,  404 
Behn,  A.,  157,  187 
Blade-angle,  269 

-condensation,  417 

-height,  287 

-velocity,  268 

wing-,  380,  419 
Boiling-point,  6,  10,  155,  484,  495 
Boundary  curve,  171,  174,  208 
Boyle's  Law,  54,  433 
Brake  horse-power,  480,  481 
Brinkworth,  H.,  56,  101,  496 
British  Thermal  Unit,  7,  485 
Bubbles,  equilibrium  of,  172 
Bypass,  413,  422 

C.G.S.  system  of  units,  4 
Cailletet  and  Mathias,  156 
Calorie  Centigrade,  7,  485 
Calorimeter,  continuous  electric,  12, 496 

steady  flow,  24 

steam,  496 

throttling,  45 
Capillary  pressure,  173,  239,  496 


Carbonic  acid,  CO,,  153-194 

tables,  162,  179,  186 
Camot,  S.,  126,  465 

cycle,  127,  201 

function,  128,  466 

Srinciple,  126,  458,  465 
,  Clark,  10,  36,  495 

Weston,  36 
Change  of  state,  336,  416 
Characteristic  curve,  295,  318,  328 

equation,  53 

of  steam,  56 

of  CO,,  164,  173,  184 
Clapeyron's  equation,  26,  129,  134,  468 
Clark  cell,  10,  36,  495 
Clausius,  R.,  130,  178,  206,  454,  467 
Clearance  leakage,  383 
Cloudy  condensation,  239,  425 
Coi^pegation  volume,  56,  60,  T  607 
Coefficient)  of  expansion,  429   . 

of  performance,  196,  231 

of  pressure,  434 
Compensated  air-thermometer,  495 
Compensating  leads,  53 
Compound  wheels,  284 
Compressibility,  433 
Compression-ratio,  204,  212 
Condensation,  34,  417 

law  of  surface-,  44,  52,  495 
Conduction  of  heat,  496 
Conservation  of  energy,  20,  22,  eta 
Constants  for  steam,  15 
Consumption,  222,  274,  397 
Continuity  of  state,  170 
Continuous  expansion,  295 

calorimetry,  10,  496 
Cooling-effect,  47,  62,  163,  439 
Correction  for  pressure,  399 

superheat,  310 

vacuum,  402 
Corresponding  states,  198 
Covolume,  57,  168 
Critical  pressure-ratio,  236,  266 
Critical  relations,  180 

state,  153-200 

temperature,  39,  153 
Curtis  wheels,  284 
Cut-off,  275,  480 
Cycles,  ideal,  127.  201 

temperature ,  495 
Cylinder  condensation,  482,  495 

Dalby,  Prof.  W.  E.,  76,  482 
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Dalton,  J.,  128 

Davis,  Prof.  H.  N.,  72,   110,   113,   119, 

450,460 
Be  Laval,  279 
Density,  6,  157,  484 
Diagram,  entropy-,  207,  470 

indicator,  207,  469 

H  log  P,  189,  328,  471 

MolUer,  470 
Diameter,  rectilinear,  157 

of  rotor,  292,  352,  378 
Dieterici,  C,  11,  28,  34,  181 
Differential-calorimeter,  11,  54,  62,  76 
Differential  coefficients,  428,  521 
Differential,  exact,  184,  456 
Differential-gauge,  55,  76 

-thermometer,  11,  65 
Dimensional  constants,  351,  377,  380, 

407,  419 
Disohaige-angle,  271,  288,  354,  356,  419 

-constant,  351,  390 
Discharge  through  an  ''expansion,"  350, 
366,  372 

a  nozzle,  233-267 

a  turbine,  271,  390 
Discontinuous  expansion,  295,  342,  355, 

370 
Discontinuity-correction,  339,  355,  367, 

375 
Distribution  of  pre8sure,313,325,406-427 
Division  of  work,  312,  325 
Dodge,  A.  R.,  75 
DreadnougJU  trials,  379 
Drop,  of  pressure,  287,  350 

to  receiver,  382,  412,  422 
Drop  of  total  heat,  1,  23,  etc.,  T  518 
Drops,  equilibrium  of,  172,  239 
Dry  steam,  adiabatic,  52,  229 

entropy,  136,  T  514 

potential,  141,  T  516 

total  heat,  59,' T  510 

volume,  56,  59,  85,  T  512 
Dryness-fraction,  134 
Dummy-leakage,  262,  422 

Ebullition,  172 

Efficiency,  absolute,  128,  219,  478 

brake,  480,  481 

-constants,  362,  356 

kinetic,  274,  287 

mechanical,  480 

reaction-,  287 

relative,  221,  276 

stage-,  289,  296,  451 
Efficiency  of,  Camot  cycle,  131,  203 

conversion,  451 

constant  F  cycle,  203 

Bankine  cycle,  219,  478 
Efficiency  and  superheat,  220,  261 
Efficiency-ratio,  222 
Elasticity,  433 
Electric  calorimeter,  11,  496 

thermometers^  12,  52,  495 


Electromotive  force,  11,  36,  495 
Encyclopaedia  Britannica,  3,  496 
Energy,  available,  287,  352 

conservation  of,  9,  20,  etc 

intrinsic,  17 

kinetic,  22,  233 

surface-,  182 

total,  22,  277 
Entropy,  131,  134,  458 
Entropy-diamm,  208,  470 
Entropy  of  dry  steam,  136,  T  514 

saturated,  135,  T  498-^3 

water,  134,  T  498 

wet  saturated,  135 
Equal  division  of  work,  312 
Equilibrium  of  drops  and  bubbles,  172, 

239 
Equivalent  of  heat,  9 
Equivalent  number  of  stages,  378 
Ewing,  Sir  J.  A.,  44 
Exact  differential,  184,  456 
"Expansion"  of  N  stages,  286,  350 
Expansion,  adiabatic,  210 

continuous,  295 

incomplete,  478 

isothermal,  230 
Expansion -coefficient,  429 

-curve,  318,  328 

-ratio,  212,  383,  480 
Extrapolation  to  374°  C,  39,  81,  T  196 

F.P.C.,  F.P.F.,  systems,  4,  484 
Factor,  reduction,  4,  18,  484 

reheat,  300,  303 

integrating,  458 
Fairbaim  and  Tate,  85 
Fan-action,  291 

Feed-pump  work,  30,  209,  220,  478 
First  law,  22,  132,  201,  442 
Flow,  adiabatic,  210,  252 

/  constant,  297 

isentropic,  213,  235,  363 

isothermal,  230 

steady,  22,  276 

mass-,  222,  234,  275 
Flow  through,  an  "expansion,"  286, 360 

a  nozzle,  235 

a  turbine,  268 
Friction,  296,  444 

blade-,  281 

nozzle-,  243,  253 

turbine-,  276 

wheel-,  281,  291 
Fraction,  dryness-,  135 
Function,  Camot-,  128 

Gibbs-,  140 
Fusion,  496 

Gas,  adiabatic  of,  234 

perfect  and  pluperfect,  88,  93 

specific  heats  of,  129,  496 
Gas-constant,  15,  91 

•engine,  203 
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Gaa-thermometer,  14,  130»  495 
Gauge-pressure,  6 
Gibbs,  J.  Willard,  141 
Gibbs*  function,  140,  488 
Gray,  J.  MacFarlane,  25,  43 
Griessmann,  70 
Griffiths,  £.  H.,  10,  34 
Griffiths,  Ezer,  35 
Grindley,  a  H.,  44,  68 

H  log  P  diagram,  189,  471 
H^  diagram,  189,  470 
Heat,  Article,  496 

latent,  15,  38,  96,  T  196,  T  498 

•engine,  126 

equivalent,  9,  18,  etc. 

specific,  15,  42,  45,  98,  496 

total,  19,  24,  29,  etc. 

units  of,  7 
Heat-drop,  209,  475,  T  518 

loss  of,  257 

in  steady  flow,  23 

subdivision  of,  321 
Henni^,  H.,  36,  95,  99,  142 
Him,  G.  A.,  168 
Holbom,  L.,  99,  142, 152,  197 
Horse-power,  222,  427,  480 

Ice  molecules,  27 

Ideal  cycles,  126,  201 

Ideal  gas  or  vapour,  42,  130 

Impulse  and  reaction,  268 

Impulse  turbine,  269,  321-349 

Incomplete  expansion,  478 

Index,  adiabatic,  52 

Index  of  symbols,  1 

Indicated  power,  222,  479 

Indicator  diagram,  208,  469 

Initial  and  final  states,  3 

Institution  of  Civil  Engineers,  204 

Integrating  factor,  458 

Integration  of  H,  <f>,  and  E,  460 

Internal  or  intrixisio  energy,  17,  58, 165, 

T498 
Internal  combustion  engine,  204 
International  Commission  on  Symbols, 

Interpolation,  146,  213,  218,  431,  434, 

450,494 
Isentropic  expansion,  209,  447 
Isothennal,  expansion  or  flow,  230 

curves,  174,  192,  475 

elasticity,  432 

Jakob,  M.,  104,  108,  114 

Jaquays,  H.  M.,  63 

Jenkin  and  Pye,  155,  158,  164,  169,  193 

Joly,  Prof.  J.,  34,  163,  167 

Joule,  J.  P.,  9,  22,  50,  130 

Joule-Thomson  effect,  47,  62,  79 

K.M.C.  system  of  units,  3,  484 
Kelvin,  Lord,  «ee  Thomson 


Kilowatt,  282,  489 
Kinetic,  efficiency,  274,  287 

enei^,  22,  233 
King,  R.  O.,  11,496 
Kirchhoff,  G.,  42,  47 
Knoblauch,  Prof.  0.,  88,  101,  123,  142 
Kuenen  and  Robson,  155,  187 

Labyrinth  packing,  264 
Latent  heat,  of  C0„  158,  186 

of  compression,  455 

of  steam,  15,  96,  T  196,  T  498 

Thiesen's  formula,  39,  112,  196 
Laval,  G.  de,  279 
Law  of,  Avogadro,  87 

Boyle,  54,  154,  433 

condensation  of  steam,  44,  52,  246, 
495 

conservation  of  energy,  22,  126,  442 

corresponding  states,  198 

pressure  distribution,  408 

rectilinear  diameter,  157 

thermodynamics,  22,  126,  201,  442, 
463,466 
Leakage-clearance,  383 

dummy-,  264,  422 

-losses,  482 

valve-,  482,  495 
Leaving-loss,  274,  281 
Limiting,  discharge,  235,  363,  372,  394 

supersaturation,  246,  425 

surface  condensation,  417,  495 
Linde's  equation,  90,  97,  105,  114,  122 
Liidin,  8 

MacFarlane  Gray,  J.,  25,  43 
Makower,  W.,  56,  99 
Marks,  Prof.  L.  S.,  Ill,  450 
Marine  turbine,  273,  276,  351,  379 
Martin,  H.  M.,  249,  265,  302,  362 
Mass-flow,  222,  234,  271 
Maureiania,  276,  351,  406 
Maximum  M/X  for,  "expansion,"  372 

labyrinth,  264 

nozzle,  235 

turbine,  394 
Maxwell,  J.  C,  175.  248 
Mean  specific  heat,  123,  163 

Thermal  Unit,  7,  485 
Mechanical  efficiency,  480 

equivalent,  9 
Mellanby,  Prof.  A.  L.,  245 
Missing  quantity,  482 
Molecular  weight,  15 
MolUer,  Prof.  R.,  28,  70,  189,  470 
Mollier,  K.,  101,  123 
Moorby,  W.  H.,  10 

Motive  power,  126  ^ 

Multistage  turbine,  285 
Miinich  experiments,  88,  101,  143 

NicolBon,  Prof.  J.  T.,  44.  56,  496 
Non-condensing  turbine,  396 
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Notation,  international,  1 
Nozzle,  disohaige  of,  235 

expanding,  241 

friction  of,  242 

steady  flow,  22,  496 

Stodola's,  254 

throat  of,  235 
Nucleus  for  condensation,  239 
Number  of  stages,  286,  378 

Osmotic  pressure,  496 

PT  diagram,  48,  65,  68 

P-Fdiagram,  208,  469 

Parsons,  Hon.  A.  C,  270 

Partial  differential  coefficients,  3,  428, 

521 
Peabody,  Prof.  C.  H.,  43,  450 
Peake,  A.  H.,  70 

Perfect  or  pluperfect  gas,  42,  88,  97 
Performance,  coefficient  of,  195,  231 
Perry,  Prof.  J.,  42 
Planck,  Dr  M.,  112 
Platinum  thermometer,  14,  52,  495 
Power-consumption  line,  274,  282 
Potential,  thermodynamic,     140,     213, 

230,467 
Pressure,  -coefficient,  54,  164,  180,  434 

-correction,  260,  390 

-distribution,  314.  406 

-drop,  287,  350,  377 

observations  of,  408 

saturation-,  137,  146,  151,  155,  186, 
198 
Pump,  feed-,  209,  220 

Q,  quantity  of  heat,  20,  296,  455 
external  loss  or  gain,  63,  277,  445 
frictional  loss,  296,  445 

Rankine,  Prof.  W.  J.  M.,  130,  150,  164 
Rankine  cycle,  205,  208 
Bankine's  equation,  164 
Ratio,  efficiency-,  221 

expansion-,  212,  480 

pressure-,  266 
Reaction  turbine,  270 
Reaction-efficiency,  287 
Receiver-drop,  381,  412,  422 
Reciprocating  engine,  24,  478-482 
Recovery   from    supersaturation,    415, 

424 
Rectilinear  diameter,  157 
Reduction  factors,  5,  18,  398,  484 
References,  3,  495 
Refrigeration  cycle,  193,  231 
Regnault,  V.,  8,  27,  31,  42,  87,  101,  143, 

155 
Regulation  by  throttling,  282,  348,  481 
Reheat  factor,  300,  303 
Relations,  between  coefficients,  435 

thermodvnamical,  428,  463 
Relative  e&ciency,  221,  276 


Reversible  cycle,  127 
Reynolds,  Prof.  O.,  10,  42,  70,  235 
Rotor  of  turbine,  380 
Rowland,  Prof.  H.  A.,  9,  114 

aC,  50,  58,  T  498,  T  520 
Saturation-pressure,     137,     142,     155, 

T  196,  T  499-505 
Saturation  specific  heat,  135,  453 
Saturation-volume,    150,    183,    T49&- 

503,  T  506 
Scale  of  temperature,  absolute,  14,  130, 
496 

platinum,  14,  495 
Schuster  and  Gannon,  10 
Second  law,  112,  126,  143,  201,  463,  465 
Shaft  horse-power,  277,  427 
Smith,  A.  W.,  36 
Sound,  velocity  of,  235,  363 
Specific  heat  of,  air,  99,  496 

carbonic  acid,  162,  169,  188,  496 

steam,  15,  42,  45,  98,  103,  452,  493 

water,  8,  13,  454 
Specific  heats  at  constant  P  and  F,  20, 
441 

dijfferenoe  of,  53,  129,  442,  463 

ratio  of,  129,  442 
Specific  volume,  see  Volume 
Speed  and  power,  272 
Speed-ratio  and  efficiency,  290 
Speed,  variation  of,  290,  360,  396 
Stage  of  expansion,  285,  287 
Stage-efficiency,  289,  296,  451 
State,  change  of,  336,  416 

continuity  of,  170 
Steady  flow,  22,  234,  275 
Steam,    see    Entropy,    Latent    Heat, 

Specific  Heat,  Total  Heat,  Volume 
Steam-speed,  268,  378 
Steam  Tables,  498-^20 
Step-by-step  method,  118,  369,  386 
Stodola,  Prof.,  254,  etc. 
Superheat,   219,    261,   305,   332,    401, 

493 
Supersaturation,  238,  246,  260,  307,  496 

limit,  248,  307,  334,  387,  425 
Surface-condensation,  417,  495 
Surfaco-eneigy,  182 
Surface-tension,  182,  239 
Swann,  W.  F.  G.,  99,  163,  496 
Symbols,  index  of,  1 
SjTstems  of  units,  4,  484 

T*  diagram,  208,  470 
Temperature  scales,  14 
Temperature-cycles  in  cylinder,  495 
Theorem,  Maxwell's,  175 
Thermal  efficiency,  see  Efficiency 

units,  7 
Thermodynamical,  correction,  14,  496 

potential,  140,  213,  230,  467,  T  499- 
503,  T  509,  T  516 

properties  of  gases,  495-6 
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Thermodynamical,  relations,  435,  463, 
466 

scale,  130,  496 
Thermoelectricity,  496 
Thermometers,  8,  14,  52,  145,  495 
Thiesen,  M.,  39,  112,  143,  158 
Thomas,  Prof.  Carl  C,  106,  108 
Thomson,  Prof.  James,  172 
Thomson,  Sir  W.  (Kelvin),  47, 79, 166, 467 
Throat  of  nozzle,  235,  242,  254 
Throttle,  22,  45,  64,  264,  496 
Throttling,  calorimeter,  43,  45,  55,  64 

regulation  by,  275,  282,  348,  481 
Tip-leakage,  383 
Total  energy,  19,  22,  276 
Total  heat,  19,  124,  438,  444,  456 

of  CO.,  160,  169,  188 

of  dry  steam,  59,  T  64,  T  510 
__^at  saturation,  29, 46,  109, 122,  T  499- 
503,  T  508 

of  water,  21,  24,  135,  196,  496,  T  498 
Traube  and  Teichner,  39 
Triatomic  gas,  198 
Tumlirz,  66 
Turbine,  De  Laval,  279 

impulse,  269,  285,  321 

reaction,  270,  350 

marine,  276,  352,  379 
Turbo-electric  generators,  281 

Units  of  heat,  etc.,  7,  484 

Vacuum-correction,  402 
Valve-leakage,  482,  495 
Van  der  Waals,  Prof.  J.  D.,  173,  198 


Vapour-pressure,  239,  496 

Variation  of,  E.M.F.  of  Clark  cell,  495 

pressure,  364,  390,  401 

speed,  290,  360,  396 

specific  heat  of  water,  8,  13,  454,  496 
Velocity  and  heat-drop,  23,  231 
Velocity-compounded  wheels,  284 
Velocity-head,  260 
Velocity-ratio,  269,  288,  290,  342,  353, 

396,  415 
Volume,  coaggregation-,  56,  165,  T  507 

of  carbonic  add,  157,  183,  T  162,  186 

of  steam,  85,  150,  196,  211,  T506 
T512 

of  water,  195,  T  196,  T  498 

Water,  see  Entropy,  Specific  Heat,  Total 

Heat,  Volume 
Watt,  James,  128 
Watt-second  or  joule,  10 
Weddle's  rule,  449 
Weston  cell,  36 

Wetness  of  steam  by  throttling,  43,  64 
Wheel-friction,  291 
WiUans,  30,  275,  282 
Wilson,  C.  T.  R.,  239,  248,  425 
WinR-blades,  380,  419 
Work,  7,  9,  18,  20,  etc. 

of  feed-pump,  30,  209.  220 

of  vaporisation,  176,  T  498 
Working-fluid,  127,  203 

Zeleny  and  Smith,  155 

Zero  absolute,  15 

Zeuner,  43,  65,  86,  212,  225,  237,  488 
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